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with |Brodimatic Gounter. Capacities 
from} 60 to 1300 gpm. REQUEST 
BULLETIN NOS. 685 and 636. 
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‘There's a BiRotor Meter specifically 
designed to meet every capacity and application 
requirement. 


STRAINERS 

Brodie Model D Strainer, ons 

of various models, 11” t - 

8” sizes. « 
o 
@ 


® Proved for high sustained accuracy and low REQUEST BULLETIN No. 6244 


maintenance +0, 
® Backed by a thoroughly trained and ex- 

perienced organization of meter specialists 
® Complete service facilities in all principal ME) 


cities 





Whatever your petroleum metering problems, 

contact your Brodie Meter Specialist, or write, 

aor wire or phone today for the bulletins listed on 
Bs this page. 





AIR ELIMINATORS AND 
COMBINATION STRAINER- 
AIR ELMINATORS 
Available in 114” to 2% 
Strainer-Air Eliminators and 

3” to 10” Air Eliminators NC 
REQUEST BULLETIN No. 640 
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BY HEA’ 
BLENDING, MIXING ote 
Brodie Meters with Automatic Repeating 
Quantrols provide adjustable or single quan- E 
tity delivery of from 1 qt. to 53 gal. 
REQUEST BULLETIN NO. 643 
FLOW CONTROL VALVES Bert D 
Designed for 125 p.s.!. " 
1%" to 4” sizes. 
REQUEST BULLETIN No.613- 
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Among other things . . . 


The first article this month reports details available at 
press time about the convention program being prepared 
for Oil-Heat Institute’s annual meeting in Chicago, April 
19 to 21. Even though it was put together a month before 
the meeting date, the article clearly indicates the variety 
of valuable topics that are to be discussed. Dealers and 
manufacturers, members and non-members who attend will 
learn much that will be helpful to their businesses. 


Following is a description of how Swift Fuel, Lincoln, 
Nebraska, sells service, fueloil and equipment to farmers. 
The front cover photo depicts one phase of this—a farmer 
directs a truck driver to a neighbor who is a prospect for 
a burner installation. 


Schulz tells about a really unique, yet effective, method 
for controlling hot water heating, which contains some in- 
teresting arrangements tied in with service hot water to 
prevent the circulator from pumping cool water through 
the radiators. See his story on page 64. 




































QUALITY is our business 
.. Without any compromise 


AND ONLY ie 
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IVES YOU ALL THREE — 


a woos ~, 











OS 1. seine 


Quality standard of the industry — Available 


in Silent Tension Aluminum or DuPont Nylon. 
2. fi ; 

¥ Lie © ome: 

REGULAR © 


Ultimate to correct misalignment — Furnished 
in 1/6 to 3%, HP ratings for Oil Burner Re- 
quirements. 


3. JAW-TYPE 


Where price is f 
of prime concern / 
— Fits all Jaw 
(Lovejoy) Hubs. 
Available in Ny- 
lon to exact 
length require- 
ments. 


Only 
Guardian 


gives you these features: ———s 


1. ROLL SPINNING—Exclusive method for join- 
ing all three components at one time—Actually 
made in position of final driving operation. 

2. BRAIDED RUBBER—Ground to absolute true 
concentricity. Furnished with BUNA-N TUBE 
and NEOPRENE COVER. Holds to strict Lateral 
and Angular Alignment standards. 

3. ONE-PIECE DESIGN—Minimizes assembly and 
handling costs—Cut to exact length require- 
ments, 

There are over 4,000,000 Guardian couplings on 

original equipment. This is your assurance of 

highest quality and enthusiastic acceptance in 


the field. 
COUPLING 
SERVICE KITS 


Standard and Economy 
Kits complete with bush- 
ings for replacement. 
Lengths and bores meet 
95% of existing field re- 


Write for literature 4¥!rements. 
and prices of Guard- 
ian's superior line of 
tank valves. Most 
complete in oil burn- 
er industry. Soon 
with Fusible feature 
and Cast Brass for 
Price and Project 
requirements. 














PeODUCTS CORP. 


COUPLING DIVISION 


Dept. F-45, 1231 E. Second Street 
Michigan City, Indiana 
















Names in the News 


Robert C. Hulse has been named 


| merchandising manager, U. S. Ma- 


| chine Division, 
| Stewart - Warner 
| Corp., Lebanon, 


Ind. This post 
was created by 
the merging of 
the advertising, 
sales promotion 


and publicity de- 


~ A 
Hulse 


has been with the firm for 12 years, 


partments. Hulse 


the last eight as sales promotion man- 
ager. He will now coordinate an ex- 
panded program for the merchandis- 
ing of Winkler heating and cooling 
equipment, and Stewart-Warner and 
Saf-Aire wall heaters. 

James M. Darnell has been named 
to fill the vacancy created by Hulse’s 


| promotion. Under the new set-up the 


| merchandising committee will consist 








of Walter E. Blake, sales manager of 
dealer sales; Ray F. DeVaney, sales 
manager of Jobber sales; Claude A. 
Potts, 
Hulse. 

Walter R. Leander and Gus Wolfe 


have been appointed sales supervisors. 


general sales manager; and 


Gene Shields has been promoted to 
vice president, Sid Harvey of Pa., Inc., 
and Walter Reeves to vice president, 
Sid Harvey of N. J. Both are long time 
employees. Shields started as a counter 


Shields 


Reeves 








man in Philadelphia; he became man- 
ager of one of the branch stores and 
later sales manager of all seven stores 
in the territory. Reeves started as an 
hourly worker in the relay repair de- 
partment of the main plant in Valley 
Stream, N. J. He headed the motor re- 
pair department and then transferred 
to sales. He has been general manager 


of the Newark, N. J. store. 


Robert W. Cleveland and Gerald 
C. Cronau have been appointed re 
gional sales managers, Minneapolis- 
Honeywell Regulator Co., Minneap- 
olis, Minn. Cleveland will head the 
Pacific region with headquarters in Los 
Angeles; and Cronau the southwestern 
region headquartered in Dallas. They 
will direct sales of automatic tempera: 
ture control equipment for residential 
heating and airconditioning. Replaced 
by these appointments were W. H. 
Christensen and Ed J. Regan both of 
whom have been transferred to re’ 
gional positions in the Home Products 
Division. 


John S. Huber has been named as 
sistant sales manager, heating and 
cooling division, | i | 
The Heil Co, | 
Milwaukee | 
1, Wisc. Serving 
most recently as 
heating sales rep- 
resentative out of 
the Milwaukee 
District Of- fa 3 
fice, Huber will Huber 
have his headquarters in the Milwau- 
kee General Sales Office. Before join 
ing Heil, Huber was employed in the 
sales department of a control manu 
facturer, and has also operated his own 












heating dealership. 


Bruce Robertson has been promoted 
from sales analyst to the new position 
of manager of marketing research of 
the Jefferson Electric Co., Bellwood, 
Ill. Prior to joining Jefferson four years 
ago, Robertson held the post of senior 
statistician for a consulting engineer, 
director of marketing research for 
Caples Co. and other related positions: 

At the same time, Jefferson 4” 
nounced that Robert B. Nieman had 
joined the company as district sales 
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Oil-Fired Hi-Boy Model SU-84: 63% ” high, 21” wide, 35” 
long (incl. burner); 84,000 BTU/hr. output. Also avail- 
able: Hi-Boy Model SU-112: 67%” x 2344" x37%”" (incl. 
burner); 112,000 BTU/hr. output. Both UL approved. 














Oil-Fired Lo-Boy Model B-84: 53" high, 21” wide, 52%" 
long (incl. burner); 84,000 BTU /hr. output. UL approved. 
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NOW! A new line of fluid heat- 


quality heating units priced for your 






famous Fluid Heat quality! 


® Wide range of models and sizes! 





Here’s a new line of Fluid Heat heating units, 
designed specifically for the building trade. 
Each unit boasts the same Fluid Heat quali- 
ty features and top construction as always— 
only the frills have been left off. And the 
price has been cut ’way back to put you ina 
favorable competitive position. If you are 
looking for a good connection, it will pay 


you to mail the coupon for more details! 


fluid heal 
4 a ® 
AUTOMATIC HEATING EQUIPMENT 


“WORLD'S ECONOMY CHAMPION” 


ANCHOR POST PRODUCTS, INC., Fluid Heat Div. 
6700 Eastern Ave., Baltimore 24, Md. 


eee ee DS ee SE SE SD Ge ee oe. 


@ Rock-bottom prices with no drop in 


@ Prestige of a top name in the industry! 


® Satisfied customers, with no comebacks! 


I want to become a Fluid Heat Dealer. Send me details on the complete line. 


Colmar NGO oncckcinccteecccdneseines anvdhiaats tae eee 




























Wm. H. ELDRIDGE can 


change all that for you— 


take off the pressur® 


USE OUR 


Streamlined 
FUEL OIL 
BUDGET PLAN 


More than 1000 DEALERS are 
using our complete service! 
We include everything from a 
presentation to your customer 
down to the Agreement Forms 
and those Coupon Remittance 
Packets that make it so easy 
and convenient for your fuel 
oil customers to mail their 
‘Regular’ payments. 


A complete, reasonably 
priced, package deal. 
Cuts office details - - 
Saves time and trouble. 


25 YEARS PROMOTING 
OUR OIL HEAT INDUSTRY 


WM. H. ELDRIDGE 


» 
r\) 87 MAYWOOD RD. 
NEW ROCHELLE 
NEW YORK 

















representative for the Cincinnati, 
Ohio, area. Formerly, Nieman was em- 
ployed in a managerial capacity with 


International Harvester. 


J. M. Bramlette, trafic manager, 
Timken Silent Automatic, Jackson, 
Mich., has been appointed to the Traf- 
fic Committee of the Oil-Heat Insti- 
tute of America by C. Frank Kerwan, 
committee chairman. 


W. H. Parkinson has been named 
advertising, publicity, and sales promo- 
tion manager, Quaker Rubber Corp., 
Philadelphia, Pa. He succeeds W. M. 
Taylor, who was promoted to the staff 
of Quaker’s parent company, H. K. 
Porter Co., Inc., Pittsburgh, Pa. 


Edward J. Bennan has been elected 
president, Jefferson Electric Co., Bell- 
wood, IIl., to suc- 
ceed his late 
brother James M. 
Bennan, who was 
killed in an acci- 
dent February 10. 
Edward Bennan 
has been with the 
company for 16 
and 
been executive vice president since 
1952. 

Louis J. Cross was elected chairman 
of the board. He has been a director of 
Jefferson for two years and is a gen’ 
eral partner in the investment banking 
firm of Hornblower & Weeks, Chi- 


cago. 





years has 


Alex H. Banko has been appointed 
general sales manager, Kleer Kleen 
Mfg. Co., Hayward, Calif. He had 
been sales manager of Bryant-Smith, 
a Bryant distributor. He also was sales 
manager and Cleveland branch man- 
ager for Bryant; and director of sales 
for the Payne Furnace Div., Affiliated 
Gas Equipment, Inc. Banko most re- 
cently had been associated with Royal 
Jet, Inc., as general sales manager. 


Ralph A. Colorado, San Juan, 
Puerto Rico, has been appointed ex- 
port manager for Whitney Metal Tool 
Co., and for Rockford Brass Works, 
both of Rockford, Ill. He will be in 


charge of an extensive foreign adver- 





tising campaign and will develop sales 
and distribution. 


Charles J. Reller has been elected 
treasurer, Atlantic Refining Co., Phila 
delphia, Pa., effective June 1. He suc. 
ceeds N. S. McCausland who is retir. 
ing from active business but will re 
main a director of Atlantic. Reller has 
been with the company since 1926, 


Dean A. Maris has been named sales 
engineer, OPW Corp., Cincinnati, 0, 
He will serve in an advisory and tech 
nical capacity to district managers and 
jobbers marketing OPW products. 


George A. Short has been made 
chief engineer, Cleveland Fuel Equip. 
ment Co., Cleveland, O. He will be in 
charge of research, development and 
production of the company’s line of 
damper controls, gauges and allied 
combustion Short had 
been development and sales engineer 
at Hotstream Heater Co., Cleveland. 


instruments. 


Marceline Marquis succeeds Miss 
C. A. Moon as supervisor of women’s 
activities for the Oil Industry Informa: 
tion Committee of the American Petro- 
leum Institute, New York, N. Y. In 
her new assignment, Miss Marquis will 
prepare special material aimed at tell- 
ing the story of petroleum to women’s 
audiences and groups. She will also 
promote further use of “The Magic 
Suitcase,” a lecture-demonstration de- 
signed specifically to present the oil 
industry story to women. 


R. B. Crean has been elected presi’ 
dent, Reflectal Corp., subsidiary of 
Borg-Warner Corp., Chicago. He is 
also vice president and assistant gen’ 
eral manager, Ingersoll Products, In- 
gersoll Kalamazoo and Ingersoll Con- 
ditioned Air Divisions. Reflectal pro- 
duces Alfol reflective foil insulation. 


Ray J. Slezak has been appointed 
to fill the newly created post of sales 
engineer by the Delavan Mfg. Co. 
West Des Moines, Iowa. The promo: 
tion is part of Delavan’s program of 
providing sales engineering service t© 
nozzle customers in the heating, 2v!4’ 
tion, industrial, and agricultural fields. 


(Continued on page 174) 
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NOW IN TWO POPULAR SIZES 


for 580 and 720 sq. ft. installed hot 
water radiation. Tankless hot water 
delivered at 180 and 240 g.p.h. rate. 
Send for new 770 catalog. Write 
Fitzgibbons Boiler Company, Inc. 
101 Park Avenue, New York 17, N.Y. 


Dept. FO-4, 





FITZGIBBONS 770 


Boiler-Burner Units 


Here’s the modern way to quicker, less costly installations. 
With the entire unit assembled and wired on the fast, efficient 
Fitzgibbons production line, you get an assembly cost con- 
siderably lower than for any single make-up job in a home. 
In fact, you pay more for the components, individually, than 
when they are pre-assembled at the Fitzgibbons plant! 
There are many more reasons why Fitzgibbons 770 is top 
choice among contractors who figure all the angles. Not only 
does the 770 insure the utmost satisfaction from a heating and 
fuel economy standpoint, but it also provides steady tankless 
hot water without expensive call-backs. Ask your wholesaler 
for the whole story about this popular unit now. 
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The Fitzgibbons Boiler ® | 


Editorial La oaks 


THE ANNUAL CONVENTION of the Oil- 
Heat Institute of America is coming 
up again. . . this time at the Conrad- 
Hilton Hotel in Chicago, April 19 
through 21. This year there is not to 
be an exposition or product show. 
Rather we will have three days of 
meetings with the last two devoted en- 
tirely to management sessions. 

When we held this meeting in Chi- 
cago two years ago the total registra- 
tion was just a little over 500. This 
was not a good showing when you con- 
sider the present size of our industry 
and the thousands of individuals whose 
principal income is from oilheating. 

Oilheating is entering a critical 
phase. We lead the nation in number 
of families blessed by the benefits we 
can provide. In other words we are the 
champions up to now in the automatic 
heating race but gas has crept up to 
within 8% of our total installations. 

When you come to Chicago you will 
be sure to learn quite a few things 
to help hold your position in the local 
market against this competition pres- 
sure. 

To go to Chicago and enjoy the im- 
portant benefits of such a convention 
will probably cost you on the average 
$200 to $300. Where else could you 
better spend time and learn more to 
help you in the months ahead? Not 
only that, but think of the refreshing 
experience in getting away from home 
for a few days, even if you bring your 
wife, providing you can keep her out 
of the most expensive shops. 


o, 
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FROM THE Pacific Northwest, always 
doing the unexpected in the oilheating 
industry, comes a news story on the 
all-year employment program initiated 
by the oilheating group for their serv- 
icemen. 
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It’s being tried out in Seattle with 
100 oilburner mechanics who are mem- 
bers of the electrical workers union. 
These men are guaranteed a wage of 
$101 a week throughout the year with 
two weeks’ vacation. The oilheating 
dealers operating in this experiment 
are finding ways to spread all of their 
various activities throughout each 
month to keep the men always busy. 

Robert Elmslie, managing director 
of the Oil-Heat Institute of Washing 
ton, Seattle, reports that the employers 
believe they have gained substantial 
benefits through the experiment while 
the servicemen themselves report that 
they are very well pleased. 

It’s hard to know whether the in- 
dustry as a whole could adapt itself 
to this kind of employment program 
but certainly it brings food for thought. 
If the program, in forcing the dealer 
to keep his men busy all the time, re- 
sults in giving the consumer better oil- 
burner service through periodic check- 
ups, then we can see important benefits. 

If on the other hand it should result 
in higher cost to the consumer for the 
same amount of service he has been 
getting, we naturally would oppose it. 
It will be very interesting to watch. 
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MARCH HAS BEEN a bad month for 
combustion troubles in the natural gas 
industry. By combustion troubles we 
mean, of course, instances where the 
gas “combusted” when it shouldn't 
have. Editorially, we don’t pay much 
attention to the gas industry’s troubles 
because we don’t think that the typical 
consumer is very much impressed by 
hazards. If he were, you wouldn’t find 
him driving a motor car when a million 
and a quarter persons have been killed 
in autos. 

But be that as it may, March was a 
bad month for gas publicity. The 
March 9 issue of the New York World 
Telegram and Sun carried the story 
from Chesterton, Indiana, about an 
explosion in a 26 inch natural gas pipe- 
line near a schoolhouse, killing four 
persons and injuring two. On the same 
date the New York Herald Tribune 
carried a six inch photograph showing 
the huge flames resulting from an ex- 
plosion in the Big Inch pipeline near 


Zanesville, Ohio. 


Then we find that our friend Wil] 
Parker, of the North Carolina Oj 
Jobbers Association, is enough inter. 
ested in the subject to report the pipe- 
line break near Topeka, Kansas, which 
caused 32,000 homes to be cold in bit- 
ter weather for more than 24 hours, 

Compared to motor car fatalities the 
gas industry hasn’t much to brag 
about. They kill relatively few persons, 
but the more we read of these inci- 
dents the more we are convinced that 
it’s high time to do something about 
class B chimneys. In case you don't 
know about them, these are the small 
round chimneys approved by FHA for 
new homes but so constructed that they 
limit the home to the use of natural 
gas for heating. 

In other words they are small vents 
with a top temperature tolerance of 
550° which means that the homes can- 
not be heated with oil or coal, how- 
ever much the owner may want to 
switch to one of these fuels. Certainly 
they represent a fire hazard because we 
know of instances where owners could 
not afford the high gas bills, and con 
nected to these chimneys typical oil 
space heaters operating at tempera: 
tures nearer 1,000°. There may be a 
law preventing them from doing this 
but would a homeowner be aware of it? 
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THE RESEARCH INSTITUTE OF AMERICA, 
New York, conducted an interview 
study: among the 60 top salesmen in 
the country who had been chosen to 
receive the Distinguished Salesmen 
Awards of the National Sales Execu- 
tives’ Club. Most of the findings from 
the study were what you would ex: 
pect from high-grade men, such as the 
fact that price was least important in 
their minds. The thing that distresses 
us, however, was that 22% do not read 
a single trade publication. 

It seems incredible that anyone could 
succeed without such reading. The an 
swer must be that these men’s incomes 
would have been at least 22% higher 
if they had periodically devoted an eve’ 
ning to studying their industry's 
methods through this most appropriate 
channel. What else is there? 


uy 
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(STLING TANK FILL SIGNAL 


WH 


Over 4,000,000 
Proven in Field Use 


FULLY For new or old tank installations — residential, com- 
mercial or industrial — there’s a VENTALARM Signal de- 
DEVELOPED signed for the job. Models to satisfy every vent pipe size 
LINE and run. Special 3-Piece Signal Assemblies for heavy oil 

and where vent is far distant from fill pipe. 


including the Exclusive VENTALARM’ GAUGE 


A combination VENTALARM Signal and Tank Gauge for 
multiple savings on new installations. You install one item 
instead of three! One less tank flange opening needed. 
Unit case acts as reducer. 





All VENTALARM Signal installations are 
EASY TO surprisingly simple. Especially conven- 
ient, is the Model “LC” with famous 
INSTALL compression-fit top for installation on 
old tanks. Eliminates need for pipe 
threading. 


ESTABLISHED SUPPLY Friendly working arrangements of long- 


standing with a nationwide network of 
HOUSE RELATIONS leading Supply Houses. Means fast, on- 


the-spot service for the Dealer. 


TESTED FOR THE JOBBER: Illustrated price lists; complete product 
literature; special card and letter mailings for direct mail 


“a oe ) ) Le) (erie). | coverage of your whole territory. 


PLANS FOR THE DEALER: Helpful tips on how to sell more fuel oil 
with VENTALARM Signal; how to save up to 30% on delivery 
costs; how to plan the installations. Colorful envelope enclos- 
ures, cards, letters — all ready for use — all available at less 
than cost. 


UNDERWRITERS’ LABORATORIES LISTED: VenraLarm Signals Type LA 
(14%" x 1%"), #220 (1%” x 1%” compression top), #521 (2”x 1%"), #270 
(2” x 2”), #271 (2” x 2” with half union top), #275 (2” x 2” with com- 
pression top); VENTALARM GAUGE combinations Type VG-A (2” x 1%”) 
and VG-B (1%” x 14”). 


UNIVERSALLY APPROVED BY LEADING FIRE AND MANUFACTURED UNDER 


SAFETY AUTHORITIES — in accordance with the indi- aime aaa oes 
vidual models which fulfill local regulations. z 


SCULLY SIGNAL COMPANY 
174 Green St., Melrose 76, Mass. 


Canadian Licensee: EMPIRE BRASS MFG. CO., LTD.; London, Ontario 


Contact your 
REGULAR SUPPLY nOUsE 
for VENTALARM® Signal 

in a variety of sizes. 
Scully Products are 

manufactured under U.»- 

and Foreign Patents or 

Patents Pending. 





140 
SHIPMENTS, in Thousands of | 
Domestic Oilburners & Units ———— 








120} Domestic Gas Burners 120 
110 110 
100 100 
90 90 
80 80 
70 70 
60 
50 50 
40 40 
ORT mT ni | 30 
2014 ii {iit THT HITT ) ! HH Ht = 20 
10 Ht + tH Th 10 
0 0 
DEC JUN DEC JUN DEC JUN DEC JUN DEC JUN DEC JAN FEB MAR APR MAY JUN JUL AUG SEP OCT NOV DEC 
1950 1951 1952 1953 1954 1955 
Shipments of Oilburners and Units 
(Including Exports) 
Adjusted to include manufacturers other than the 145 reporting to 
Census Bureau, FuELoiL & Ort Heat's estimates of shipments are: 
DECEMBER . —TWELVE MONTHS 
Percent Percent 
1954 1953 Change 1954 1953 Change 
Conversion 30,243 27,051 + Ibf 520,271 571,078 8.9 
Boiler Units 3,706 3,993 - WZ 66,805 70,403 — 5.1 
Furnace Units 12,702 13,128 Sew 194,912 189,841 + 27 
All Domestic 46,651 44,172 + Fb 781,988 831,322 — id 
Commercial 2,670 2,807 - 49 38,292 41,940 8.7 
Total 49,321 46,979 7 “530 820,280 873,262 6.1 
TOCKS OF DOMESTIC | | a 
vs AND UNITS | a a weds 140 
i End of Month Shown saan InAs Mn eee Se ea —— 130 
120 wi i—}-—_}+_+_} 1 120 
TT teak ——}—+—_ ++ — 110 
100 re Ht 7-96) <ané Gn ae eon 100 
| at Spee} tt — 90 
80 (a oo ——_+—_+— 80 







7 — 4 70 

—__+—_— ——+— . 60 
50 
40 
30 30 
20 20 
10 10 





50 


0 0 
JUN DEC JUN DEC JUN DEC JUN DEC JUN DEC JAN FEB MAR APR MAY JUN JUL AUG SEP OCT NOV DEC 
1950 195! 1952 1953 1954 1955 


February Minimum Retail Prices: Key Dealers 


5 CONVERSION BURNERS BOILER-BURNERS FURNACE-BURNERS 
February Aver. $315 $696 $599 
January Aver. 316 704 596 


Price Index: Conversion Burners: January 1940 is 100°, 


- WHOLESALE RETAIL 
February 137.4 Sixmonthsago 138.4 February 127.3 Six monthsago 129.9 
January 135.5 Yearago 143.2 January 128.2 Yearago 130.9 





OILBURNER PRICES COMPARED TO GENERAL INDEXES 


O/LBURNER PRICES - RETAIL CONVERSION BURNER ~ JAN. 1940 = 100 
INDIVIDUAL INCOMES - BUREAU OF LABOR STATISTICS — 1939 = 100 ==see em meemne 
CONSTUCTION COSTS - RESIDENTIAL - DEPT. OF COMMERCE — 1939 = 100 —n + me © came 
COST OF LIVING - BUREAU OF LABOR STATISTICS —1935- 
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Oilheating Trends 


INSTALLATION of domestic oilburners 
and units in February are estimated at 
38,407 and this is 9% above the 35, 
148 installed in the same month last 
year. The total for the first two 
months of the year was 91,993 or 11% 
above the same period in 1954. 

New Homes again represented the 
largest classification with 16,850 or 
44% of the total. Replacements of 
old oilburners represented 9,444 and 
conversions from other fuels accounted 
for the other 12,113. 


BURNER STOCKS: Stocks in dealers’ 
hands continued to rise during Febru- 
ary and reached 96,778 domestic oil- 
burners and units at the end of the 
month. This compares with 89,409 at 
the end of January and with 87,574 a 
year ago. 

The stocks at the end of February 
were divided: Conversion burners, 
57,870; Boiler-burner units, 15,685; 
Furnace-burner units, 23,223. 

Factory stocks on December 31, the 
latest available data, were 57,857 or 
substantially below the 79,769 a year 
earlier. 


TANK STOCKS: These are running at 
a comparitively low level in dealer 
warehouses. At the end of February 
they are estimated at 32,399 compared 
with 34,294 the previous month and 
with 57,349 a year ago. 

The average price paid by dealers 
for the 275 gallon size was down 4 
dollar during the month to $29. By 
sections of the country the average 
tank cost at the end of February was: 
New England, $27; Middle-Atlantic, 
$30; Midwest, $27; and Pacific North: 
west, $37. 
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BRONZE @ STEEL @ MONEL @ ALUMINUM 


joints 


AVIATION YOU CAN ALWAYS DEPEND ON ..... 





RAILROADS 





ob saab er at 


for unlimited flow line flexibility, greater load 








carrying capacity! 


The high standard of OPW’s Swing Joint per- ee es 
formance results from expert designing, preci- 
sion machining, exclusion 
of contamination, simple 
lubrication requirements, 
soundness of load carry- 
ing principle and perfect 
alignment at all times. 

























A wide range of styles and sizes 
makes possible many and varied 
applications for safely handling 
liquids of diversified viscosity at 
required temperatures and working 
pressures. 
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Exhaustive field research has 
directed OPW in planning a com- 
plete line of Swing Joints to fit all 
requirements. y 


FREE CATALOG F-8 : BARGE LOADING 


provides engineering 
data, sizes, styles, 
recommendations 
and prices. . 









OPW CORPORATION — 


2737 Colerain Ave. 
Cincinnati 25, Ohio 
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The February 28 stocks were di- 
vided by sizes: 220-275 gallon, 28,- 
232; 550-675 gallon, 2,762; 1,000 gal- 
lons or larger, 1,405. 





Special Study 
of the Month 











TRUCK INSURANCE EXPERIENCE: 
This is an item that is often discussed 
when fueloil marketers get together. 
The principal topic of discussion has 
to do with what arrangements the var- 
ious companies have for getting credit 
on some of the trucks that are used 
only a part of the year and laid up 
in the summer. 

First we asked the group how many 
of their fueloil delivery trucks carry 
full coverage of public liability, prop- 
erty damage and collision insurance 
throughout the full year. Notice that 
we have omitted fire and theft insur- 
ance since obviously anyone would 
have a full year coverage at least on 
the fire part of it. 


The group reports that 63% of the 
total trucks involved carry the com- 
plete insurance all the year round. 
There are considerable geographic dif- 
ferences. In New England only 41% 
are insured all year; in the Middle- 
Atlantic states it’s 71%; in the Mid- 
west 80%; in the Pacific Northwest 
77%. 

In putting together the cost figures 
on this full coverage we first attempted 
a separation by geographic zones. We 
found that this was not very useful 
since the great differences have more 
to do with the size of the cities and 
the experience of the insurance com- 
panies in any particular spot, so the 
figures that follow cover all sections 
of the country by city sizes. 

In large cities the average full-time 
cost for property damage, public lia- 
bility and collision is $308 per truck. 
If on the other hand trucks are used 
only part time in these large cities, the 
average cost for that same insurance 
coverage is $221. In medium-sized 
cities the average cost for full time 
coverage is $223 and for part-time 
coverage it is $179. 

In small cities and towns the aver- 
age full-time coverage costs $138 and 
part-time coverage only $64. 
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Oilburner* and Building Permits 


—#\———COILBURNERS -——-———-DWELLINGS————. 
February 2 MONTHS February 2 MONTHS 
1955 1954 1955 1954 1955 1954 1955 1954 
5 11 6 20 Albany, N. Y. ee a of we 
45 46 82 131 Baltimore, Md. 484 71 753 380 
=F 5 ae : Binghamton, N. Y. 2 4 9 7 
Bloomfield, N. J. 6 8 19 ll 
a an 5 ee Boston, Mass. 37 26 80 50 
76 69 177 156 Bridgeport, Conn. a Py me 2 
oe os at w3 Buffalo, N. Y. i 23 63 43 
100 29 175 47 Columbus, O. oe a — a 
ay os ie ; Des Moines, Ia. 342 401 405 693 
ES i ae Ae Detroit, Mich. 142 195 310 377 
15 LZ ce] 50 Elizabeth, N. J. ] 3 5 8 
46 22 84 53 Freeport, N. Y. a ots 5 = 
xe as ae ae Greenwich, Conn. BT 22 43 35 
is oa ots Hackensack, N. J. 5 7 12 8 
88 oe 256 Hartford, Conn. as es ne 
am os F Hudson County, N. J. i ae Pe z 
| 15 11 25 Irvington, N. J. 4 1 4 1 
- oe i ae Lynn, Mass. 16 dh 32 12 
15 33 49 77 Meriden, Conn. 7 a a 
325 409 643 787 Milwaukee, Wisc. 233 138 360 265 
14 14 33 40 Minneapolis, Minn. 46 41 82 62 
15 6 24 16 Montclair, N. J. rae me ae e- 
2 ae 3 ain Morristown, N. J. 0 3 0 3 
16 19 30 28 Mt. Vernon, N. Y. Ne =~ ae 
49 58 Eg 115 Newark, N. J. 
52 40 133 85 New Bedford, Mass. 
17 20 29 56 New Haven, Conn. 
ue rs ae Ae New Orleans, La. 
10 20 20 34 


772 776 =«1759 1825 


New Rochelle, N. Y. 39 15 74 25 

New York City (Total) ne Be hs oi 
Brooklyn-Queens 

Manhattan, Bronx, Rchd 


28 57 51 94 Norfolk, Va. 49 26 84 64 
- ie ie *? Oakland, Calif. oe ar mA 6 
0 21 14 49 Omaha, Neb. 50 60 117 81 
8 3 ia 11 Orange, N. J. 0 0 0 1 
4 Z 8 7 Passaic, N. J. a i a ar 
15 11 43 22 Paterson, N. J. 5 28 14 35 


230 342 526 718 


Philadelphia, Pa.** 


ne os Plainfield, N. J. 9 6 17 16 
38 30 86 67 Portland, Me. 6 5 8 11 
246 206 512 385 Portland, Ore. 82 106 153 207 
33 5 48 27 Poughkeepsie, N. Y. ate ae 3 a 
os mer cts ai Providence, R. I. 14 1] 21 18 
a a oP ae Reading, Pa. 2 5 3 6 
15 24 74 53 Richmond, Va. 21 37 45 67 
es 19 = 74 Roanoke, Va. es ie ap 
67 54 106 145 Rochester, N. Y. aie a be ee 
tS 5 ee 12. Rockville Center, N. Y. or fj ne 12 
28 28 50 50 Salem, Mass. 4 1 9 Zz 
112 83 253 223 St. Louis, Mo. 49 a 73 68 
10 7 29 23 St. Paul, Minn. 5] 69 88 103 
15 10 18 35 Schenectady, N. Y. ae 0, ate a 
ie oe 5 Fe Seattle, Wash. 177 159 359 294 
233 120 400 239 Spokane, Wash. i af i os 
* ay - Hs Springfield, Mass. 100 50 234 76 
31 31 68 57 Stamford, Conn. Si Py i ie 
ae os i we Syracuse, N. Y. ee 
Trenton, N. J. 2} 4 4 ) 
rs ee 3 ae Utica, N. Y. ] 3 3 6 
53 47 114 93 Washington, D. C. ae i ae oe 
a ” — om West Orange, N. J. 18 14 38 21 
By 1] 33 27 White Plains, N. Y. 2 5 5 15 
40 30 69 gal Wilmington, Del. 3 0 6 l 
75 102 170 189 Worcester, Mass. ae = . 
37 20 62 61 Yonkers, N. Y. 5 hs a 
2800 2760 5751 5808 Totals 2019 1569 3489 3042 
+ 1.4 = —1.0 Percent Change 28.7 Tie ioe 


*Permits are not total sales in each market since none are reported from suburban areas, 


which normally account for 20% to 60% of total sales in each market; nor are they an accu’ 
rate index where enforcement is lax. Rightly used, however, they are a useful working index. 
**Received from “Philadelphia Inquirer.” 
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One interesting point that devel- 
oped in this study’ is the fact that some 
companies prefer to take their own 
risk on collision costs and this is par- 
ticularly noticeable when they use the 
trucks only part time. One-eighth of 


eoeeve? 
SS 62 8D COs Oe He ¢ HO OS. Ce +4 OS'S F 


the companies who insure their trucks 
for a full year do not include collision 
insurance. Among the companies in’ 
suring their trucks only a part of the 
year we find that 36% deo not include 
collision coverage. This is probably 
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. Oilheating Trends 


due to the fact that their part-time 
trucks are their oldest ones. 

We next asked the group if when 
they store some of their trucks for the 
summer they remove the license plates 
from them. We find that 33% do re- 
move the plates and 67% do not. This, 
of course, is all tied to the question of 
whether or not they buy license plates 
on these particular trucks for only a 
half-year period. 

We find that 31% of the reporting 
companies do use the 6-month plate 
and 69% do not. 

Then we asked whether it is pos- 
sible in their particular states to buy a 
six-month plate on the basis that covers 
the fall to spring heating period. 
Among the reporting companies 41% 
say that this is possible in their mar- 
kets and 59% say that it is not. It 
would seem that in states where this 
can’t be done some little effort might 
be justified to see if it can’t be brought 
about. 


Records Checked 


Now we come to another kind of 
insurance. It’s different from what we 
have been discussing primarily in that 
the rate is adjusted after the use is 
determined. In other words, it’s a 
post mortem calculation based on the 
number of months or days a truck was 
actually used delivering fueloil and 
only that period is paid for. Among 
the companies using this arrangement 
about two-fifths of them tell us that 
the insurance company sends an audi 
tor to check their records and substan- 
tiate the rate. With the other three- 
fifths of companies in this group no 
auditor is sent. 

DEALER COMMENTS ON INSURANCE: 
Typical of comments and suggestions 
for improvement in insurance are 
these: “One item which concerns me 
is the possibility of fire among stored- 
up fuel trucks at a time when insur- 
ance is cancelled (Edit. Note: We be- 
lieve most companies do not cancel 
their fire insurance on trucks during 
the off periods but rather just the other 
coverages) ... “We are operating 27 
trucks and do not carry collision in- 
surance on any of them. Depending 
on the weather we suspend insurance; 
because of this element we register all 
trucks as of March 1 and if we don't 


use the truck we cannot suspend the 
registration”: . .““Lower rates have to 
come from better educated drivers; we 
used to have a daily deduction but the 
other system works out about the 
same”. . .“We notify the company 
that the truck is out of service and the 
insurance is discontinued until we ad- 
vise them to pick up coverage again” 

. Considering the inactivity of fuel- 
oil trucks for great periods of time a 
more just charge for insurance at bet- 
“What 


ter rates should be in order”. . .* 


we need is a more realistic fire cover’ | § 


3s. 
age”. . 

Cur fleet insurance is written on 
a reporting form policy in which we 


report trucks in and out of service; a | 


memorandum is issued by the broker 


later verified by an auditor at the close | 
In our .state | 


of the policy year”. . .“ 


the premium difference between a | 


1,000 gallon truck and a larger one 
is excessive. We are trying to get this 


corrected by the insurance commis |V 


sioner”. . . “We have a daily insur- 
ance charge for each truck used and 
determined by audit”. . .““We carry 


collision insurance on new trucks for | 


the first two years only”. . .“We re- 
move insurance on trucks by endorse- 
ment and get a refund pro-rated on 
months not used”. . .“We are charged 
60% of the normal yearly rate and 
this covers all of our trucks for the 
entire year; we do not report on and 


off.”” 


Pro-rated Premiums 


“We have just succeeded in getting | 
pro-rated premiums after suffering un- | 


der a short rate and minimums; have 


experimented with deductible liability | 


and are now considering a retroactive 
plan”. . .“Among improvements we 


need is uniformity among the state | 


insurance laws.” 

“The ideal arrangement would be 
to register and insure trucks on a Sep- | 
tember 1 basis to run for any number | 
of months from five up without having 
to reinsure and register January 1 as 
at present”. . .““We would like to be 
able to buy twelve-month plates that 
could be interchanged between trucks 
particularly when they are tied up for 
overhaul during the summer months; 
we could do with four plates for six 
















New Yorker 


HORIZONTAL BOILER 


... offers you top 
efficiency and economy! 











The NEW YORKER 
horizontal tube boiler provides 
top heating efficiency because 
of its scientific "three-pass" de- 
sign, offering maximum heat trans- 
fer and lowest stack temperature. 
All heat passages are surrounded 
by heat-absorbing surfaces. 
Beautifully jacketed in blue- 
and-gray hammertone finish. 1 
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@ Oversize, large capacity 
tankless water heater. 


@ Fire-tubes of extra heavy 
gauge steel. 


@ Pre-cast combustion cham- 
ber withstands temperatures 
up to 3200° F. 


| © Fire-tubes easily accessible. 


Send coupon NOW! 


a eR nee tee rena cement me 


a= an enepanq 


New Yorker Steel Boiler Co., Inc. 
Colmar, Penna. 


Gentlemen: 
Please rush me full information and prices 
on the New Yorker horizontal tube boiler! 


Stree? ...... 


CCPC ETH HEHEHE HEHEOE 


City CeCe er ee eeeeeeee State eeeeeeeee 





Type of Business .........ceeeecees 
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Duct Type 
Cooling Unit 









Compressor 
Unit Counter-Flow 
Heating and 
Cooling Unit 


ath é ( e... WATERLESS AlJRefrigeration with unsurpassed effi- 
e ciency—featuring exclusive Counter-Flow or Duct Evapora- 
tor cooling that requires no additional floor space in a slab 


perimeter or basement house. 


THE WILLIAMSON HEATER CO. 
3582 MADISON ROAD, CINCINNATI 9, OHIO 


year ‘round profits. 


HPP Owe se eeereseresresearesssesess FEO s oe vensee 


.. the industry’s most complete 


Cooling Unit 


Gentlemen: Rush me details on WILLIAMSON System .. . die-cut, pre-fabricated. 





VT Meote}laloiiirelalials mm iia |—m 


Assure yourself profits 365 days a year. Offer your customers a choice of 
more than 140 heating and cooling units . . . all featuring the most modern 
developments and design . . . to fit any type or size house. 





Get your furnaces, fittings and cooling units a// from one source under one 
brand name... WILLIAMSON. Let us show you in detail how compari. 
son proves WILLIAMSON selling superiority all year ’round. 





| COMPLETE HEATING LINE... 


e GASAVER and OILSAVER Deluxe Furnaces . . . Ist really 
new feature in warm air heating in last quarter century. 
Lo-Boy, Hi-Boy, Gravity 


e FLO-WARM Gas, Oil and Coal Furnaces . . . highest 
quality at price unmatched for value per dollar. Lo-Boy, Hi- 
Boy, Counter-Flow, Horizontal 


e ASSEMBLED Gas and Oil Furnaces . . . WILLIAMSON 
quality at competitive prices—factory assembled, wired and 
tested. Lo-Boy, Hi-Boy, Counter-Flow, Horizontal. 


COMPLETE COOLING LINE... 





e... WATER-COOLED Units that need only 2.7 sq. ft. of 
floor space. 


e DUCT, PIPE AND FITTINGS for any Heating or Cooling 


Nationally Advertised in... 
ot aa ral Fe ee ct: \ RU 





eee ee eer eresesreseseeseseses 6 ONG. ee ee DIGIC. sen eeves 








Coal Flo-Warm 


Assembled 
Gas Horizontal 





Oilsaver Lo-Boy 


Assembled Oil Assembled 
Counter-Flow Gas Hi-Boy 


Assembled Assembled 
Assembled Oil Lo-Boy Oil Hi-Boy 


Oil Flo-Warm 
Hi-Boy 





Government Influences on Fuels 


by 
Milburn Petty 


WASHINGTON —- The battle grows 
hot over enactment of the Harris Bill 
(HR 4560) to lift federal controls 
from producers of natural gas. 

Representatives of the consuming 
areas are saying that this bill would 
increase gas rates for consumers by 
$200 to $400 million a year. 

On the other hand, the proponents 
are arguing that, if producers are 
shackled with controls, the incentive 
to search for new reserves of oil and 
gas will be destroyed; also, producers 
will be reluctant to ship their gas to 
distant markets. 

Control of wellhead sales of gas will 
inevitably mean control of oil, too, it 
is pointed out. 

This fight results from the Supreme 
Court’s decision last June in the Phil- 
lips Case holding that gas producers 
were subject to the Federal Power 
Commission. 


Fuels Policy Report Filed 


First big boost for the enactment of 
legislation to repeal the Phillips Case 
came with the White House issuing 
the long-awaited report by the Cabi- 
net fuels policy committee, headed by 
Arthur S. Flemming, Office of Defense 
Mobilization. 

This report, endorsed by seven mem- 
bers of the Cabinet, who with Flem- 
ming made up the Committee, stated 
flatly that the federal government 
should not control production or sale 
of natural gas prior to its entry into 
the transmission lines. 

Rep. Cren Harris, Arkansas Demo- 
crat, then introduced the bill to lift 
these controls and allow the pipelines 
the “reasonable market field price.” 


Gas Consumers Protest to Ike 


Senator Wiley, Wisconsin Repub- 
lican, led a group of officials from con- 
suming areas to the White House 
where they met with President Eisen- 
hower for an hour. 

The group included representatives 
of a number of cities including New 
York, Milwaukee, Denver, Philadel- 
phia, Chicago, Cleveland, Louisville, 
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Detroit, Kansas City, and Nashville. 

They argued that the Natural Gas 
Act was enacted to protect consumers. 
Without federal control, producer 
prices would soar because there is not 
sufhcient competition to hold them at 
reasonable levels. 

But the President pointed out that 
continuance of these controls might 
endanger future supplies of gas. He 
said he was interested in the protection 
of both consumer and producer. 


FPC Backs Harris Gas Bill 


Taking its cue from the Cabinet 
fuels policy committee, the FPC came 
out strongly for the Harris Bill with 
Commissioner Draper dissenting. 

FPC Chairman Kuykendall said 
natural gas should not be singled out 
as the only fuel for price control. 

An “artificially-fixed” low price for 
gas would eventually drive other fuels 
from the market, hastening the exhaus- 
tion of gas reserves. 

He conceded that there might be 
some increase in gas prices if federal 
control is removed but he foresees no 
sudden jump. 


Coal Attacks ‘Below Cost’ Gas 


Meanwhile, the coal people have re- 
fused to support any gas legislation 
that does not contain a provision ban- 
ning the sale of natural gas to indus- 
trial users at “below cost” prices. 

What they have in mind are off- 
season sales to plants at lower prices 
which, the gas companies insist, is 
necessary to maintain a year-round 
load to take care of domestic con- 
sumers in the wintertime. 

They cite the fuels policy report’s 
recommendation “that appropriate ac- 
tion be taken that will prohibit sales 
by interstate (gas) pipelines either for 
resale or for direct consumption, which 
drive out competing fuels because the 
charges are below actual cost plus a 
fair proportion of fixed charges.” 


‘Hold Imports at 1954 Ratio’ 


Perhaps the most important policy 
step taken in the Cabinet fuels report 
was its warning that oil imports must 
be held down to 1954 ratios—or else. 

If “voluntary, individual action” by 


the importers does not succeed in hold 
ing the line, then “appropriate action” 
will have to be taken by the govern. 
ment, according to this report. 

As expected, this recognition tha 
oil imports “could” hurt domestic fuels 
industries, if 1954 levels are “signif, 
cantly” exceeded, has provided inde. 
pendent oil men and coal interests with 
potent ammunition in their battle for 
legislation to impose import quotas 
with a particularly stiff cut for residual 
imports. 

The oil-coal drive now seems to 
stand a good chance of obtaining 
“something” that will open the door 
to limiting imports of crude and 
residual. 


Most of the major importers have 
endorsed the Cabinet committee's pro- 
posal that imports be held down to 
1954 ratios, although they privately 
may wonder just how this can be 
done by the companies, individually, 


Marketers Fight Imports Cut 


The proposed quotas on residual im- 
ports would result in a “serious short: 
age” of supply that cannot be made 
up domestically, according to Otis H. 
Ellis, National Oil Jobbers Council, 
opposing the Neely Bill. 

Thousands of residual consumers 
would be without a source of supply, 
forcing them to buy new burners, he 
added. 

A cutback in residual imports would 
leave some consumers with no alterna’ 
tive fuel, placing them “at the mercy 
of the coal industry,” he declared. 

Two-thirds of New England's sup 
ply of residual comes from foreign 
sources, Don Sullivan, Independent 
Oil Men’s Association, Boston, said. 

The six New England governors 
have filed a strenuous protest against 
restricting residual imports. 


Rise in U. S. Reserves Slows 


Additional reserves of natural gas 
found in 1954 barely were enough to 
replace production, the gain being only 
0.14% compared with a 5.4% increase 
in 1953. 

The year-end total was 211.7 trillion 
cubic feet; production was 9.4 trillion. 

Reserves of crude oil and natural 
gas liquids totaled 34.8 billion barrels, 
an increase of 1.2%. 
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You can prevent screen oA Coyexea bates 
tank rusting and color breakdown with 
WY Koyatct-venow-weals) meyl me-Veloblnhisars 


ORDINARY UNINHIBITED FUEL OIL SAME FUEL OIL WITH SANTOLENE H 





Gummy fuel oil sludge and sediment clog screen Screen remains clean after two-hour circulating pump 
after only two-hour circulating pump test. Result: test. Santolene H keeps burner parts working smoothly, 
oil burner parts operate less efficiently, causing more efficiently by preventing progressive polymer- 
eventual breakdown. ization of unstable elements in the oil. 


Santolene J Stabilizes Color 
Good fuel oils are made better with Monsanto’s Og ee 
fuel oil additives. f 


Refiner-distributor cooperation means satisfied 
customers .. . more profits. 


SANTOLENE H. In addition to alleviating sludge 
and sedimentation, Santolene H also: , 
: treated fuel oil (left 
* Overcomes screen clogging. pea Hoge nh NI 
e Eliminates fogging and line freeze-up caused lene J (right) were baked at 110° for 12 
by fuel oil water emulsions days. Result: Fuel oil with peas 
A i held original color and clarity; no sedi- 
e Keeps burner parts clean. Surface action pre- ae eee ee 
. e e 4 P 
vents particles from settling 
44 For information on Santolene H, J, and 
@ Inhibits tank rust. Forms protective coat on F, write Orgunic Chemicals Division, 
pe yrs 1 f. MONSANTO CHEMICAL COMPANY, 
tank and other metal surfaces. Box 478-S-2, St. Louis 1, Missouri. 


SANTOLENE J. A fine quality fuel oil additive de- 
signed to: 
® Stabilize color. Prevent formation of color 
bodies. ; 4 
e Reduce sediment formation. Prevent agglom- 
eration of insoluble color bodies. MONS ANTO 
e Inhibit rust. Prevent formation of water haze | CHEMICALS ~ PLASTICS 
or stable emulsions. 








Santolene: Reg. U.S. Pat. Off. a le 4 
& » 8 


SERVING INDUSTRY...WHICH SERVES MANKIND 


Fricloil é 
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OILHEATING MEN 


make MARKETS 





Eighty-six persons attended this, the annual dinner 
meeting of Burning Oil Distributors Association 
in Chicago's Hotel Sheraton last October. Persons 
standing at the speaker's table are identified as fol- 
lows: (From left to right) C. E. Lund, board mem- 
ber of BODA and vice-president Lunoil Div., H. N. 
Lund Coal Co., Chicago; H. J. Curran, board mem- 
ber of BODA and president, Suburban Oil Co., Forest 
Park; Fred J. Keller, vice-president and treasurer, 





CHICAGO has active ASSOCIATION 


Lee R. 
Wolfe 
Executive 
Secretary 


vn BURNING OIL Distributors 
Association of Chicago, organ- 
ized in 1924 and incorporated in 1931, 
is deeply rooted in the development of 
the oilheating industry in the Chicago 
area. It is composed of small, medium- 
sized and large oil firms, and has con- 
tinuously spread the gospel of “Oil— 
The Modern Fuel” since its organiza- 
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tion. The association 
has had central head- 
quarters, with a full 


Burning 
é time secretary and 
Oil staff, since 1934. 
Distributors Present offices are in 
Association — the Sheraton Hotel, 


505 North Michigan 


Avenue. 


We cover a wide 
range of member interests including 
degree-day systems, credit information, 
research reports, and a monthly news 
letter, The Cil Drum. Metropolitan 
Chicago is reputed to be one of the 
cleanest and best marketing areas in the 
country, and I am told that the Burn- 
ing Oil Distributors Association has 
contributed immeasurably to the pres- 


April 
1955 


Keller Heart Lumber € Fuel Co., Clarendon 
Heights, Ill.; Carl Jonswold, president, Pure Fuel 
Oil Co., Berwyn; I. L. Schurman, president of BODA 
and president, Consumers Petroleum Co., Chicago; 
R. F. Doepel, vice-president of BODA and president, 
Braun Bros. Oil Co., Winnetka; Lee R. Wolfe, 
executive secretary of BODA and Chester Bieschke, 
president, Petroleum Heat & Power Co., Chicago. 
Those attending represented 41 member companies. 






Fourth of a Series 
Chicago 


ent state of the market. The Associa’ 
tion has cooperated in advertising pro- 
grams with the Chicago Oil Burner 
Association. 

In addition to keeping a sharp eye 
on threatened restrictive or unfavor- 
able regulatory actions at the local or 
state level, our Association has an ac 
tive Credit Committee which meets 
monthly for an exchange of credit in 
formation and procedures between 
members. These are dinner meetings, 
with a speaker who gives members the 
benefit of his experience with credit 
problems in this field. 

Daily, weekly and monthly weather 
information is distributed to member 


firms. For instance, the March Ist re 
ature 


to 


lease gives comparative temper 
records, showing February 19°? 
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have been 32% colder than last year, 
but still 4% warmer than the Febru- 
ary average. It also reports this heating 
season to March Ist as 12% colder than 
last year, but still 8% warmer than the 
average winter. The final paragraph 
advises: “For those who make plans— 
The BODA estimates 32% of the heat- 
ing season is still ahead.” 

Nor is it all work with our Asso- 
ciation. A buffet luncheon for mem- 
bers is held on the third Tuesday of 
each month at 12 noon in the Sheraton 
Hotel. Formal business discussions, 
programs, or speakers are not per- 
mitted at these luncheons, the sole 
purpose being to provide a friendly 
atmosphere for members to meet, talk 
shop, and get better acquainted. A 
board meeting is held from 10:00 AM 
to noon, prior to the membership 
luncheon. 

A spring Golf Party is held jointly 
with the Chicago Oil Burner Associa- 
tion and at last spring’s party at the 
Glendale Country Club, 251 persons 
were present. There was a steak din- 
ner, with prizes for everyone, follow- 
ing the golf play. A fall Golf Party, 
with supply firms as guests, is held in 
September. 

At the 23rd annual meeting and 
dinner in October last year, I. J. Schur- 
man, president of Consumers Petro- 
lum Company, was elected to lead 
BODA for 1955. 

Other officers elected were: Vice- 
president, D. F. Doepel, Braun Bros. 
Oil Co.; Secretary, Paul J. Anderson, 
Petroleum Heat & Power Co.; Treas- 
wer, H. A. Baldwin, Arrow Petroleum 
Co, 

Members of the board of directors 
are: J. E. Anderson, Racine Fuel Co.: 
H, J. Curran, Suburban Oil Co.; J. E. 
Guilbault, South Side Petroleum Co.; 
C. E. Lund, Lunoil Co.; James Lupori, 
Bell Oil Co. and R. J. Thompson, Apex 
Motor Fuel Co. 

The names of living men, who are 
lowers of integrity in the oil industry 

today, as well as those tireless men 
who have passed beyond, 
through the records of the Burning Oil 
Distributors Association. We are look- 
ng forward to a continued steady and 
ound growth. Greater service to mem- 
ter firms is the keynote of the officers 
ind staff of our Association. 
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As soon as calls are received, centra\ 
office radio-dispatches service and de- 
livery trucks in a matter of minutes — 
reduces waste mileage, improves effi- 
ciency of service. 





; Fuel Dealers Report: 


Faster oil deliveries 
and burner service 
—more calls 

per truck 

With RCA 2-Way Radio 


Fuel oil distributors now successfully 
use new RCA 2-Way Radio to boost 
speed and efficiency of service. 

An operations supervisor says, “When 
a customer calls for service or fuel de- 
livery, we dispatch a service represent- 
ative or driver by 2-way radio. The 
nearest truck handles the call and our 
customer gets service in a matter of 
minutes.” 

A vice-president says, “It was our 
aim to use RCA 2-Way Radio to im- 
prove service by reducing waste time 
and by increasing production time. We 
intended to effect some savings in fleet 


operation, but we also expected that 
the radio system would be used as a 
sales tool to obtain new business. We 
are satisfied with the results in both 
instances.” 

RCA 2-Way Radio can bring new 
revenue and savings to your operation— 
by slashing telephone expenses, routing 
and rerouting trucks faster, reducing 
waste mileage, eliminating back-track- 
ing, obtaining new customers, co- 
ordinating servicemen in the field. 
Write today for full details of RCA 
2-way radio equipment—you incur no 
obligation. 


(TR) RADIO CORPORATION of AMERICA 


COMMUNICATIONS EQUIPMENT CAMDEN, N. J. 


























oe rr a 7 
: RCA Engineering Products, Communications Equipment | 
| Dept. P-252, Building 15-1, Camden, New Jersey 
| Without obligation on my part, please send me your | 
| reprint, “RApio SPEEDS DELIVERY AND SERVICE.” 1 
; Name Title 
| Company | 
! | 
| Address County 
! City Zone State | 
: [] Have an RCA Communications Specialist get in touch with me. 













BECAUSE THIS PAGE is written each 
month around the 20th, its observa- 
tions are inclined to apply to the thirty 
days preceding that date. 

There were no price changes in the 
table since last month except that in 
the Boston area a quarter cent tempo- 
rary allowance came into the picture. 

Almost every fueloil man you meet 
on the street is happy about his ex- 
periences this season. In the Eastern 
states there has been a normal winter 
for the first time in seven years and 
the oil man has enjoyed this blessing 
without the handicap of severe pre- 
cipitation which would interfere with 
his deliveries. 

March has been colder than for sev- 
eral years and there has been enough 
wind to accelerate fueloil consumption 
above degree days. 

The fears of the refiner that a nor- 
mal winter would so force the produc- 
tion of gasoline, to match the distillate 
output, that the markets would be 
weakened, have proven relatively 
groundless. In spite of increased cold 
weather the season has been fairly 
open and highway traffic has held up 
the gasoline consumption to satisfac- 
tory levels. 

Primary stocks of distillate fuels are 
running almost identical to a year ago 
even though the winter has been 14% 
colder in the average of the large con- 
suming markets. 

The table on secondary or local mar- 
ket stocks shows them just a little low- 
er than a year ago at the end of Janu- 
ary with the principal drop being in 
the Midwest. 
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*Delivered. 


Portland, Me. 


Boston 
Providence 
Springfield, Mass. 
Hartford 


New Haven 


Syracuse 
Albany 
New York 
Newark 


Philadelphia 


Harrisburg 
Baltimore 
Wilmington, N. C. 


Washington 


No. 2 Heating Oil (Including No. 3 & PS200) 


Price per gallon as of March 15, 1955 


Tank 
Car 


10.4¢ 
10.3+ 
10.3 
10.55 
10.2 
11.2 
10.5 
10.2 
10.2 
10.2 
10.2 
10.3 


Tank Tank 
Wagon Car 

14.1¢ Richmond 10.6¢ 
14.0 Charleston, S. C. 10.45 
14.0 Chicago 10.7* 
14.7 Detroit 11.65* 
14.0 Cleveland 11.3* 
13.7 Minneapolis 10.75 
14.3 St. Louis 10.5* 
13.7 Indianapolis 11.125* 
14.0 Milwaukee 12.0* 
13.7 Des Moines 10.75 
13.6 San Francisco 10.15* 
14.2 Portland, Ore. 10.75* 
13.75 Seattle 10.75* 
13.6 Spokane 10.15* 
14.2 Los Angeles 9.65* 


Tank wagon prices shown are for maximum one-time delivery discounts. 
Prices to T/C TR/TR resellers subject to .25¢/gal. temp. allowance. 


DEGREE DAY TABLES 


——ONE MONTH ONLY 
February Percent 
Normal 1954 1955 Change* 
1179 O35 -1127 — 4.4 
512 405+ 480 — 63 
820 5657 849 + 3.5 
1002 792 917 — 8.5 
1128 886 1032 — 8.5 
1053 761 1007 — 4.4 
812 573 817 “a 106 
1019 7196 950 — 6.8 
432 252 451 a4 
924 589 1054 rs st (| 
1092 759 1195 “+ 9:4 
1072 874 1018 — 5.0 
1086 854 1048 — 3.5 
1050 803 961 — 8.5 
1165 842 1234 = no) 
265 138 259 — 2.3 
938 659t 911 — 2.9 
851 541 921 8.2 
244 98 223 — 8.6 
778 567 760 — 2.3 
1142 8584 1122 — 1.8 
1310 924 1411 eT 
229 117 191 —16.6 
904 688 841 — 7.0 
1058 667 1230 “6:3 
837 625 788 — 5.9 
879 685 829 — §.7 
1218 998 1065 —12.6 
594 558 641 + 7.9 
1019 825 931 — 8.6 
722 594 726 + 0.6 
792 559 794 + 03 
885 768f 1142 +29.0 
336 302 350 + 42 
1442 1130 1357 — 5.9 
602 548 657 + 9.1 
1056 822 1004 — 4.9 
781 595 756 — 3.2 


*Compared with normal. 


PRIMARY STOCKS* 


(Thousands of Barrels) 


East of Rockies 


East Coast 


Midwest 


Gulf Coast 


Total 


*American Petroleum Institute. 


Mar. 11 
1955 
24,463 
17,399 
10,811 


52,673 











Sept. through Feb. 


Normal 1954 1955 

Albany AP 5056 4573 4884 
Atlanta AP 2293 2125+ 2391 
Baltimore AP 3197 27387 3703 
Boston AP 4123 3589 3952 
Buffalo AP 4776 4196 4571 
Chicago AP 4648 3814 4301 
Cincinnati CO 3471 3032 3713 
Cleveland AP 4322 3623 4173 
Dallas AP 1915 1769 1819 
Denver AP 4402 3452 4233 
Des Moines AP 4876 4236 4744 
Detroit AP 4600 4013 4428 
Grand Rapids CO 4663 4077 4472 
Hartford AP 4497 3938 4313 
Helena AP 5881 4831 5651 
Houston AP 1180 1012 1053 
Indianapolis AP 4201 34214 4131 
Kansas City AP 3811 2895 3519 
Los Angeles CO 1030 693 892 
Louisville AP 3444 3097 3440 
Milwaukee AP 5089 4189} 4817 
Minneapolis AP 5863 5126 5746 
New Orleans CO 1007 881 1004 
New York CO 3670 3135 3629 
Omaha AP 4728 3948 4467 
Philadelphia CO 3394 2937 3387 
Pittsburgh CO 3761 3312 3770 
Portland, Me. AP 5367 4829 5004 
Portland, Ore. CO 2895 2642 2843 
Providence AP 4339 3876 4106 
Roanoke, Va. AP 3195 2948 3439 
St. Louis CO 3485 2940 3388 
Salt Lake City AP 4358 3464+ 4678 
San Francisco CO 1680 1468 1803 
Sault Ste. Marie AP 6369 5659 5999 
Seattle CO 3037 2788 2877 
Toledo AP 4617 4017 4438 
Washington AP 3304 2898 3327 


¢City Office. 


Distillate Fueloils 


SECONDARY STOCKS** 
(Thousands of Barrels) 








Jan. 31 

1955 

Mar. 13 East Coast 8,999 
1954 Midwest 5,253 

24,563 Gulf Coast 698 
17,572 Mountain 491 
10,559 » Pacific 1,228 
52,694 Total 16,669 


**Bureau of the Census. 
April 
1955 





Tank 

Wagon 
13.8¢ 
135 
14.1 
14.9 
13.7 
13.8 
13.9 
14.6 
15.0 
13.8 
123 
13.3 
133 
15.7 
122 


SEASON TO DATE— 


Percent 
Change* 
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Jan. 31 
1954 
9,123 
5,805 
663 
497 
1,254 


17,342 
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RUGGED, DEPENDABLE 


HANNAY nose reets 


Wherever fuel oil, gasoline, diesel oil and other petroleum 
fuels are handled —for refueling airliners or for making home 
and industrial deliveries—wherever absolute dependability 
is a must—Hannay Hose Reels are the accepted standard. 


Hannay Hose Reels are made and backed by an organiza- 
tion devoted exclusively to the manufacture of the best hose 
reels it is humanly possible to make. From its forged brass, 
leak proof swing joint to its rigid mounting frame a Hannay 
Reel is built up to one standard—the Hannay standard— 
the best. 























QUICKER DELIVERIES - LONGER HOSE LIFE 
Explosion-proof heavy duty motor speeds rewinding. More 
deliveries per day. 

Air motor or hand rewind models also available. 


Full-flow hub assembly assures quick oil delivery without 
turbulence. 


Forged brass, precision machined swing joint; threaded or 
with Victaulic groove. 

Positive sprocket and chain drive. No clutch or gears to shift. 
Wide range of sizes to fit any side cabinet or bucket box. 


Hose size range from %4" to 4" I.D. 


wANNay 


For complete details and further information ask your oil equipment jobber or write to us >HOSE REELS< 





eloil 





HANNAY ...Greatest Name in Hose Reels ! 


CLIFFORD B. HANNAY & SOW. I~ 


¥ 
~EStERLO. new YO% 
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FURNACE CLEANER 
..-Get the 


SOOTMASTER 


Filter. Unit 





SOOTMASTER Filter Unit, de- 
signed for easy installation in 
container of G. E. and Premier 
Furnace Cleaners, eliminates 
the outside bag. Gives double 
protection against leaks and 
blow-outs. THROW-AWAY 
BAG provides a safe and easy 
method of dirt disposal. 


19" 


© Order from your jobber 
® Jobbers’ inquiries invited 


Mastir- 


release tie-cord. 


SUPPLY CO., 
HAVERSTRAW, NEW YORK 


INC. 





Complete with 10 throw- 
away bags and quick- 


ie A NUMBER of oilheating markets 
around the country cooperative 
advertising programs are being assisted 
by financial support from major oil 
companies and other supplying com- 
panies of the independent terminal 
type. 

There has been a feeling among these 
oil suppliers that this help lacks suit- 
able organization to permit them to 
know as much as they believe they 
need to know about the markets in 
question. 

Accordingly, a number of these 
companies are planning to sponsor at 
New York a coordinating office to help 
supply the necessary information upon 
which they can base decisions, as pro- 
motional projects are presented to them 
from time to time. 


Primary Functions 


This central coordinating office will 
have two primary functions. First, it 
will study rather extensively, and pre- 
pare a market analysis, on specific 
cities or regions being considered for 
promotional programs. Second, it will 
gather from all parts of the country 
effective advertising materials and re- 
produce these for distribution to all 
interested groups to help their own 
thinking as they prepare programs. 

The particular markets to be studied 
by the staff of the organization will 
be those in which local marketers have 
decided to undertake a cooperative 
program and put a fair amount of 
money into it, considering the size of 
the market. 

Then, upon request, the survey and 
comprehensive report will be made 
from which the supplying companies 
will be helped in their determination 
about supporting that market. The 
plan is to set up local committees in 
each promotional city or region and 
these would be made up of probably 
an equal number of men from the sup- 
plying companies and from the local 
fueloil distributors. 

The local committee would handle 
every phase of the advertising and pro- 





motional program and, of course, the 


plan local advertising Help 


major companies would be able to help 
on this because of the background of 
advertising and public relations in their 
parent organizations. 

The new central coordinating office 
is to be called “Oilheating Market Re 
ports” and the individual responsible 
for the operation will be Robert Gray, 
editor of FuELom & Om Hear, who 
has been asked to devote half of his 
time to it. It is also planned that Fred 
S. Burroughs, of Oil-Heat Institute, 
will come along with the new organ 
ization as associate director. 


The whole project is still in the plan- 
ning stage and should be underway 
within a few weeks. At press time 
contributions for its support had been 
received from the supplying compa: 
nies to the extent of about three- 
fourths of the amount needed, which 
indicates with reasonable certainty that 
it will go ahead. 


Up to press time 14 oil companies 
are committed to support the new cen- 
tral office. These are: American Min- 
eral Spirits Company, Atlantic Refin- 
ing Company, Cities Service, Coastal 
Oil Company, Esso Standard Oil 
Company, Gulf Oil Corporation, Har- 
tol Petroleum, Maritime Petroleum 
Corp., Paragon Oil Co., Republic Oil 
Refining Co., Shell Oil Co., Sinclair 
Refining Co., Socony-Vacuum Oil 
Co., and Standard Oil Company of 
Ohio. 

Temporarily the address of Oilheat- 
ing Market Reports is in care of Rob- 
ert Gray, 2 West 45th Street, New 
York 36, New York. 


>, 
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General Controls purchases 
Perfex Controls Division 


A TRANSACTION involving the purchase 
of the assets of the Controls and In: 
strument Division of the Perfex Corp., 
Milwaukee, Wisc., by General Con 
trols Co., Glendale, Calif., was rt 
cently concluded, according to W. A. 
Ray, president of General Controls. 
(Please turn to page 28) 
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A Branded Product is Easier to Remember-— 
: Easier to Sell ! 


One sure way to help boost your fuel oil sales 
e is to sell a branded product...one that people 
know and trust. That’s Mobilheat! 


This well-known name is backed by 89 years 


4 of marketing and merchandising experience. 
With it you get sales helps of all kinds... 

ig proved plans and programs to help you meet 

- and beat all competition. 

A. Make it warm for your customers—“hot”’ for 

Is. your competition with Mobilheat! 





SOCONY-VACUUM OIL COMPANY, INC, 
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FROM AWNING C63 E 
To GLASS FROM PRINTERS oie 0 TELEVISION 
oun TO TYPEWRITERS 





adage REA WHATEVER You wet we TEVER YOU NEED 
pe" FROM CUTLE 
‘YELLOW J +O RESTAURANTS 


In The 
WIT a ae @!low Poo,’ 







Find it Fess 





Find Ws Fost 
tn the P 
‘Yellow Poges 


. . - More advertising 
to boost sales for you 


Eye-catching, humorous ads like these will continue to make sales for 
you during 1955... especially if you have adequate representation in 
the ‘Yellow Pages’ of your telephone directory. 


Your prospects will see ads like these every month in 17 leading mag- 
azines including the Saturday Evening Post, Life, Look, Better Homes 
and Gardens, Collier’s, and Coronet. This national advertising plus 
powerful local radio, television, billboard and newspaper advertising 
will keep reminding the people in your area to look in the ‘Yellow 
Pages’ for your products and services. 

Be sure to tie in with the selling power of this advertising. Use the 
“Yellow Pages’ to reach prospects with complete information about 
the products and services you offer. 


Suggestion: Your Classified Telephone 


Find Your Directory Representative will be more 

pees oad than glad to help you plan your ‘Yellow 

‘Yellow Pages’ Pages’ advertising. Call him at your local 
cam telephone business office. 





THIS EMBLEM REFERS PEOPLE TO THE ‘YELLOW PAGES’ 












Although financial terms of the ne- 
gotiations were not revealed, it jg 
known that the assets of this Division 
of Perfex were obtained in return for 
an undisclosed amount of General 
Controls preferred and common stock, 
and that Perfex plans to retain its Gen- 
eral Controls stock as an investment 
for the time being. 

Pointing out that the addition of 
the Perfex line of controls will ‘add 
substantially to the future growth and 
diversification of our company,” Ray 
noted that “These products are com 
patible with the activities of General 
Controls but, more importantly, they 
are supplementary to our product line 
in that generally we have not hereto 
fore manufactured controls and in 
struments of these types.” 

General Controls will operate the 
newly-acquired facility as the Perfex 
Division, retaining present manage 
ment. In addition to the U. S. plant lo 
cated at Iron Mountain, Mich., Gen- 
eral Controls has also obtained through 
this purchase, the manufacturing facil- 
ities of Perfex Controls Ltd., wholly 
owned Canadian subsidiary of the Per- 
fex Corp., with a plant located in 
Guelph, Ontario, Canada, near To- 
ronto. 

General Controls presently operates 
plants in Glendale, Calif., and Skokie, 
Ill., and has 38 factory operated branch 
offices located throughout the United 
States and Canada and employs over 
1,800 persons. 


\/ 
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L. J. Bennett, Inc. acquires 


Assets of Garden Fuel Oil Co. 


FACILITIES OF the Garden Fuel Oil Co., 
Massapequa, N. Y., have been acquired 
by L. J. Bennett, Inc., West Hemp: 
stead, N. Y., Charles J. Bennett, vice 
president of the latter firm announced 
recently. 

The merger is the fourth consum- 
mated by the West Hempstead firm 
within the past three years, and is in 
accordance with a policy through 
which the company expects to continue 
its expansion throughout Long Island, 
mY, 

Operating at present in Queens and 
Nassau counties, the merger enables 
Bennett to extend its service to eastern 
Suffolk county. 


April 





























Dad 










vo. SUPER-INTELLIGENT PARAKEET * 
HEARS CLICK AS OFF-QN FURNACE *. 


BLAST OF A/R (SDE AE \S/UMPS 
OFF PERCH +++ 











It's possible the simple device shown above could 
event the “blow cold - blow hot” discomfort of ordinary 
‘fon furnaces. 


oh But the simplest and best way to keep customers happy 
ue and comfy . . . is by selling them Perfection furnaces 
d, vith Regulaire. Regulaire eliminates “blow hot - blow cold” 

tiscomfort. A regulating vane automatically insures a 
nd ‘nooth flow of continuous warmth for full time comfort 
es Without chilly intervals. 


nly Perfection furnaces have Regulaire. It’s simple, 
“tvice-free and the one big difference that can help you 


Sih 





GOES OW. REALIZING THATACALD 






. [How to have heating comfort 
i _. g~ Without Regulaire! 





IPR /GNITES BUNOLEOF 
oY > K/NDLING TO REMOVE © 
wey CHILL FROM: 
m LOOM UNTIL 
OFF-ON ES 
" FURNACE CAN 
1SH REQUIRED © 











> 


te, Me Y , AMOUNT OF HEAT! 
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clinch the sale. So this year, why not increase your share 
—with Regulaire and Perfection Hi-lo fire! PERFECTION 
INDUSTRIES, INC., (formerly Perfection Stove Company) 
7618-D Platt Avenue, Cleveland 4, Ohio. 


A 67 YEARS OF ris Propuct 
Perfe ctio 


FURNACES - HOME HEATERS - RANGES + AIR CONDITIONERS - WATER HEATERS 


Q 4 













29 





















































New Fuel Oil 
Odor Killer 
Developed 


stantly. 


he Stewart-Hall Chemical Corp. of Mt. Vernon, 


signed to fit into the pocket of a driver or service- 
man, it can be carried anywhere with ease. 


ODORGON is perfect for spills of any size, from 
leaking or ouseind tanks to oil burner drippings. 
It is extremely effective in killing fuel oil odors 
that come from warm air vents, garages, and equip- 
ment. 


be used on vertical surfaces, and can reach into 


ODORGON is invisible. 





One can of highly concentrated ODORGON can 
wipe out oil odors over an area of 348 square feet. 
This means an average of 58 applications per can, 
or as much coverage as is offered by 10 pounds of 
conventional powders. : 


ODORGON will be marketed nationally through 
jobbers, to whom a special introductory incentive 
plan is available. 


Dealers may order through their jobbers or directly 
from the factory. Each direct order must be accom- 
panied by the name and address of a jobber. 

ce eee ee MAIL TODAY -—————— 


STEWART-HALL CHEMICAL CORP. 
P. ©. Box 66—Fleetwood Station 
Mt. Vernon, N. Y. 


O Please send full details about ODORGON and your 
jobber plan. 


use, 


C) We have a special fuel odor problem. Details follow. 


Attention: 


Company: 


Address 


ODORGON aerosol bomb | 


spray banishes fuel odors in- | 


T 
N. Y. has developed ODORGON, a special new fuel | 
oil deodorant in a handy aerosol container. De- | 


The chief advantages of ODORGON are that it can | 


hard-to-get-at-corners. Once over lightly and an oily | 
smelling surface is converted to a clean, pleasant | 
fragrance. No stains or mess are left behind since | 


Petroleum and Gas Reserves 
Climb to new Record in 1954 


OR THE ELEVENTH STRAIGHT YEAR 
F new highs have been established for 
proven reserves of both liquid petro- 
leum and gas, the joint annual state- 
ment made by the American Petroleum 
Institute and the American Gas Asso- 


ciation reports. 


The two groups noted that crude oil 
and natural gas liquids or liquid petro- 
leum reserves rose to 34.8 billion bar- 
rels while those of natural gas climbed 
to 211.7 trillion cubic feet, with net 
increases for liquid petroleum and nat- 
ural gas running at 422 million barrels 
and 263 billion cubic feet respectively. 

Total production during 1954 of 
crude oil totaled 2,257,119,000 bar- 
rels, down slightly from 1953's record 
amount of 2,311,856,000 barrels. Nat- 
ural gas production, on the other hand, 
was up 187,969,000,000 cubic feet to 
9,426,509,000,000 in 1954 from a total 
of 9,238,540,000,000 cubic feet in 


1953. 


As in the case of the reports for the 
seven previous years, the crude oil re- 
serves were gauged by the American 
Petroleum Institute committee, the 


Estimated Proved Reserves of Crude Oil in the United States 
(Barrels of 42 U. S. Gallons) 








natural gas reserves by the American 
Gas Association committee, and the 
natural gas liquid reserves—conden, t 
sate, natural gasoline, and liquefied re. | 
troleum gases—by both committees, 
In addition to known reserves, the 
report covers new discoveries, revisions 
of previous estimates and extension of 
known pools, but does not include any 
estimate of the oil or gas which later 
may be found to underlie untested 
areas known to be favorable to oil and 
gas accumulation. The gas production P G 
figures are net after deducting only 
the amount of gas returned to reser: m¢ 
voirs for cycling and pressure mainte: 
nance, and consequently, they include La 
the gas put into underground storage, S fe 


Following the reports by the Ameri- 
can committees, a brief report on 
Proved Reserves of Crude Oil and 
Natural Gas Liquids in Western Can: 
ada made by the General Reserves 
Committee of the Canadian Petroleum 
Association is also included. This re 
port shows that Canadian reserves of 
liquid hydrocarbons increased 372, 
397,000 barrels during the calendar 





O Please send full details about ODORGON for dealer | 


Proved Reserves 


Proved Reserves 





as of Production as of 
December 31, During December 31, 
1953 1954 1954 
Alabama 17,160,000 1,578,000 15,565,000 
Arkansas 358,231,000 26,557,000 351,420,000 
California* 3,919,379,000 355,865,000 3,888,588,000 
Colorado 319,254,000 45,929,000 328,651,000 
Illinois 624,803,000 65,756,000 658,411,000 
Indiana 62,128,000 11,215,000 67,183,000 
Kansas 913,341,000 118,237,000 978,449,000 
Kentucky 81,655,000 13,244,000 85,341,000 
Louisiana* 2,759,655,000 226,695,000 2,961,651,000 
Michigan 60,721,000 11,944,000 59,620,000 
Mississippi 350,101,000 32,655,000 412,276,000 
Montana 208,985,000 14,032,000 272,394,000 No 
Nebraska 25,621,000 8,038,000 38,031,000 
New Mexico 814,902,000 72,794,000 805,886,000 al 
New York 49,083,000 3,252,000 45,831,000 
North Dakota 128,271,000 6,120,000 134,349,000 
Ohio 31,826,000 3.887,000 36,772,000 
Oklahoma 1,752,228,000 183,614,000 1,955,348,000 — 
Pennsylvania 111,083,000 9,234,000 101,849,000 
Texas* 14,998,620,000 951,845,000 14,982,003,000 
Utah 37,937,000 1,916,000 36,414,000 
West Virginia 36,612,000 2,900,000 37,312,000 
Wyoming 1,279,110,000 89,083,000 1.303,577,000 
Miscellaneous} 4,122,000 729,000 3,825,000 
Total United States 28,944,828,000 » 2,257,119,000 29,560,746,900 cE» 
*Includes off-shore reserves. Ten’ drop 
+Under Miscellaneous are included Florida, Missouri, Nevada, South Dakota, ¢ “adi 
nessee and Virginia. tind 
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Standardize on Skuttle — The line is complete — Parts are interchangeable 


A humidifier is frustrated 
if it hasnt good 


evaporating plates 


Patented Vapoglas Plates absorb 


more water « Diffuse more -« 
Last longer without clogging - 


Standard in Skuttle Humidifiers 





Note these test results on evaporating plates 


a 




















Dry Wet Gain Open 
Type Weight Weight Dry to Space In 
Plate Ounces Ounces Wet* Plate# 
Patented 
Vapoglas 1.5 3.6 140% 83% 
Plate B 3.4 4.6 38% 55% 
Plate C 1.67 2.61 54% 42%, 
Plat 
ae D 9 Dias 28% 27% 





Drop test on concrete floor shows Vapoglas has greatest resistance to breakage. 


“indi 
cates water absorption. 


Keates resistance to clogging with water chemicals. 


ol 






No humidifier can be any better than 
its plates—because the plates are the 
only elements that can do any humidify- 
ing. The rest of the device exists merely 
for supporting the plates and supplying 
them with water. Any humidifier is 
thwarted of its life purpose unless it 
has good plates. 


BEST PLATES —A MUST 


Hence it is of first importance that the 
humidifier you install be equipped with 
the best in plates—that the plates you 
use for replacement be the best. 


VAPOGLAS — THE BEST 


By every test, Patented Vopoglas 
Plates are the best. They absorb 73% 
more water, (pound for pound). They 
have 83% open space (to resist 
clogging) against 55% for the next 
best. They are lighter, sturdier. Drop 
tests show they resist breakage better. 


Patented Vapoglas Plates are made of 
pure glass wool compressed and sta- 
bilized under heat. 


All Skuttle Humidifiers in which plates 
are used have Vapoglas plates. 


If it’s a Skuttle—it’s a better Humidifier 
with better plates. 


For Any Warm Air Heater There’s A 
Skuttle Humidifier That Does it Better. 





MANUFACTURING COMPANY 
MILFORD, MICHIGAN 
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Reclaims 
heat being wasted 


up the chimney 


heats cold, damp basements, 
drafty attics, attached garages 


Install it 
in the 
Flue Pipe 
of any 
Heating System 


The Free Heater has been pre- 
sold via National Consumer Mag- 
azines. It’s wanted by home own- 
ers across the country! Get this 
new business by contacting your 
jobber today. 


Keeps the playroom, attic, workshop 
cozy without increasing home owner 
fuel bills. 





Write for detailed bulletin F-2 


FELOsKINSON FREE EELEATER 


248-47 JAMAICA AVENUE, 
BELLROSE, L,I: NEY. 















year 1954 to 2,415,945,000 as com- 
pared with proved reserves for 1953 
which totaled 2,043,548,000. 

Including the provinces of Alberta, 
Saskatchewan, Manitoba, Ontario and 
New Brunswick and the Northwest 
Territories, the estimates were made 
as closely as possible on a basis com- 
parable with that used by the Insti- 
tute’s Committee. 


}, 
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NOJC cost Study shows 
Fueloil more profitable 


A UNIFORM ACCOUNTING STATEMENT, 
prepared by the National Oil Jobbers 
Council, based on informaton supplied 
by 34 companies from 16 states and 
covering 1953 operations, reveals some 
interesting figures. The companies who 
participated were petroleum marketers 
who handled both gasoline and fueloil. 
There was a total of 59,732,121 gal- 
lons of gasoline handled by the re- 
porting companies and 77,030,330 
gallons of fueloil, both representing 
total sales of $24,375,155. 

A similar study is underway now 
covering 1954 operations. 

The study reveals that the compa- 
nies were paid .2218¢ for each gallon 
of gasoline and .1217¢ for each gallon 
of fueloil. Sales expense for gasoline, 
however, totaled .1943¢ against .0954¢ 
for fueloil, so that both wound up with 
almost the same gross profit on sales, 
.0275¢ for gasoline, .0263¢ for fuel- 
oil. Note, though, that this represented 
only a 12.4% gross profit on sales for 
gasoline and 21.7% gross profit for 
fueloil. 

Expenses for fueloil delivery were 
understandably higher, bulk plant ex- 
penses for both were virtually the same 
and administrative expense showed 
little difference between the two prod- 






ucts. Sales expense for gasoline, the 
34 companies reported, totaled .0083¢ 
for each gallon handled, compared 
with .0036¢ for fueloil. Total expense 
then for gasoline was .0267¢, resulting 
in a profit figure of .0008¢ or 0.4%, 
compared with total expense of .0235¢ 
for fueloil, representing a 2.6% profit 
per gallon, or .0028¢. 

The tabulation contains a complete 
breakdown of these figures. 
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Trans-Canada Plans collapse 
as aid Negotiations fail 


DUE TO THE FAILURE of Trans-Canat; 
Pipe Lines, Ltd. to arrive at a satisfar 
tory agreement with the Canadian 
Government regarding the ways ani 
means by which construction of the 
proposed Alberta-Toronto-Montredl 
pipeline might be financed, the Com 
pany has announced that it is now seek: 
ing extension of the permits it controls 
for another 12 months. 

Collapse of the negotiations, it was 
generally felt, was due to two major 
factors: 

1. Conditions set up by the Canadian 
Government-controlled Industrial De: 
velopment Bank which would have re 
sulted in state control of the line, a 
condition unacceptable to the Alberta 
gas-well owners, which in turn put 
Trans-Canada in the position of being 
unable to purchase sufficient supply, 
and 

2. Inability of the Company to es 
tablish more than one reliable market 
prior to attempting to build the line. 

Originally the $350,000,000 project 
was to have been started sometime 
early this year, but it became increas 
ingly apparent as time progressed that 
the proposed line was running into 
considerable trouble. 


ee ebiae eee 
C0 6 © we 6006 6.6 6S 0't Ce oD CS AR ER 


NOJC Uniform Accounting Statement 


1953 

Gasoline Fueloil e 

¢ per gal. % ¢ per gal. /o 
Sales less Discount .2218¢ 100.0 .1217¢ poy 
Less Cost of Sales 1943 87.6 0954 78. 
Gross Profit 0275¢ 12.4 0263¢ 21.7 
LESS EXPENSE: 17 
Delivery expense .0070¢ 3.2 .0094¢ 19 
Bulk plant expense .0035 1.6 9036 29 
Sales expense .0083 3.7 .9036 56 
Adminis. expense .0079 3.5 .0069 
Total Expense .0267¢ 12.0 .0235¢ 19.1 
Profit .0008¢ 0.4 0028¢ 2.6 
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I-B-R “Showcase” features 


baseboard Heating-Cooling 


-BR'S “OPERATION SHOWCASE” — 

featuring the first in a series of 
consumer promotions of heating-cool- 
ing installations developed by the hot 
water and steam heating industry— 
was introduced at Stony Brook, N. Y. 
on March 10 with the first home in- 
stallation of the industry’s newest 
“Lifetime Comfort” system. 


To be nationally publicized by the 
Institute of Boiler and Radiator Manu- 
facturers, in cooperation with suppliers 
to the specially designed house, the in- 
stallation employs baseboards which 
cool as well as heat. The same piping 
system carries chilled water in summer, 
hot water in winter. Among the sys- 
tem’s advanced features are automatic, 
integrated humidity control; draftless, 
dust-free air circulation; zoning for se- 
lective temperatures and operating 
economy, anticipating thermostats, in- 
direct domestic hot water, and single 
switch heating-to-cooling control. 


Planned to dramatize the outstand- 
ing advantages of the industry’s several 


types of year-round heating-cooling 
combinations, “Operation Showcase” 
will present them to the trade and 
building industry, as well as to the pub- 
lic. The current portion of the Show- 
case campaign-—an integrated aspect 
of the overall 1-B-R public relations pro- 
gram—will continue over the next 10- 
12 months. 

Of advanced contemporary design, 
the new 11 room house, where this sys- 
tem is installed, is constructed entirely 
from materials and equipment con- 
tributed by leading manufacturers. It 
is built primarily of wood, some 14 
varieties being used throughout, with 
many unusual and significant applica- 
tions. Among these are new methods 
and materials for wood finishing, color 
staining for interior walls and other 
surfaces. 

Industry contributors to the base- 
board heating-cooling system include: 
Vulcan Radiator Company, dual base- 
boards and general system design: 


Crane Company, new design, small 





a) 
Ulose-up of living room corner looking into vestibule. Perimeter heating-cooling 
-ueboard is installed under outside window walls and under glass panel in vesti- 


, where baseboard is butted against stone-work plaster. It warms the stone 


floor by radiation. 









HEATLOK 

BAFFLES 

CANNOT 
COLLAPSE 


Patent Applied For 


Exclusive locking lugs hold Kolb 
Heatlok’’ baffles permanently in 
place. Each flint clay baffle unit 
is complete — "100% foolproof. 
Just install it and forget it. 


Check these ‘‘Heatlok’’ features: 


1. Exclusive locking lugs prevent 
collapse — eliminate emer- 
gency calls for service. 


2. Three baffle sizes—10", 12" 
and 14". 
3. Choice of four installation 


heights by turning or reversing 
lug posts. 


4. Increased combustion’ effi- 


ciency—-lower fuel costs. 


Kolb ‘‘Heatlok’’ baffles are your 
best bet if you want to save time 
on the job, save money and please 
your customers. 


Write, wire or call for details. 


KOLB REFRACTORIES CO. 


MEADOW & JACKSON STREETS 
PHILADELPHIA 48, PA. 


KOLBKAST 
INSULATED 


CHAMBERS 








Dealers 
Servicemen @ 


The Original 
STAK-HEAT-XCHANGER 


(THE HEAT SAVER) 


For the HOMEOWNER— 


The HEAT SAVER now makes it possible 
to utilize the heat normally wasted up 
the chimney, to heat his basement, den, 
garage, or attic—at no increase in fuel 
costs. 


For YOU— 


The STAK-HEAT-XCHANGER is engi- 
neered for safety, economy, and years 
of service. Approved by hundreds of 
dealers and thousands of homeowners. 
High sales potential—many territories 
open—good profits. 


Don't Wait ... Write Today! 





Manufactured by 


MP Research Corp. 
2 McKee St., 


Floral Park, L.I., N.Y. 





40 






















Compact boiler-chiller combination fits in basement corner and has mixing tank 
and water circulator hook-up between units. Small blower (not shown) is hung 
out-of-the-way from ceiling. Cilfired boiler included built-in tankless water heater. 


size, packaged, oilfired, cast-iron boiler 
with built-in tankless water heater; 
Bell and Gossett Company, water 
chiller, circulators, accessories and spe- 
cial controls; Perfex Corporation, spe- 
cially developed automatic control and 
zoning system; Revere Copper and 
Brass Company, copper tubing 
throughout; Owens-Corning Fiberglas 
Corp., heating insulation; Kaustine 
Company, oil tanks. 
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Economist foresees growing 
Boom in home Construction 


STEADY INCREASES in housing starts 
were forecast recently by George Cline 
Smith, economist for the F. W. Dodge 
Corp., New York, N. Y., before the 
annual savings and mortgage confer- 
ence of the American Bankers Asso- 
ciation held in New York City. 
Smith noted that “beginning about 
1961, a tremendous upsurge to heights 
never before known” might be antici- 
pated, and that during the coming 
five year period “I would expect hous- 


ing demands to be sustained, not at a 
million and a half a year, but certainly 
well over a million.” 

Along this line a recent report in 
the “Business Outlook” section of the 
February 19, 1955, edition of Busi- 
ness Week remarked that more than 
half a million homes had been started 
within the last five months. This fig: 
ure had previously been approached 
only during the same time in 1950-51 
when 490,000 starts were recorded. 

Continuing, Smith felt that credit 
would remain on fairly easy terms, and 
he said that “I do not believe, and I 
cannot find any other construction 
economist who believes, that we are 
facing a boom-and-bust situation 10 
housing so long as the rest of the econ’ 
omy remains prosperous, as it appat’ 
ently will remain.” 

Concerning community building 
construction, the economist pointed out 
that for the first time buildings of this 
type exceeded commercial and indus’ 
trial construction, and that school 
building alone should establish a new 


series of records. 
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OHI Chicago Convention 





Program for thirty-third annual Meeting helpful to oilheating Dealers and Manufacturers 


WELL’ROUNDED PROGRAM has been 
announced for the 33d annual 
convention of the Oil-Heat Institute of 
America, Inc., scheduled for April 19, 
20 and 21 at the Conrad Hilton Ho- 
tel, Chicago. 

Patterned somewhat on the success- 
ful meeting arrangements worked out 
for the convention in Philadelphia last 
year, the program includes general 
sessions for both oilheating dealers and 
manufacturers, with discussion topics 
slanted specifically at their problems. 
Included, too, are four round tables 
for oilheating dealers, to deal with 
service and management topics. 

G. E. Hochstein, Heil Co., as chair- 
man of the Convention Committee, 
has supervised the details of arrang- 
ing the program, assisted by a com- 
mittee which includes: Institute Pres- 
ident Paul K. Addams; William E. 
Allman; C. T. Burg; J. W. Cowan; 
Stanley Czarnecki; M. J. Donahue; 
C. L. Hastings; E. N. McDonnell; 
Accessory Division Chairman B. F. 
Olson; J. W. Owens; Claude A. Potts; 
J. Verne Resek; L. D. Sibley and Dis- 
tribution Division Chairman George 
H. Wolf, Jr. 

As released by Ralph Becker, man- 
aging director of the Institute, an 
advance program schedules the entire 
first day, April 19, as “oH1 House- 
keeping Day,” devoted to meetings of 
the Divisions and Committees of the 





George Hochstein, Heil Co. (left) 
and C. T. Burg, Iron Fireman (right), 
vice-presidents, Oil-Heat Institute. 


ol 


organization, climaxed by the annual 
meeting of the Institute during the 
afternoon. The new board then holds 
its first meeting and selects officers for 
the coming year. 

Morning of the first day has been 
reserved for meetings of the Accessory 
Division, the Distribution Division 
and Commercial-Industrial Sections, 
first a joint gathering and then sepa- 
rate meetings for the Manufacturer 
and Accessory Sections. The Institute 
Executive Committee meets just be- 
fore lunch. 

At 1:15 P.M. on April 19 the re- 
tiring board of directors holds its last 
meeting, followed immediately and in 
the same room by the annual meeting 
of the Institute. Both of these are open 
meetings. During the afternoon, too, 
the Distribution Division board and 
executive committee meet; during the 
evening the Chapter Secretaries hold 
their annual dinner. 

General sessions begin with the 
morning meeting on Wednesday, 
April 20, designed to present a clearer 
picture of markets and opportunities 
ahead for automatic oilheating. It 
opens with an animated motion pic- 
ture in color, entitled “It’s everybody's 
Business,” followed by a discussion of 
“Opportunities for our Industry.” 

“New Construction in 1955” is to 
be explored during this session by 
Richard Canavan, assistant director, 
Construction Department and Re- 
search Institute, National Association 
of Home Builders. And, concluding 
the morning program, Fred Kramer, 
president, Metropolitan Housing and 
Planning Council of Chicago and 
member of the Board of Governors 
and Executive Committee of the Mort- 
gage Bankers’ Association, will intro- 
duce Henry Bernhard, building ma- 
terials manager of Life magazine. 

Bernhard will present the 
“A.C.T.LO.N.” program instituted by 





Left: Ralph Becker, managing direc- 

tor, and Right: Paul K. Addams, Fitz- 

gibbons Boiler Co. and president, Oil- 

Heat Institute, who will conduct its 

33d annual convention in Chicago, 
April 19-21. 


the American Council to improve our 
Neighborhoods, Inc. This is a concept 
of home modernization, particularly 
slum clearance or renovation, envision- 
ing most of the work being performed 
by local groups in their own communi- 
ties. Its scope can be highlighted by 
the Council’s budget of $750,000, 
all subscribed by individuals interested 
in housing, and by figures which esti- 
mate that fully 20% of the 50 million 
homes in the country are in need of 
improvement or modernization. 
Luncheon on this day is sponsored 
by the Accessory Division, an event 
which has become an annual tradition. 
Bruce F. Olson, chairman of the Divi- 
sion, will preside and introduce the 
speaker. He is to be the Rev. Lex 
King Souter, First Congregational 
Church, Fall River, Mass. Rev. Souter 
is billed as an athlete, labor negotiator, 
debater, orator, combat intelligence 
officer with 26 Pacific missions in the 
Air Force, sales consultant for several 
national corporations and minister, 
who also knows the oilheating business. 
Wednesday afternoon features two 
management sessions, one for manu- 
facturers and a separate one for deal- 
ers. The manufacturer symposium is 
open to members and non-members, 
but is a closed affair in that admittance 
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. . « « OHI Convention 


Left: Bruce Clson, Sundstrand Hy- 

draulic Div. and chairman, OHI Ac- 

cessory Division, and Right: George 

Wolf, Jr., chairman, Distribution Di- 
vision, OHI. 


will be limited to manufacturers of 
oilheating equipment, accessories and 
components. The dealers will be in- 
vited to attend their own management 
session being held at the same time. 


Speakers scheduled to address the 
manufacturers are authorities in their 
fields of finance, methods and patterns 
of distribution ahead, pricing for 
profits and stimulating sales. Ample 
time is to be provided on the agenda 
to allow discussion and questions to 
develop the profit viewpoint. 


Two panels have been set up to 
cover dealer management. The first, 
developing the theme “You can make 
a Profit with better Service,” will have 
M. A. Schneider, Jr., Pure Fuel Oil 
Co., Berwyn, IIl., as moderator, with 
three speakers. Their topics are: 
“Service as Customers like It”; ‘“Pre- 
ventive Service means fewer Calls”; 
“Is Service the fuel marketers’ Re- 
sponsibility?”. 

Panel No. 2, with Tom Carson, 
Sherwood Bros., Baltimore, in charge, 
is intended to convince dealers that 
“The sales and installation Department 
can build profits.” The three dealers 
who have the secret of making profits, 
scheduled to speak, will cover: “Pric- 
ing the Job for Profit”; “What should 
We pay for a Sale?”; “Good Engi- 
neering pays.” 


Here, also, ample time is scheduled 
for question and answer periods after 
each presentation. 


The Technical Division meets dur- 
ing the afternoon, also, in a scssion for 
personnel at the technical level from 
oil refineries and engineering depart- 
ments of oilburning equipment manu- 


(Please turn to page 178) 
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Program* 
33D ANNUAL CONVENTION 


Oil-Heat Institute of America, Inc. 


April 19 to 21, Conrad Hilton Hotel, Chicago 


TUESDAY, APRIL !9 


9:00 A.M.—Annual Meet'ng, Accessory Div. (Parler A, Williford Room) 

9:00 A.M.—Annual Meeting, Distribution Div. (Parlor B, Williford Room) 

9:00 A.M.—Joint Meeting, Commercial-Industrial Sections (Parlor C, Williford 
Room) 

10:00 A.M.—Commercial-Industrial Manufacturer Section (Parlor C, Williford 
Kkoom ) 

10:00 A.M.—Commercial-Industrial Accessory Section (Room 425) 

10:00 A.M.—Advance Registration and Ladies Registration (2d floor) 

11:00 A.M.—OHI Executive Committee (Room 505) 

7:15 P.M.—Retiring OHI Board of Directors (Parior B, Will:ford Room) 

:15 P.M.—Annual OHI Meeting (Parlor B, Williford Room) 

:30 P.M.—New Distribution Division Board (Parlor C, Williford Room) 

:00 P.M.—New Distribut.on Division Executive Committee (Parlor C, Williford 

Room) 
:30 P.M.—New OHI Board Dinner (Private Dining Room No. 4) 
:30 P.M.—Distribution Division Secretaries Dinner (Private Dining Room No. 3) 


WEDNESDAY, APRIL 20 


9:00 A.M.—Reg’stration (2d floor) 
10:00 A.M.—General Session for Everyone (Williford Room) 
“It s everybody s Business’’ ( film) 
“Opportunities for our Industry” 
“New Construction in 1955” 
“ACTION.” 
12:30 P.M.—Accessory Division Luncheon (Waldorf Room) 
Speaker: Rev. Lex King Souter, First Congregational Church, 
Fall River, Mass. 
:40 P.M.—Manufacturer Management Session (Parlor A, Will:ford Room) 
:40 P.M.—Dealer Management Session (Parlor B, Williford Room) 
Panel No. 1: “You can make a Profit with better Service” 
Moderator: M. A. Schneider, Jr., Pure Fuel Oil Co., Berwyn, IIl. 
“Service as Customers like it” 
“Preventive Service means fewer Calls”’ 
“Is service the fuel Marketer's Responsibility?” 
Panel ae: 2: “The sales and installation Department can build 
Profits” 
Moderator: T. E. Carson, Sr., Sherwood Bros., Baltimore. 
“Pricing the Job for Profit” 
“What should We pay jor a Sale?” 
“Good Engineering pays” 
2:40 P.M.—Technical Division Session (Parlor C, Will'ford Room) 
Discussion Topics: ‘Flame pulsation Study” 
“Standardization of combustion test Methods” 
““Fueloil Tanks” 
“Furnace oil Survey” 


6:00 P.M.—Old Timers Club Jamboree (Western Society of Engineers Bldg.) 


THURSDAY, APRIL 21 


9:00 A.M.—Registration (2d floor) 
9:30 A.M.—Domestic Session (Parlor B-C, Williford Room) 
“Heating and Cooling by Air” 
“Liquid Heating and Cooling” 
10:00 A.M.—Commercial-Industrial Session (Upper Tower) 
Moderator: C. H. Pesterfield, technical secretary 
Subjects: “Heavy oilburner Controls” 
“Consideration of Oil as a Fuel” 
“Questions and Answers” 
12:30 P.M.—Industry-wide Luncheon (Grand Ballroom) 
Speaker: The Honorable Douglas McKay. Secretary of the Interior 
2:45 P.M.—Commercial-Industrial Sess‘on (Upper Tower) 
Moderator: C. H. Pesterfield 
Panel: John Van Dyke 
George Woods R. Lisson 
William Bohn Carl Swanson 
2:45 P.M.—Dealer round Tables (Room to be selected) 
No. 1—Oilburner Service 
No. 2—Fueloil Operations 
No. 3—Fueloil office Procedures 
No. 4—Management 
5:15 P.M—Commercial-Industrial cocktail Party (Lower Tower) 


awn 


aN 


Nw 


W. A. Sullivan 





*Advance program. Some participants and speakers had not been selected when 
compilation was made. 
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N ALL-AROUND fueloil oilburner 
N service firm has so much to sell 
4e rural customer that a little sales 
fort can make a big volume differ- 
nce. But there is a time, a place and 
,method to the job of selling new oil 
counts and burner installations to the 
ural family. These basic rules must be 
bserved for optimum results. 

That’s the opinion of Harvey G. 
Swenson, president and manager of 
Swift Fuel Company, Lincoln, Ne- 
braska. That firm’s continued growth 
inthe 25-mile radius it serves is based 
on effective selling to the suburban and 
farm dweller. 

The results? 

“Each of our two servicemen pick 
up 75-100 new oil accounts and 25-30 
new furnace installations each sum- 
ner,” Mr. Swenson reports. “An aver- 
age farm oil account will be worth 
1200-1300 gallons per year. When we 
can also sell them their furnace and 
taak—which includes automatic fuel- 
ing and servicing contracts—the profit 
alvantage is apparent.” 

Those figures would indicate some- 
thing “special” in the way of sales 
ninded servicemen at Swift Fuel Com- 
pny. What it actually amounts to is 



















ie 


Harvey G. Swenson gives a serviceman his call schedule, who goes into the field 
vith two-fold purpose: keep his regular customers happy and get new ones. 








Servicemen sell Farmers 


They keep Customers happy, get new ones, bring Business to Swift Fuel, Lincoln 


just good selling horsesense: compe- 
tent, dependable servicemen who know 
how to get one customer to suggest an- 
other, and then know what they have 
to sell to the prospect. 

“We hire our servicemen because 
they are good servicemen in the first 
place,” points out Mr. Swenson. 
“Their first job is to keep our present 
customers satisfied and on our lists. 
But this very fact is what puts them 
in an ideal position to bring in those 
new fuel accounts and furnace jobs. 
By exploiting their advantages in 
knowing the customer and the neigh- 
borhood, they can sell if they will— 
and they will sell if they know how.” 

Sales “know-how” at Swift Fuel 
Company seems to arrange itself into 
three different steps: 

1. Make a satisfied customer of your 
present accounts by offering them com- 
petent, efficient service and advice. At 
the same time, cultivate your customer 
with an amiable attitude. Answer his 
questions sincerely, win his friendship 
with a smile and a firm handshake. 

2. Remember that the rural resident 
knows his neighbors and you don’t. 
Your customer can tell you how his 
neighbor heats his home, where he gets 


tec in 






his fuel, how many cows he has, when 
he built his barn, and how old his 
maiden aunt is. That’s all important. 
The better you know your new pros 
pect before you talk to him, the better 
your chances of making the sale. In- 
vite your service customer—whether 
it’s the man of the house or the Mrs.— 
to watch you service their heating 
plant. Ask them if they’re having any 
trouble with it. And then get them to 
talk about their neighbors. All this can 
go on while you're inspecting and 
servicing. 

3. Pre-armed with pertinent infor- 
mation, you can make concrete sugges- 
tions to the new prospect about his 
heating plant and his fuel supply. Use 
your established accounts as references. 
Remember that farm folks stick to- 
gether; theyre vitally interested in 
what their neighbor does and why. The 
fact that you are selling to a man’s 
neighbor puts you in a favored posi- 
tion, so always mention it. And most 
important, know what you have to sell 
and why your company is better than 
the competition. Sell the difference. 


Taking Swift Fuel’s 1-2-3 sales 
“punch” in their natural order, a de- 
tailed analysis shows how they work 
out in a typical service call: 

The serviceman has his list of service 
calls for the day (servicemen double 
as deliverymen in the winter, and each 
services his own delivery accounts. The 
two men split service calls on the route 
of a third winter-time deliveryman who 
specializes in sheet metal and yard 
work in the summer). 

He drives to his first service call, al- 
ways rings the bell and introduces him- 
self, and asks permission to make the 
annual inspection provided for on the 
customer’s fueloil! contract. 


He urges the homeowner to accom- 
pany him to the heating plant, and to 
watch the inspection. As he checks the 
firebox, nozzles, smokepipe, controls, 
fuel lines, motors, filters, etc., he points 
out each feature to the homeowner and 
explains its purpose. If any cleaning, 
adjusting or replacement is needed, he 
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. . «+ Selling Farmers 


explains it to the homeowner, and 
points out that work now will save 
possible emergency calls. 

He keeps his discussion informal 
and chatty, so that it will lead natural- 
ly into the next subject, the man’s 
neighbor. 

“Mr. Jones, we'd like to offer our 
services to your neighbor on the south. 
We come to see you regularly, and 
also have a lot of other customers in 
this area, so we could service him on 
our regular runs. Does he use oil to 
heat his home?” That is the approach. 


The rural resident will know. He'll 
tell the serviceman, too, if he’s pleased 
with the service. And he will be pleased 
with the service if he can see for him- 
self the thoroughness and competence 
with which it is handled. He’ll tell you 
about his neighbor to the south, the 
one down the west lane, and his cousin 
who lives on “down the road a ways.” 

Write the names down. Make notes 
on what you're selling against—an- 
other oil company (usually a small 
supplier who sells fuel in the vicinity) 
or another type of heating. 


Your first service call completed, 
you're ready to call on the new pros- 
pects furnished by the original cus- 
tomer. It is worth while. In a matter 
of minutes, you can determine if a new 
sale can be made—you already have 
the facts you need to work with (the 
prospect’s name, how he heats his 
home, who he gets his fuel from) and 
you won’t have to ask questions. Make 
positive suggestions. 

Here’s the approach: “Mr. Brown, 
we were making our summer service 
call at Mr. Jones’ place. He’s been an 
oil customer of ours for several years, 
and we'd be happy to extend our serv- 
ices to you.” 

Now the serviceman-salesman is at 
the critical point in his sales introduc- 
tion. He has to have something better 
to sell. 

Gauge your competition. If the man 
is being serviced by another oil com- 
pany which offers only one grade of 
fuel, point out that your firm offers 
both No. 1 and No. 2 grades, and can 
“tailor” the fuel to his specific heating 
plant. Explain the annual inspection 
and servicing agreement, and point out 
the willingness of the company to an- 
swer emergency repair calls promptly. 
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Briefly describe how each account 


is automatically refilled on a degree- 
days system which insures that his tank 
will never be empty. Point out that 
company policy is to allow a 160-gal- 
lon reserve in a 550 gallon tank in case 
a snowstorm makes roads impassable. 
Remember this above all: his neigh- 
bor’s use of your fuel and your service 
is your best “in.” Keep referring to his 
various neighbors who are “happy with 
our fuel and our service and have been 
for years.” Mention them by name. 
“Just give us the word, and your 
heating problems become our prob- 
lems,” is a good clincher. In any event, 
make the final closer a positive sugges- 
tion. Don’t ask “Well, would you like 
us to put you on our list?” but say it 





A customer is interested in his heating plant. Farmers are notorious sinkers ane 

are comfortable with machinery. It’s a good time to get leads about neighvo™ 
April 
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this way, “Let us put you on our regu. 
lar customer list. We're sure you'll like 
our service, just as your neighbors do, 
After one or two fills, we'll know ex. 
actly your fuel needs, and we'll keep 
your house warm.” 





And selling a complete new furnace 
depends on the same things: (1) Abil. 
ity to get established accounts to sug. 
gest new prospects and furnish infor. 
mation on them, (2) Analyzing your 
competition, and (3) Selling the dif. 
ference. 

The “difference” which must be 
sold in competition with coal heating 
plants is cleanliness; steadier, evener 
heat; less bother for the farmer; and 
the advantage of automatic delivery. 


Again, the fact that his neighbor 
uses oil and—more important—buys i 
from your company, is your best sell: 
ing weapon. Stress it over and over 
again. Invite your prospect to call one 
of your established customers, whol 
give you a good recommendation if 
you have adequately served him and 
cultivated his friendship. 


“We can’t stress too strongly the 
value of sales-minded servicemen,’ 
adds Mr. Swenson. “We encourage 
them to take their time on every serv 
ice call to get information which will 
lead to new account and furnace sales. 
We don’t push them to complete too 
many service calls a day, and tell them 
never to drive past a potential new 
customer during their summer service 
runs. “It has paid off for us.” 
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College grass Roots 


Their agricultural Departments know a Lot about turf Care 


Ever since Paul Kinune of Everett, 
Wash., sprayed the first lawn with a 
fish-base fertilizer out of a fueloil truck 
back in 1952 (see July 1953 FUELOIL 
@ Om HEAT) the oil fraternity has 
demonstrated an increasing interest in 
lawn care for profit. Subsequent ar- 
ticles on the subject have appeared in 
this magazine in June and December 
1954 issues, and in the January 1955 
number. 

A number of fueloil marketers who 
were either trying or contemplating 
going into lawn spraying have recalled 
that the agricultural educators should 
have some good material on the sub- 
ject and on inquiry have been sent con- 
siderable help. 

Our editorial department got in 
touch with the usDA at Beltsville, 
Maryland, with Rutgers and Cornell 
and Rhode Island State and they all 
had good literature. There was a con- 
siderable similarity in their findings 
but a few original thoughts. The story 
that follows is a gleaning from several 
of the college bulletins. 


al THE SPRING an oil man’s fancy 
lightly turns to thoughts of lawn 
praying.” That isn’t exactly the way 
Alfred, Lord Tennyson, wrote it, but 
it's appropriate. Interest in lawn spray- 
ing has been quite marked among fuel- 
al distributors, particularly during 


1954, sparked largely by the consider- 
able magazine coverage given the sub- 
ject. 

Contrary to most thinking, the ap- 
plication of liquid fertilizer is not a 
new idea. More than three decades 
ago, ammonium salts and sometimes 
potassium salts were added to water 
for spraying sugar cane fields in 
Hawaii. This was done after the crop 
was too large to permit the passage of 
conventional implements. In 1934, 
liquid ammonia came into use for di- 
rect application in water throughout 
some Western States. It is just recent- 
ly, however, that lawn spraying has 
become popular. 

One of the requisites in selecting a 
chemical for spraying is to get one 
that will dissolve completely in water. 
A water-soluble fertilizer is simply a 
concentrated plant food, usually con- 
taining various proportions of nitro- 
gen, phosphorous and potassium, which 
is fully and immediately soluble in 
water. 

Nitrogen is the plant food most 
often lacking in soils . . . and hardest 
to keep in soils. It promotes thick, lush 
foliage. Thicker grass, experts agree, 
is the best answer to weed elimination. 

Phosphorous stimulates root growth, 
speeds maturity and stimulates flower 
and seed production. 

Potassium (or potash) helps plants 








to resist disease, cold and other adverse 
conditions. A sturdy, vigorous lawn 
cannot be established in the face of a 
serious potassium deficiency. 

Some so-called “water-soluble” fer- 
tilizers are not fully soluble, hence in- 
volve a burn risk to plants and an in- 
convenience factor to users. All water- 
soluble fertilizers are not of the same 
quality, any more than all automobiles 
or fueloils are of the same quality. 
Fueloil marketers should be well in- 
formed when choosing a fertilizer since 
a dissatisfied lawn spraying customer 
can mean the loss of a fueloil account! 

According to the colleges, you would 
not be altogether correct in telling a 
prospective customer that dry fertilizer 
is unnecessary, outmoded or inadvis- 
able. Certainly, if the customer wishes 
to eliminate the use of the dry variety 
he can do so, but he must not then ex- 
pect one or two applications of liquid 
fertilizer to keep his lawn and garden 
at top-level beauty and hardiness. It is 
not fair for the customer to call in his 
fuelo:l distributor, for instance, in the 
middle of summer when his lawn is 
beginning to show signs of wear and 
expect one spraying application to 
work overnight magic. 

Remember that one spraying job is 
just a “shot in the arm” to a lawn. Best 
results can be obtained by a series of 
several in a season. This was pointed 
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out in the January issue of FUELOIL & 
Om HEAT reporting on a special meet- 
ing in New York of fueloil marketers 
who had tried lawn spraying last year. 
One stated he would not try to sell 
individual applications. He feels that 
it requires about four sprays during 
the season to do a complete job with- 
out injury to plants and shrubs. 
Another remarked that in his ex- 


Reproduction of “‘Pol- 
icy” offered by Riker Oil 
Co., Inc., Garden City, 
N. Y. It is taken from 
an attractive folder which 
describes the “Riker 5- 
Point Law and Garden 
Service.” Included in 
the folder is an order 
form which the customer 
completes to secure any 
or all of the five services. 
They cover soil sampling 
analysis, ground lime- 
stone application, auto- 
matic lawn and garden 
liquid lawn fertilizer 
service, sub-surface soil- 
insect control and crab 
grass and turf disease 
control. Charges and con- 
ditions of purchase or 
application are explained; 
for example, liquid lawn 
fertilizer application is 
made three times, “‘pro- 
vided and billed auto- 
matically without further 
instructions.” The “Pol- 
icy” briefly outlines some 
of the hazards of good 
grass cultivation, assures 
customers that up-to-date 
materials and methods 
will be used and guaran- 
tees that under these con- 
ditions, which include 


€Crials 





with: 300 ft. of industrial 34” rubber 
hose; an adapter to drop the hose con- 
nector from 14” to 34”; and an inex- 
pensive fan-shaped, free-flow type 
spray nozzle. Steaming or cleaning the 
tank with detergent and water will re- 
move all traces of oil and avoid con- 
tamination of the solution to be ap- 
plied. 

Most solutions have almost no more 
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customer cooperation, “the Riker services consistently applied over a period of 
time, will undoubtedly produce healthier, more luxuriant turf, garden and shrubs 
than would be possible otherwise.” 


perience the application of liquid fer- 
tilizer won't work if the soil is par- 
ticularly deficient in lime. As a result 
he plans in the future to test the soil 
of each home before applying fertilizer 
and if he finds that it needs lime, he 
will apply this at a suitable extra 
charge. 

Fueloil distributors are in an excel- 
lent position to begin lawn spraying 
applications. After a thorough clean- 
ing (oil residue will burn grass and 
shrubs), trucks should be equipped 
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corrosive effect on iron and steel than 
has water; some will slowly attack cop- 
per, bronze and brass, however, and 
for that reason pipe lines and fittings 
containing these metals should be 
cleaned out at the end of a day’s opera- 
tion. 

Recommendations for applications 
to turf areas are generally made in 
units of 1,000 square feet of area, as 
most lawns are not of acre size, how- 
ever, if directions are given for rates 
per acre, in order to reduce the amount 





. « « « Grass Roots 


for areas of 1,000 square feet, divide 
the acre rate by 43. There are 43,560 
square feet in an acre. Conversely, if 
rates are given on a 1,000 square feet 
basis, multiply by 43 to arrive at the 
amount needed per acre. 

As an example, the average recom- 
mended rate for Monsanto’s Chemical 
Company’s Folium is two pounds of 
Folium per 24 gallons of water for 
every 1,000 square feet of lawn. Much 
of the helpful material contained in 
this article was obtained from Mon- 
santo. 


Must be harmless 


Caution must be taken to select a 
product for lawn spraying that is not 
harmful to children or animals should 
they decide to romp shortly after an 
application. 

Lawn spraying is not restricted to 
homes exclusively. Far from it. One 
of the best potentials is golf courses, 
According to the director of the USGA 
Greens Section, it is generally agreed 
that the best way to provide plant food 
is through the soil, so that roots may 
absorb the mineral nutrients in the nor’ 
mal manner. The group feels that a 
normal golf course would not derive 
sufficient nutrients from liquid spray 
ing. However, some important benefits 
can be realized. 

Very often conditions of poor aera’ 
tion, water-logging, shallow roots, or 
the prevalence of a thatched grass con 
dition on the green may be such that 
grass roots do not function normally 
and do not respond to solid fertilizer 
treatments. Under such conditions the 
use of liquid fertilizers which could be 
absorbed through the leaves is highly 
desirable. 

Many greenkeepers are hesitant to 
apply a rich solid fertilizer in mid- 
summer because it would cause the 
grass to become lush and susceptible to 
disease. They have found that liquid 
fertilizer can provide a good color 
without the accompanying lush 
growth. 

Another good prospect for lawn 
spraying is athletic fields. A good grass 
covering is quite essential. It provides 
color that increases the esthetic value 
of the area, forms a cushion that helps 
protect players from injury, aids foot 
ing, and reduces the nuisance of mud 
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ind dust. Care should be used to avoid 
sorching the turf with fertilizer, es- 
ycially in August and September. 
Wet grass is easily injured by strong 
plications of fertilizer. Heavy use 
{ fertilizer during the playing season 
reates tender turf that is less tolerant 
f trafic. 

If fertilizer stimulation is desired 
ring the playing season, it is better 
» make several small applications 
ather than one large dose, according 
» Rutgers University, College of 
Agriculture. 

Public parks and commercial build- 
ing lawns, also, are possibilities. 

Avoid fertilizing newly seeded areas 
until the grass plant matures. This is 
recommended because it is difficult to 
apply fertilizer to germinating grass 
sed or seedlings without burning. 


Uniform Distribution 


Uniform distribution of fertilizer 
over the lawn surface is highly essen- 
tial since these materials move down- 
ward in the soil but do not penetrate 
laterally. Also, care should be taken 
not to double back over sections al- 
ready sprayed. 

When dealing with a relatively 
freshly-seeded lawn it is well to keep 
inmind that in a four-season area the 
lest time for the homeowner to seed 
his lawn is in the fall. This gives the 
grass a chance to establish itself quite 
wll before the summer crabgrass and 
ther troubles begin. Lawns planted 
athe spring are sometimes successful 
wit are always more of a risk. Late 
yring and summer seedings usually 
te disappointments or complete 
hilures, 

This doesn’t mean that you should 
& the prospective customer for the 
we history of his lawn before con- 
acting for lawn spraying. However, 
lie are good points to remember. 
You have to have a good seeding basis 
it good grass, and no amount of fer- 
tlier will cure a bad beginning. 

Densely shaded areas under trees 
iften present problems in the growing 
f good turf, such as smothering by 
tllen leaves, shading effect of foliage, 
tt. In this case many benefits can be 
ittived in providing the necessary nu- 
tients to the soil by a thorough lawn 
Praying job. 


According to the Rhode Island Agri- 
cultural Experiment Station, the dis- 
covery of a chemical that would kill 
crabgrass without injury to the basic 
lawn grasses has been the goal of re- 
searchers for many years. Many chemi- 
cals have been tested. On the basis of 
twenty years’ search and research, the 
best treatment to eliminate crabgrass 
in turf appears to be a water solution 
of a phenyl mercuric acetate complex. 

Tests on lawn turf substantiated the 
fact that ‘PMA’ solution appeared to 
control crabgrass. Phenyl mercury 
compounds have given very good re- 
sults as a fungicide for many diseases 
on both lawns and putting-green turf. 

These materials sometimes cause 
slight discoloration of the turf. This 
usually happens when the grass is in 
a weak condition, the temperature is 
very high, or the soil is very dry. This 
discoloration is usually only tempo- 
rary, and the material is seldom in- 
jurious if used as recommended. 

To control crabgrass the usual num- 
ber of applications for lawns and other 
turf areas is three; sometimes two will 
give favorable control. Treatments 
should be applied at seven to ten-day 
intervals, 


Preventative Measure 


For putting greens, PMA solution 
can be used as a preventive measure 
and is applied before crabgrass ger- 
minates. Uniform coverage is necessary 
and has been obtained by using one to 
ten gallons of solution per 1,000 square 
feet, depending on the type of sprayer 
used. These materials when used in 
solution at recommended rates can be 
applied at any time during the day. 
Little or no discoloration will occur if 
the temperature is under 100° F. when 
applied. 

Caution must be taken to use a 
weaker solution on closely-cropped 
grass. Turf cut at putting-green height 
(approx‘matcly Y% inch) appears to 
stand a concentration of not more than 
1:8000 PMA without injury or % to 1 
ounce of 10% PMA in 10 gallons of 
water per 1,000 square feet. 

Another material that has received 
publicity in recent years as a crabgrass 
killer is potassium cyanate. Very good 
results have been obtained during the 
latter part of July through August. 





According to our December survey, 
existing fueloil customers were the best 
prospects for last year’s lawn spraying 
services. They represented 76% of all 
customers for spraying. 

It is most important to remember to 
use an entirely reliable product—there 
are many of these on the market today. 
Dealers who have invested time and 
money in establishing excellent rela- 
tions with their fueloil customers— 
sometimes over a period of many years 
—can enhance this relationship 
through a lawn service if it’s good. 
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Pocahontas Terminal elects 
F. E. Repetto as President 


AT THE ANNUAL MEETING held in the 
refinery of the California Oil Co. at 
Perth Amboy, N. J., the board of 
directors of the Pocahontas Terminal 
Corp., Portland, Me., elected F. E. 
Repetto president. Repetto, formerly 
New England Division manager, re- 
places E. H. Todd, who is retiring. 

Other new officers are: E. C. Allen, 
president of the Refining Div. of Cali- 
fornia Oil Co., vice president; Henry 
Brereton, California Oil Co., secre- 
tary; and J. C. Corbett, assistant treas- 
urer of Pocahontas Fuel Co., treasurer. 

Directors elected at the recent an- 
nual meeting of stockholders are: F. E. 
Repetto, Henry Brereton, E. C. Allen 
and H. E. Davenport. 

Repetto joined Pocahontas Fuel Co. 
25 years ago as a combustion engineer. 
He is well known throughout the in- 
dustry as an engineering consultant 
for fuel customers and has designed 
ship’s boilers and deep-water wharves. 

The Pocahontas Terminal Corp. 
owns and operates the largest deep- 
water terminal in Maine, located at 
South Portland, which can accommo- 
date the largest super-tankers and has 
facilities for handling industrial and 
domestic fueloils and other petroleum 
products. 

+ 
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R. C. McCurdy, president of Shell 
Chemical Corp , has been elected to 
the board of directors, Shell Oil Co., 
New York. He has headed the chemi- 
cal company since 1953 and joined 
Shell in 1933 asa production enginecr. 
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Torrington Mfg. Co. of Canada Lr 

Oakville, Ontario, is occupying thi 

modern, bright factory, which features 

a white, concrete front, blue glass an] 

gray roof line. It measures only 1 

ft. in length, its size being extendedhy 

a perforated brick wall which hide ; 

parking lot and loading zone. Vishle 

above the windows in the picture q 

the left are a series of sun shields of 

light blue tinted glass. Projecting out- 

ward and upward, these filter plates 

. minimize distortion of color and screen 
Temmineren | A jee out 60% of the sun’s radiant heat. The 
Canadian firm is a subsidiary of Tw. 

rington Mfg. Co., Torrington, Conn, 

maker of fan blades, blower wheel 


Torrington’s 


Canadian 
Plant 


a ‘HE OAKVILLE, Ontario factory of 
the Torrington Mfg. Co. of Can- 
ada Ltd., shown above, was designed 
by Marcel Breuer. Commercial Lease- 
holds, Ltd., was the general contractor. 
Side walls of the building are gray- 
painted concrete brick, while the roof Above is an exterior view of the rear of the factory. It is constructed of a com 
trim is darker gray. Interior arrange- bination of wooden mullions and clear glass areas and because practically the 
entire wall is glass, enlargement of plant facilities to the rear will be compara 
tively simple. At the same time, further expansion can be made by adding to 
office facilities by extension to the side opposite parking area. The dark vertical 
over the work areas. strips in the view above are a series of banks of awning-type sash. Below, the 
interior picture illustrates a little more clearly the placement of these awning: 

type windows and the wide expanse of glass over the entire rear wall. Strip 

lighting also is visible in this shot, demonstrating the light and airy atmosphere. 





ment includes strip lighting and north 
window wall to distribute light evenly 


The entry vestibule is lighted by a 
glass wall framed in black wood. The 
relatively small building, including its 
design innovations, is reported to have 
cost less than $9 per sq. ft. to construct. 
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Profits in Cooling 





The Problem of Comfort in Airconditioning and its Relation to Effective Temperature 


by 
J. R. Lewis 


AN HOME SHOWS all over the coun- 
try, in real estate advertising 
daily, and at airconditioning industry 
meetings and expositions everywhere 
major attention is being focused on 
cooling equipment offering greater 
comfort in the home. 

It is an interesting and important 
fact that while everyone wants more 
comfort airconditioning, there are some 
appreciable differences in the tempera- 
ture, humidity and air movement con- 
ditions to provide greatest comfort for 
a large number of people. Some under- 
standing of the fundamentals involved 
help the installer to analyze what will 
be expected and what must be accom: 
plished to maintain enthusiastic cus- 
tomer satisfaction. Comfort aircondi- 
tioning is, without question, an evasive 
goal, and the discussion which follows 
may help to explain just why the “‘for- 
mula” is so hard to evaluate. 


Minimum Requirements 


The ASHAE Code of Minimum Re- 
quirements for Comfort Aircondition- 
ing defines it as “the process by which 
simultaneously the temperature, mois- 
ture content, movement and quality of 
the air in an enclosed space intended 
for human occupancy may be main- 
tained within the required limits. If 
an installation cannot perform all of 
these functions, it shall be designated 
by a name that describes only the func- 
tion or functions performed.” 

This technical description neces: 
sarily is a broad coverage of the aspects 
which cannot be pinpointed. It first 
must be clearly understood that com- 
fort is a result obtained by a combina- 
tion of air temperature, moisture con- 
fent and air motion. There is no one 
group of fixed values for the above 
Variables that will be more satisfactory 
0 an individual than a different group 
of values, 

Many experiments have been car- 
tied out to find the upper and the low- 





er comfort limits of temperature, hu- 
midity, and air motion. It is easy to 
understand why the figures are not the 
same for men and women, or for one 
group at rest and a similar group that 
is exerting energy, and why they vary 
again for people who are accustomed 
to the different climates that are found 
around the United States. 

To help in simplifying some of the 
variables found in the studies which 
treat with this subject a new term has 
been coined. It is “Effective Tempera- 
ture,” defined as an index of the degree 
of warmth that is felt when people are 
exposed to different combinations of 
temperature, humidity and air motion. 
Effective temperature readings have 
been established at the ASHAE research 
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center by subjects who continually 
compared the relative warmth of vari- 
ous air conditions in passing back and 
forth from one room to another. 
Figure 1 has a section of the psy- 
chrometric chart 
These are the lines which show dry 
bulb and wet bulb temperatures and 


as a background. 


the curves representing relative hu- 
midity readings. For example, if the 
dry bulb reading is 80° and the wet 
bulb is 60° the relative humidity is 
about 29%. Imposed on this are four 
of the effective temperature lines which 
were established by the ASHAE research 
laboratory for normally clothed per- 
sons at rest and in still or slowly mov- 
ing air. 

The value by which an effective tem- 
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Figure |. This is a small section of a psychrometric chart. This plots dry bulb 
temperatures as vertical lines, wet bulb temperatures as diagonal lines, and rela- 
tive humidity in percent as the curved lines. Imposed on this are several readings 
for “Effective Temperature” as established at the ASHAE Research Laboratory 


and published in the Guide (1954). 
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perature is rated is for slowly moving 
air that is moving not over 25 feet per 
minute, and also is saturated with mois- 
ture. It is at the same point on Figure 1 
as the wet bulb temperature, since both 
appear on the top curved line which 
represents 100% relative humidity or 
saturation. 

The ASHAE Guide (1954) states that 
in compiling data for summer aircon- 
ditioning work results showed that a 
maximum number of 98% of the peo- 
ple who were tested preferred the 
comfort that they experienced at 71° 
effective temperature for experimental 
work carried out while the relative 
humidity was varied between 30% 
and 70%. For winter conditions the 
maximum number of 97.7% were com- 


90° 
85° 
80° 
7s” 


70° 


TEMPERATURE 


HEATING 
65° 


60° 


“25% 30% 35% 40% 





(C) Or, 74° temp. and 40% rela- 
tive humidity. 

For summer climate conditions, 
similar variations giving comfort of 
equal value for 71° effective tempera- 
ture: 

(A) Could be 76° temp. and 50% 
relative humidity. 

(B) Or, 75° temp and 60% rela- 
tive humidity. 

(C) Or, 74° temp. and 70% rela- 
tive humidity. 

When discussing equipment parts 
in a later article, some further atten- 
tion will be devoted to design and op- 
erational steps which may be taken to 
gain the additional comfort provided 
when humidity is controlled along with 
temperature and air motion. 


COOLING 


45% 50% 55% 60% 


RELATIVE HUMIDITY 


Figure 2. The graph above is intended to show the range of temperature and 
humidity conditions which are considered by the industry to be desirable work- 
ing limits on the average design. A larger allowable range in humidity is suggested 
for winter because in the extremely cold climates more moisture indoors might 
be desirable except for the serious condensation problem which then would arise. 


fortable at conditions corresponding 
to 68° effective temperature. This fig- 
ure is 2° higher than what had been 
established in similar tests conducted 
earlier. Perhaps lighter clothing now 
being worn is the biggest contributing 
factor. 

One important point that should not 
be overlooked is that these figures show 
graphically the important part played 
by the relative humidity of indoor air. 
Here are figures to show several com- 
binations while still providing 68° ef- 
fective temperature for winter condi- 
tioning: 

(A) This should be 77° temp. and 
10% relative humidity. 

(B) Or, 76° temp. and 20% rela- 
tive humidity. 
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Figure 2 represents a graphic pic- 
ture of what may be considered to be 
the normal desirable zone for both the 
heating and the cooling seasons. As 
might be expected, when the body has 
become accustomed to outdoor high or 
low temperatures it reaches greatest 
comfort while avoiding the extreme 
which would mean greater “shock” in 
passing from outdoor weather to in- 
door comfort. 

However, the ASHAE Guide points 
out that these same experiments have 
shown that radiation from room occu- 
pants to room surfaces, and even be- 
tween occupants, has an important 
bearing on the feeling of warmth. It 
even may be able to affect the above 
comparisons to a measurable extent. 


Furthermore, as much as 3° difference 
in effective temperature can occur de- 
pending upon the climate in the part 
of country in which a person resides, 
People who are accustomed to higher 
outdoor conditions will be equally con 
tent with effective temperature that is 
of greater value. 

It is apparent from this discussion 
that comfort air conditions have a 
number of scientific aspects. From the 
results of a number of carefully con- 
ducted tests, some of the secrets are 
being uncovered and assigned more 
definite values. Nevertheless the in- 
staller must recognize that in aircon 
ditioning, as with other things about 
the house, different degrees of value 
may be placed on identical figures. 

Fortunately the result that is most 
desirable for an individual owner can 
be a direct temperature adjustment, 
with compensation from the indirect 
factors that produce the affect of 
greater warmth or more cooling. Plenty 
of experience has shown that a proper- 
ly sized heating plant has many ad- 
vantages over one that is too big. In 
about the same way one can anticipate 
some operating adjustment difficulties 
from the cooling plant that is too large. 
The system that is properly sized will 
balance nicely in dropping tempera: 
ture and humidity to reach good effec 
tive temperature results in spite of an 
allowable variation in temperature or 
humidity to give equal degree of com- 
fort. 

The article which follows in this se- 
ries will trace the refrigeration cycle 
in some detail, to explain heat gains 
and losses. Then some cooling load cal’ 
culations and short step estimating will 
be reviewed. 

The residential cooling market is 
quite new, but already so highly com 
petitive that installers’ costs must be 
pared and results obtained must con’ 
form to the local climate and buyers 
preference in air comfort. 


>, 
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T. H. Smoot has been elected a mem: 
ber of the board of directors and vice 
president in charge of sales, Primor 
Products, Inc., Adrian, Mich. Before 
joining Primor in 1953 Smoot had 
been with the Lennox Furnace Co 
and Anchor Post Products Co. 
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[mproving dealer Advertising 


Poorly-prepared Material is ineffective; may even be detrimental to Oilheating 


by 
Kirk B. Shivell* 


ROM THE HUMBLEST HAMLET to 
the most sophisticated community, 
Americans constantly see a great deal 
of advertising which is prepared with 
a high degree of professional skill. In- 
evitably, the public has developed con- 
siderable discrimination about it. An 
advertiser is judged not only by what 
he says, but how well he says it and 
how good it looks. Today, ill-prepared 
advertising is so likely to repel a pros- 
pect that it may be nothing short of 
dangerous to use it. 

It is sad to observe that so much of 
the advertising done by retail fueloil 
dealers is so bad, even when viewed by 
kind and lenient eyes. An appalling 
percentage of it is downright crude— 
porly planned, written, composed, 
illustrated and presented. As a conse- 
quence, many dealers suffer loss of re- 
spect and esteem, and the entire indus- 
try must, too. 

For some years we have studied and 
evaluated fueloil dealer advertising 
from throughout the country. It is good 
tobe able to say that the average qual- 
ity level has improved during this time, 
but yet it is far below what should be 
«pected in an industry so important 
inthe American way of life, and par- 
ticularly one so beset by able competi- 
tion. 

Newspapers are the principal adver- 
tsing media used by fueloil dealers, 
wth billboards, radio and television 
ing used to a smaller extent. And for 
wme time there has been increasing 
Ww of printed material sent through 
the mail and used by salesmen. For 
many dealers, the most important ad- 
tettising is literature, letters, and even 
forms, used in selling oil, equipment, 
etvice contracts and budget plans. 

It is understandable why so many 
fueloil marketers find it difficult to 
lave good advertising. They lack the 
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*President, Shivell-Hall Co., 501 Fifth 


We, New York, fueloil advertising spe- 
Calists, 


specialized skills to prepare it in their 
own organizations, and relatively few 
of them have large enough budgets to 
attract the interest of competent ad- 
vertising agents. Consequently, news- 
paper ads are put together in the local 
composing room and printed matter 
comes from the print shop down the 
street. Some is good, but too much of 
it must give the advertising-wise 
American public the impression that 
oilheating is crude and behind the 
times. 

It might be supposed that when 
groups or associations of fueloil dealers 
do advertising their combined resources 
would be sufficient to make their ef- 
forts bear comparison with other con- 
temporary promotion. Unfortunately, 
this hasn’t always been so. In too many 
cases efforts have reflected failure to do 
research, to be guided by competent 
counsel and to pay sufficient for good 
illustration and other advertising pro- 
duction costs. Too often, dealers, up in 
arms over competition, have claims 
made and assertions more likely to 
alienate, than to win, the public. 

Through the years, the bulk of the 
best advertising done by retail fueloil 
dealers has been that provided by oil- 
burner manufacturers. Much of this 
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has been excellent by any standard, 
and it is largely responsible for selling 
the idea of oil heat to so many millions 
of consumers. However, a manufactur’ 
er’s logical goal being to sell his own 
equipment, his advertising goes no fur- 
ther. And fueloil dealers need much 
that does go further. 

Many dealers, handling more than 
one line of equipment today, feel they 
need advertising to sell them as a reli- 
able source of oil heat, regardless of 
burner make. Competition being what 
it is, advertising is urgently needed to 
help hold existing oil customers and to 
win new ones. Advertising is needed 
to sell service, and to sell moderniza- 
tion of existing oil installations. Pro- 
motion is needed to meet effectively 
the challenge of gas. In general, thou- 
sands of retail fueloil marketers need 
better advertising than they have been 
getting. 

For the most part, refiners and pri- 
mary suppliers of fueloil have lagged 
in providing assistance in this area. 
This is understandable, because for 

(Please turn to page 176) 


Some of the advertising material which 
Coastal Oil Co. makes available to 
fueloil dealers who are customers. 





































Unique hot water heating Control 


Flow of water through tankless Coil instantly stops Circulator, starts Oilburner 


by 
J. W. Schulz 


—— OF CONTROL RESPONSE is all- 
important on forced hot-water 
jobs which have tankless water heaters. 

Consider a boiler of moderate size, 
fired at 1.50 gph. The circulator is 
running—is transferring heat rapidly 
from the boiler to the distribution sys 
tem and the rooms. You open wide a 
hot-water faucet in the kitchen or 
bathroom. That’s the start of a criti- 
cal few minutes. 

Every minute the circulator is run- 
ning and the hot-water faucet is wide 
open, heat is being taken from the 
boiler at a much higher rate than the 
oilburner flame can put heat into the 
boiler—assuming the oilburner is run- 
ning every second during which both 
loads are on the boiler. 

Following the opening of the hot- 
water faucet under these conditions, 
the circulator must be turned off 
quickly. If it is not turned off in a 
matter of minutes, cold water will 
come from the hot-water faucet—be- 
cause the temperature of the boiler 
drops, perhaps to 120°F. or 130°F. 
Complaints and service calls will be 
the result. 

A serviceman recently checked the 
speed of control response in a number 
of small homes heated by forced hot- 
water and having tankless coils. First, 
he would set up the room thermostat 
to start the circulator. Ten minutes 
later he would open a hot-water faucet 
wide. He measured the number of 
minutes which elapsed between the 
time he opened the hot-water faucet 
and the time the circulator was stopped 
by the reverse-acting, hot-water tem- 
perature control on the boiler. He 
called this elapsed time the “circulator- 
stop lag.” 

On several satisfactory jobs which 
this serviceman happened to visit, the 
“circulator-stop lag” was three to 
seven minutes. 

In the small homes he studied, a 
“circulator-stop lag” much longer than 
seven minutes resulted in a poor sup- 
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ply of hot water. Speed of response 
of the reverse-acting boiler tempera- 
ture controls was too slow with the 
result that the boilers cooled excessive- 
ly. Water which was too cool came 
from hot-water faucets before the cir- 
culators were turned off by their 
reverse-acting boiler temperature con- 
trols. 

This serviceman also checked the 
speed of response of the boiler temper- 
ature controls on these jobs, which 
started and stopped the oilburners to 
keep the boilers hot. First he opened 
a hot-water faucet long enough to 
cause the burner to start; he lowered 
the setting of the room thermostat to 
keep the circulator idle. After the 
burner started, he closed the hot-water 
faucet and waited for the burner to 
stop. 

At this point the boiler was at its 
maximum temperature, the serviceman 
reasoned, and he was ready to make 
his time check. He opened the hot- 
water faucet wide again, and meas- 


ured the number of minutes which | 


elapsed before the boiler temperature 
control started the oilburner. 


The best performance he happened | 


to encounter involved oilburners start. 
ing four or five minutes after he 


opened the hot-water faucets — he | 


called this four or five minute “burner. 
start lag.” Such excellent performance 
was produced by highly sensitive ek 
ments of boiler temperature contro 
located directly under the tankles 
water heater coils. Cooled rapidly by 
the flow of cold water into them, the 
coils quickly cooled the boiler water 
surrounding them. Relatively coo 
boiler water, flowing down from the 
tankless coils, quickly affected the 
boiler temperature controls and caused 
them to start the oilburners. 

One truly excellent steel boiler, not 
more than three years old, performed 
outrageously poorly when checked for 
“burner-start lag” on the basis outlined 
above. A hot-water faucet was opened 
wide when the boiler temperature was 
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Walker M. Pate's instant-acting control system depends on the use of the water 
flow switch in this wiring diagram, which is made to his specifications by a con 
trol manufacturer. It is piped into a water line so that water flows through it 
when hot water is drawn—it may be in the cold-water line which feeds a tankless 
water heater. While no hot water is being drawn and while hot water is being 
drawn at a rate no higher than one gallon-per-minute, switch is as drawing 
shows it. ‘““C” connects to ‘“W,” therefore (1) line-voltage room thermostat can 
start circulator, and (2) boiler temperature is kept at 180°F. by action of left 
hand boiler temperature control. A rapid draw of hot water, at rate in excess 
of one gallon-per-minute, snaps switch so that “C” no longer contacts W, 
but contacts ‘‘R” instead. As the results: (1) circulator cannot run; is stopped - 
stantly if it was running, and (2) control.of oilburner is shifted to right-han 
temperature control, set at 200°F., therefore if burner was idle it now starts. 
The two temperature controls may be set higher, at 190°F. and 210°F. Differ 
ence between their settings should always be 20°F. 
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at its maximum—22 minutes went by 
before the boiler temperature control 
started the burner. The boiler, burner, 
and tankless water heater were truly 
excellent, but the hot water supply was 
intolerably bad because the control lag 
was sufficient for the boiler to become 
far too cool before the burner was 
started. 

Control lag, on the basis described 
earlier, depends on many factors. 
Among these are sensitivity and rapid 
action of the direct-acting and reverse- 
acting boiler temperature controls. 
Recognizing the importance of this 
factor, in recent years several control 
manufacturers announced new boiler 
temperature controls of outstanding 
sensitivity and speed. 


Other Factors 


Other important factors related to 
control lag include locations of con- 
trols on boilers, relative weight of 
boilers and the water in them, over- 
loading or underloading boilers with 
radiation loads, speed of circulation 
through heating systems and radiation 
temperature drops, and the paths 
through which the water flows through 
boilers with circulators running. 

Internal circulation of water within 
the boiler with the circulator idle is 
another factor. Still another has to 
do with the design of the tankless 
water heater and its placement within 
the boiler. 

Relatively large house-heating boil- 
ets, fired at rates above 2.0 or 2.5 gph, 
often provide excellent hot water from 
tankless coils despite considerable time 
ag in the action of their temperature 
ontrols, That is not true for small 
wilers, fired at rates lower than 1.25 
ih. To provide excellent hot water 
® tap, these small boilers must have 
‘ontrols that respond rapidly. Thus 
with little or no time lag, the small 
t medium-size boiler can provide hot 
water in an exceptional manner. 

Carrying this thought further, if 
ju could eliminate the control time 
a entirely, you could make a small 
boiler perform as well as a larger boiler 
tdinarily performs—with respect, of 
‘urse, to the excellence of the hot 
“ater supplied by its tankless water 
‘eating coil, 

ese points seem to have been on 
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Pate's CB-135 Imperial Dual Purpose Water Heater, which uses the unique 
control arrangement shown in the drawing. Steel cabinet matches kitchen equip- 
ment, is available in white or any color, with or without a stainless steel table top. 
The Imperial is shipped completely assembled and wired. Included in it are the 
hot-water circulator, the expansion tank, ASME pressure-relief valve, automatic 
feed valve for closed hot-water heating system, firebox made of insulating-type 
refractory material, mixing valve to govern temperature of hot water from 
faucets, and many other specialties. 


the mind of the manufacturer of the 
Imperial oilfired boiler when he devel- 
oped the unique control wiring dia- 
gram shown in the accompanying 
illustration, for the objective of his 
control arrangement is to eliminate-- 
literally eliminate—time lag of the 
type present in the hot water controls 
of usual hot-water heating boilers 
fitted with tankless water heaters. 
The man who developed this control 
arrangement is Walker M. Pate, of 
The Pate Company, Walnut at Moore 
St., Darby, Pa. His complete address 
is given here because, though he has 
taken steps to protect his unique con- 
trol ideas by patents, hot-water heating 
enthusiasts interested in the academic 
aspects of his control arrangement may 
desire to write directly to him for 
answers to their technical questions. 
Pate’s thinking starts with the 
fundamental that in the typical Amer- 
ican home being built today the oil- 
fired boiler must be sized to handle 
the water-heating load—not the house- 
heating load. That’s because satisfac- 
tory tankless water heating depends 


on firing the boiler at a certain mini- 
mum gph rate, which is higher than 
the minimum gph rate needed for 
proper house heating. 

Because typical American homes of 
today are effectively heat-insulated 
and are not overly large, many can be 
well heated by boilers fired at from 
.85 to 1.00 gph. But, under ordinary 
conditions you can expect a 1.0 gph 
firing rate to provide only two gallons 
per minute of hot faucet water, 100°F. 
rise basis. That’s with the boiler work- 
ing only to heat water using a tankless 
water heater—not carrying any house- 
heating load at the same time. 

Pate’s fundamental of emphasizing 
the water-heating load, not the house- 
heating load, causes him to avoid a 
firing rate as low as 1.0 gph—because 
even in smallest homes it cannot, to 
his way of thinking, provide sufficient 
hot water on tap. 

Thus his Imperial “Dual purpose 
water Heater,” shown here, always is 
fired at 1.35 gph, even in homes hav- 
ing such low Btu heat losses that their 

(Please turn to page 177) 
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Pacific Coast Meeting has 
Convention and Exposition 


_" ALERT, aggressive and highly in- 
terested 1,200 members of the 
oilheating and fueloil industry at- 
tended the 12th annual convention 
meeting at Seattle, Wash., and the 
4th Pacific Coast oil heat Exposition, 
both of which took place March 17 to 
30. The Oil Heat Institute of Wash- 
ington acted as host organization. The 
Exposition was held at the Civic Audi- 
torium; the OHI meeting convened at 
the Olympic Hotel. 

The programs were well attended, 
sparked by the “alert aggressiveness,” 
which stemmed from the industry’s de- 
sire to increase sales and profits during 
1955; also from an awareness that nat- 
ural gas is due to enter the market 
within the next 12 to 24 months. Dis- 
cussions and speeches related to this 
competitive topic overshadowed all 
other items and gave added interest 
to the fueloil and oilheating dealer 
management and merchandising sub- 
jects covered. 

At the opening session on Friday 
morning, March 18, Fred Griffin con- 
ducted the meeting as master of cere- 
monies. S. E. Stretton, president of 
the Seattle Chamber of Commerce, ex- 
tended “Greetings.” 


Gas Competition 


He was followed by a panel discus’ 
sion, moderated by Charles R. Hollo- 
way, Jr., of Portland, Oregon, on 
“What is at Stake” in the coming bat- 
tle with natural gas. Other topics dur- 
ing the morning included “Public Re- 
lations Today” by Roderick Stephens, 
whose public relations firm is handling 


the OHI of Washington’s campaign to 
keep oil the most accepted fuel in the 
state. Election of trustees then pre- 
ceded a report by President Fred P. 
Griffin on the organization’s growth. 


E. J. McClanahan, vice-president 
and director, Standard Oil Co. of Cali- 
fornia, addressed the luncheon meet- 
ing on the 18th. Speaking about “It’s 
your Business,” he said: “In the past 
few years many of the oilheating deal- 
ers in various parts of the country have 
allowed themselves to become more or 
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less paralyzed by the prospect of nat- 
ural gas moving into their markets. 

“They have said to themselves that 
there’s nothing we can do about it, so 
why do anything? They are letting cus- 
tomers drop away from them because 
they refuse to look realistically at their 
own position and at their competition. 
This is not going to happen here in the 
Pacific Northwest!” 

McClanahan outlined his concept of 
the needs for selling more oilheating, 
stressing courtesy, publicity and pro- 
motion, good selling, good service and 
efficient management. “Make sure your 
truck drivers are something more than 
truck drivers and deliverymen,” he 
said. “Train them to be salesmen.” 


Michelson on Salesmen 


Arnold Michelson, 
president, Minneapolis - Honeywell 
Regulator Co., also spoke during the 
luncheon meeting. He emphasized the 


eastern vice- 


responsibility of sales managers in all 
strata of the oilheating distribution pat- 
tern, remarking, “There are no real 
failures among oilheating and fueloil 
salesmen, just failures of their sales 
managers to properly train, equip and 
inspire them.” 

Dick Lennington was master of cere- 
monies of the March 19 morning ses- 
sion, which featured a talk by Frank 
P. Scully, Scully Signal Co., Melrose, 
Mass., on “Making oil Heat modern.” 
He pointed out that the only successful 
competition with gas lies in a com- 
pletely automatic delivery system. “For 
many years,” he began, “automatic 
oilheating was used to describe any sys- 
tem in which the oil was automatically 
controlled. But oilheating is not truly 
automatic unless the cycle is completed 
—the delivery of the oil to the house- 
holders also should be automatic. The 
clean and efficient delivery of heating 
oil should place no more burden on the 
homeowner than the delivery of wa- 
ter, gas or electricity.” 

The luncheon meeting that followed 
heard Selwyn Eddy, general sales man- 
ager, West Coast Shell Oil Co., dis- 


cuss, “How secure is your Future?” 


He outlined the past and probable fu- 
ture growth of the Pacific Northwest 
in population and industry, pointing 
out that the growth of the markets in- 
sure security to a service and supply 
industry if it lives up to its responsi- 
bilities. 

He also explained that the industry 
is strengthened by the growth of sup- 
ply and refinery facilities in the North. 
west, where several new refinery and 
storage areas are being built adjacent 
to the principal urban areas by the 
major oil companies. 

Cy Burg, vice-president, Iron Fire- 
man Mfg. Co., Cleveland, and a vice- 
president, Oil-Heat Institute of Amer- 
ica, addressed the luncheon meeting. In 
talking about “The three bad Bogey- 
men,” Burg emphasized that “The pil- 
low fight is over,” calling for intelli- 
gent and sustained salesmanship to sup- 
port the American economy in general 
and the oilheating industry in particu- 
lar. 

He described the old-fashioned door- 
bell ringing and “law of averages” 
selling that requires work with a capi- 
tal “W” and introduced the three 
bogeymen as “Inertia,” ‘‘Pessimism” 
and “Delay.” Burg concluded with a 
rousing solution to the problem of 
overcoming them in the 1955 sales race. 


Griffin re-elected 


Fred Griffin, Griffin Fuel Co., Seat: 
tle, was re-elected president of the Oil 
Heat Institute of Washington during 
the convention, along with J. B. Huf, 
Western Fuel Co., Yakima, re-named 
secretary; John A. Hall, Watson-Hall, 
Seattle, treasurer and Robert G. Elm 
slie, managing director. Flavin Cro- 
teau, Diamond Ice & Fuel Co., Ta’ 
coma, was elected vice-president. 

New trustees named include: J. E. 
Adams, Bremerton; Douglas Howe, 
City Fuel, Tacoma; Everett Jensen, 
Jensen Fuel Co., Tacoma; John W. 
Stephens, Taussig Kaufman Co., 
Walla Walla; Earl B. Derry, Derry 
Oil Co., Spokane. 

Besides these and the officers, tru’ 
tee holdovers from previous elections 
include: Ted Clarke, Northwest Fuel 
Co., Bellingham; Lloyd Lofthus, 
Lofthus Oil Co., Bremerton; Roy 
Sievers, H. E. Seiffert Co., Everett; 


(Please turn to page 179) 
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1954 Installations were 738,048 


fie FINAL ESTIMATE of domestic 
oilheating installations for 1954 
is 738,048 or 3% below the prelimi- 
nary estimate published in the Janu- 
ary issue. Last year there was a 3% 
correction in the opposite direction for 
the final figure. 

The year 1954 turned out to be 10% 
below 1953 in oilheating sales and this 
change was caused almost entirely by 


This is an interesting observation in 
view of the low price of competitive 
fuels in most of the large Midwestern 
cities. 

The industry continues to do fairly 
well in the new home field although we 
did show a small drop during the year 


in spite of the fact that there were more 
new homes started. In future years 
there is no question but that we mug 
take an increasing share of our bus: 
ness from this application. 

The new total of 7,581,973 oilburn 
ers in use at the start of this year com 
pares with the gas industry’s new total 
on that date of 6,958,700. Thus we are 
still ahead of competition by about 9%, 


Distillate Oilburner Installations by States, 1954 


Burners 


——— INSTALLATIONS 


Lost to Burners 


In Use New  Replace- Conver- Other In Use 


the conversion category. In this we are 
not talking about conversion oilburn- 
ers but rather conversions of existing 
homes from another fuel to oil. 

For some years this conversion busi- 
ness has been slowing down largely be- 
cause there are fewer coal-heated fur- 
naces left in the country but partly be- 
cause less sales effort is being made in 
this direction. 

Actually there are still some eight 
million centrally heated homes using 
coal and most of these will eventually 
either be converted to oil or gas. 

To arrive at the final 1954 figure 
this was the calculation used: 


781,988 
32,962 


Factory shipments 
Less exports of 


Net domestic shipments 749,026 


Dealer Stocks 
Jan. 1, 1954 69,207 
Jan. 1, 1955 80,185 


Stocks rose 10,978 


738,048 

Notice in the table of sectional per- 
centages that the Midwestern States 
again were the leaders in rate of gain 
over the previous year. That area now 
has more than 27% of the nation’s 
total oilburners while its new installa- 
tions in 1954 were more than one-third 
of the nation’s total. 


Indicated installations 


Sectional Percentages 
1954 Total 
Installa- In Use 
tions 1/1/55 
16.0% 17.1% 
35.6 : 


Gain 
Over 
1/1/54 
8.0% 

6.8 


New England 
Mid-Atlantic 
South Atlantic OE : : 
Midwest 33. ; 10. 
South Central 
Mountain 


Pacific 


All Sections 100.0 


8.0 
Conversions caused the Drop 


1953 1954 Change 
New Homes 323,582 317.355 — 6,227 
Replacements 104,567 118,080 +13,513 
Conversions 395,216 302,613 —92,603 





TOTAL 823,365 738,048 —85,317 


68 


1/1/54 
82,945 
83,659 
23,302 
634,234 
86,858 
286,936 


Homes 
5,586 
4,826 
1,804 

34,137 
5,458 

15,494 


Maine 

New Hampshire 
Vermont 
Massachusetts 
Rhode Island 


Connecticut 


ments sions 
1,397 2,833 
1,207 2,455 

451 919 
8,538 17,328 
1,365 Deli. 
3,876 7,863 


Total 
9,816 
8,488 
3,174 
60,003 
9,595 
27,233 


Fuels 
408 
353 
132 

2,496 
399 

1,133 


1/1/55 
90,956 
90,587 
25,893 

683,203 
94,689 

309,160 





1,197,934 67,305 


1,241,859 34,229 
645,624 18,518 
608,860 19,608 

48,910 1,577 
266,467 7,075 
73,673 1,552 


NEW ENGLAND 


New York 

New Jersey 
Pennsylvania 
Delaware 
Maryland 

Dist. of Columbia 


16,834 


24,098 
13,037 
13,804 


34,170 


50,535 
27,341 
28,953 
Z,a32 
10,454 
2,300 


1,110 
4,981 
1,093 


118,309 


108,862 
58,896 
62,365 

5,019 
22,510 
4,945 


1,294,488 


1,322,759 
689,392 
655,207 

52,641 
283,197 
77,350 


4,921 


3,864 
2,091 
2,214 
178 
799 
175 





2,885,393 


150,796 
2,857 
91,659 
23,887 
16,175 
50,636 


82,559 


8,033 

244 
6,693 
1,744 
1,136 
3,041 


MID-ATLANTIC 
Virginia 

West Virginia 
North Carolina 
South Carolina 
Georgia 
Florida 


58,123 


121,915 


3,004 3,577 
o 108 
2,503 2,982 
652 778 
425 506 
1,137 15591) 





336,010 


356,982 
157,488 
131,716 
371,287 
240,432 
247,613 
126,934 
103,459 
12,298 
57,999 
31,002 
33,481 


20,891 


18,366 
9,212 
8,203 

21,100 

13,614 
9,794 
6,187 
4,693 

718 
2,308 
1,241 
1,532 


SOUTH ATLANTIC 


Michigan 
Ohio 

Indiana 
Illinois 
Wisconsin 
Minnesota 
Iowa 

Missouri 
Kansas 
Nebraska 
South Dakota 
North Dakota 





1,870,691 


12,670 
16,447 1,021 
9,905 577 
1,947 89 
2,985 v5 
11,718 799 
2,610 355 
34,005 1,776 


96,968 
1,243 


MIDWEST 


Kentucky 
Tennessee 
Alabama 
Mississippi 
Arkansas 
Lou siana 
Oklahoma 


Texas 


29,475 


7,812 


5,583 
2,800 
2,494 
6,414 
4.138 
2,977 
1,881 
1,427 
218 
701 
377 
465 


9,306 


280 
11,606 
10,337 
26,585 
17,158 
12,323 
7,800 
5,910 
909 
2,895 
1,556 
Bo 
122,132 
343 481 
282 395 
159 223 
2) 34 
37 51 
220 309 
98 137 
490 687 


262,597 


14,614 
443 
12,178 
3,174 
2,067 
75999 


38,009 


47,087 
23,618 
21,034 
44,099 
34,910 
25,094 
15,868 
12,030 
1,845 
5,904 
3,174 
3,912 


248,575 


2,067 
1,698 
359 
148 
221 
1,328 
590 
2,953 


9,321 3,080,546 


464 161,942 
14 3319) 
386 =: 100,948 
103 26,306 
66 17,751 
173 54,859 





1,206 


Fe Re 
2,986 
2,659 
6,840 
4,413 
3,175 
2,005 
1,521 
233 
748 
402 
497 


31,432 


365,001 


392,533 
175,320 
147,597 
412,132 
266,791 
266,555 
138,916 
112,541 
13,692 
62,454 
33,397 
36,431 


2,058,359 


129 14,265 
106 17,757 
60 10,645 
2,061 

3,155 

12,743 

3.065 

36,286 


—_—_——— 





5,993 


701 
1,218 
296 
738 


SOUTH CENTRAL 92,287 


8,531 
17,284 
4,419 
12,685 
12,514 1,107 
12,225 775 
2,978 74 
14,884 258 


Montana 
Idaho 
Wyoming 
Colorado 
Utah 
Nevada 
New Mexico 
Arizona 


1,654 2,317 


133 568 
231 987 
56 238 
140 598 
210 897 
147 628 
14 60 
49 210 


9,964 


1,402 
2,436 
590 
1,476 
2,214 
1,390 
148 
517 





5,167 


18,528 
9,041 
10,903 


MOUNTAIN STATES 85,520 


212,848 
129,459 
207,467 


Washington 
Oregon 
California 


980 


1,542 
752 
908 


4,186 
4,138 
2,016 
2,433 


10,333 


24,208 
11,809 
14,244 





PACIFIC STATES 549,774 38,472 
UNITED STATES 7,017,609 317,355 


3,202 8,587 


118,080 302,613 


April 
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50,261 
738,048 


99,977 


9,525 
19,012 
4,837 
13,732 
14,084 
13,324 
3,083 
15,251 


92,848 
233,802 
138,480 
218,472 


—— 


590,754 
55,604 7,581,973 
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Chemical Treatment 
ot boiler Water 


Part Two: Here are some actual case Histories of boiler-water Treatment 


by 
Jean L. Dupuis 


\ ban SHOULD READ the first article 
on this subject, which appeared in 
the February issue of FUELom & OiL 
Heat, if you want to know precisely 
why chemicals must be used in big boil- 
ers to protect the boiler metal against 
chemical attack by the boiler water and 
to minimize formation of scale in the 
waterways of the boilers. 

Typical damage to boilers, caused 
by failure to treat the boiler water 
chemically, was shown by two photo- 
graphs in the first article. One photo- 
graph showed an eaten through fire- 
tube and the second photograph 
showed why a cast-iron boiler failed 
—many of its waterways were blocked 
completely with lime, which is chemi- 
cally limestone, and which makes 
short work of wrecking a boiler of 
any type. 

Also in the first article was a detailed 
account of the work performed by the 
Water Service Laboratories, Inc. to 
“muke boiler water extremely kind to 
boiler metal,” thus avoid chemical at- 


sowern} WATER ANALYSIS | oars 
ADDED 


DATE 


g 
Qo 


Card | — These numbers and notes 
give the full story of the private life 
of a boiler, as far as the chemistry of 
its boiler water is concerned. In the 
language of the experts of Water 
Service Laboratories, Inc., this boiler 
is used for heating service only. Ac- 
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tack on the boiler metal, and to avoid 
formation of destructive scale in com- 
mercial and industrial boilers. 

The two tables which illustrate this 
second article represent cards from the 
Kardex files of the Water Service 
Laboratories, Inc. Each boiler serviced 
by this company has its card in the files. 

You can gain a thorough under- 
standing of the problems faced by 
water-treatment specialists, if you have 
the benefit of an expert’s interpretation 
of the data on the cards. Or if you pre- 
fer, you can consider yourself as listen- 
ing to water-treatment experts discuss- 
ing their problems, as you read the 
next part of this article. You can ob- 
tain good ideas of what you must learn, 
if you too aspire to become expert in 
this field of prolonging the lives of big 
boilers by feeding proper chemicals 
into the boiler water. 

Card 1 reports on a boiler which 
receives Catskill supply water in New 
York City. As was pointed out in the 
first article on this subject, the type of 
water a boiler receives is of tremendous 
importance to water-treatment experts 
—and, surprisingly, within a certain 


#1 
REMARKS 


tually the boiler is equipped with a 
tankless water heating coil. However 
and contrary to the rule as far as oil- 
fired boilers usually serve, in this case 
the boiler heats water only when heat 
is needed. During the summer months, 
other equipment provides hot water. 


city the water on tap can differ greatly 
in different neighborhoods. 

The Catskill supply water given ¢ 
the boiler of Card 1 analyzes thusly: 


Total hardness 22 ppm as CaCO; 


Calcium ee . 
Magnesium i i 
AlkalinityM.O. 11 “ 


AlkalinityP.T. OO “ “ 
Carbon dioxide 3 ppm as COz 


Chloride : ee yO 
Sulfate 1 ae 
Silica 2°06 Ol =e 
pH 7.0 


Used for heating service only, this 
boiler holds 1,850 gallons of water. 

A consulting engineer represented 
the owner of the boiler. He requested 
of the Water Service Laboratories ex- 
perts that for this boiler the boiler 
water treatment by primarily of the 
chromate type. After consultation with 
the experts, it was agreed that a mini 
mum of 500 ppm of sodium chromate 
(NagCrO,) should be maintained in 
the boiler water—-and that chemical 
should be added when the sodium 
chromate fell below 500 ppm. 

The pH range desired for this par’ 
ticular heating boiler was 8.0 to 10.0, 
it was agreed. 

Blow-down was to be no more than 
required to limit the total solids to 
approximately 30 times the solids in the 
city water used for make-up; this cor’ 
responds to a chloride limit in the boil: 
er of 90 ppm. That 90 is the product 
of multiplying the before-mentioned 
30 by 3, the chloride analysis of the 
city water. 

A chemical charge of 20 quarts of 
liquid chromate was computed, to be 
added initially to the boiler water. This 
initial charge would bring the sodium 
chromate content of the boiler water 
to above 500 ppm, the chemical engr 
neers figured. A sample of boiler water 
would be analyzed each month onthe’ 
job to determine if its sodium chromate 
content was below 500 ppm. 
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As a supplier of oil burners and kindred equipment, it’s 
your vital concern that the components intended for a heating 


installation be properly coordinated to operate dependably. 


To that end it’s your best bet to represent a source of supply 
that can fill your needs promptly and efficiently from the 


most extensive and versatile line of approved equipment, 


accessories and specialties from the fuel oil tank heater right 


In Preferred Utilities you have such a source 


Sa + —— down the line to the heavy oil burner itself. 





sound 


technical experience and quality products engineered to fit 


together in a complete system that will operate properly right 


from the start and keep your customers reordering. Profitwise 


it pays to go all the way with Preferred Utilities. 
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ADDITIONAL PREFERRED PRODUCTS TO SERVE YOU RIGHT 


Oil tank gauges Relief valves Electric immersion heaters Protective refractory coatings 
Check valves Pressure gauges for heavy oils Condensate return systems 


Heavy oil valves Pressure regulating valves Temperature regulators Observation ports 
Oil strainers Tank outlet heaters Pipe cement and joint compound Water heaters 
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The Preferred catalog will help you. Write for a copy. 


PREFERRED UTILITIES MANUFACTURING CORP. 


1860 Broadway Dept. OH-5 New York 23, N. Y. 
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Additional details were planned. If 
the monthly on-the-job test (or field 
test) showed the sodium chromate of 
the boiler water to be below 200 ppm, 
a full charge of 20 quarts of liquid 
chromate would be added to the boiler 
water. If the monthly field test showed 
the sodium chromate cf the boiler 
water to be between 200 and 500 ppm, 
a half charge of 10 quarts of the liquid 
chromate would be given the boiler. 


Case History 


Card | tells water-treatment experts 
the same kind of dramatic story that 
oilburner service records tell oilburner 
experts—it deals in terms of starting 
up an installation, inspection trips on 
which everything was found to be all 
right, and emergencies or near-emer- 
gencies which resulted in rapid action. 

Studying Card 1, first you see that 
on 8/20 when the water treatment was 
started, the analysis of the water in the 
boiler checks fairly closely with that of 
the Catskill supply water listed earlier 
in this article. Notice the pH reading 
and the chloride reading in columns 
“E” and “F.” That checks with the 
fact that the boiler had been drained 
for inspection and refilled, as noted in 
Remarks, column “H.” 

Arriving on the job on 8/20, the 
water-treatment expert first made the 
NaeCrQ, field test of a sample of water 
drained from the boiler. Result of the 
test is in column “C” of Card 1. Then 
as column “G” reports, he pumped 20 
quarts of liquid chromate into the boil- 
er. Though the notes on the card do 
not indicate this, he followed his stand- 
ard practice of requesting that the 
boiler be fired and steamed for a few 
minutes to circulate the water in it and 
mix the chemical with the boiler water. 

Leaving the job, the water-treatment 
expert took with him a sample of the 
boiler water, drawn from the boiler 
before the chemical was put into the 
boiler. He delivered this to his head- 
quarters, the laboratory, where within 
a few days it was analyzed to produce 
the data in columns “D,” “E,” and 
oR 

Arriving on the job 9/10, the ex- 
pert expected to have his field test re- 
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port the effect of his adding the 20 
quarts of chemical to the boiler water 
on his previous visit. He expected a 
reading of over 500 from his field test 
for sodium chromate in the boiler 
water. Column “C” shows he obtained 
a reading of only 200. Knowing from 
this that the boiler had not been fired, 
as “Remarks” on the card indicates, he 
again requested the engineer to fire the 
boiler. 

Notice column “E” of 9/10. Also 
because the boiler had not been fired 
since the chemical was added to the 
boiler water, the pH reading of the 
water taken from the boiler on 9/10 
was lower than it should be. You wiil 
recall that the use of chemicals is sup- 
posed to maintain the pH of this boiler 
water between 8.0 and 10.0—that’s 
one phase of making the boiler water 
“kind to metal.” 

The third visit, 9/20, had gratifying 
results. The field test for sodium chro- 
mate in the boiler water showed above 
500. Because he obtained this reading, 
the expert added no chemical. 

The laboratory tests of the water 
taken from the boiler on 9/20 also pro- 
duced good readings. Column ‘“D” 
backs up the field test nicely by show- 
ing 750. The pH reading in column 
“E” is 8.3—above 8.0, as is the aim. 
The chloride test, reported in column 
“F,” is below the maximum of 90, 
which was set as the high limit—there- 
fore there is no need to reduce the 
solids in the boiler water by blowing 
down the boiler to any greater degree 
than it has been blown down previous 
to these tests. 


April 
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Card 2 — Blow-by-blow account of 
the chemical doings in the waterways 
of another boiler which is used only 
for heating. The appearance of 
“100” in column “C” means the test 
gives a PT-Alk reading of less than 
100. The values in columns “C” and 
“G” reveal to boiler-water experts 
either excessive blow-downs, or exces: 
sive loss of steam or condensate—from 
these numbers, experts can tell which 
of these two troubles is affecting the 
chemical make-up of the boiler water. 
The numbers in column “G,” the 
chloride column, permit an expert to 
draw up precise instructions for prop- 
er blow-down. The reading of less than 
100 of column “C” on 1/28 told ex: 
perts that excess make-up water 
(necessary because of bad leak in con- 
densate lines) had used up all the 
chemical—this formed sludge in the 
boiler, but if high-alkalinity treatment 
were not being used, scale would have 
formed instead of the sludge. 





The field test of the next visit, 
10/20, showed something to be amok. 
On this date, for his field test the ex 
pert obtained a reading of zero, where- 
as he should have obtained a reading 
over 500. 

The lab tests of the water taken 
from the boiler on 10/20 back up the 
field test in calling for immediate ac’ 
tion. Like the field test, the lab test for 
sodium chromate is entirely too low. 
The pH test also is too low—it’s 7.6, 
whereas 8.0 has been planned to be the 
minimum. The chloride test is all right. 
indicating simply that the boiler does 
not need additional blow-downs. _ 

As the result of the low reading his 
field test gave him on 10/20, the expert 
pumped into the boiler a full charge of 
20 quarts of liquid chromate. While on 
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PETROMETER =ccs:, LIQUID DEPTH GAUGES 


ror: Industrial and Domestic Oil Burner Installations 
Storage Tanks for Industrial Liquids 
Bulk Plants for Petroleum Products 
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BOARD 
STANDARDS ro "sores 
CITY OF NEW YORK 


OUTSTANDING 


7 1. Simple, trouble-free design—No mechanical or electrical gadgets. 
FEATURES: Operates on unfailing principle of static pressure. 


2. Constant Accuracy—Large vertical 
gives constant, accurate readings. 


scale, with clearly visible red liquid column, 


3. Easy Installation—Gauges can be installed on tanks above or below the ground and up to %4 


mile from the tank. Tank assembly can be installed 


even when there is liquid in the tank. 


Complete measuring unit consists of the Petrometer Gauge and a tank assembly unit. The latter 
consists of a 1%” copper tube transmission line and an air bell which is positioned at the bottom 


of the tank. Just one simple connection to tighten 


HOW TO SELECT THE PETROMETER: 


at the gauge. 


Select the right gauge from the table below. 
To obtain correct length of tank assembly 


1. Determine the maximum depth of liquid in the measure the distance from the gauge to the 


tank when it is full. 


bottom of the tank. Tank assemblies are 


2. Determine the specific gravity, Baume or API of supplied in multiples of 10 feet. 


the liquid in the tank. (Or fuel oil number). 





Se RTFIC AL 


LIQUID USE USE 
BAUME | TYPE 112 |TYPE 114 


TAN K ae ir eS 


USE USE USE USE 





Complete 
Tank 
Assembly 


SOME OF THE 
LIQUIDS THAT 
CAN BE MEAS- 


TYPE 225) TYPE 227 | TYPE 339) TYPE 3312) wureo INCLUDE: 





GASOLINE 60° |1” to 58"] to 84” 


to 97” | to 129” | to 159” to 192” 


Fuel Oil Acetone 





FUEL OIL #1 40° | 1” to 52") to 74” 


to 87” | to 115” | to 142”] to 171” 


Water Silicate 





FUEL OIL #2 | 35° |1” to 51"] to 73” 


to 85” | to 112”] to 138”| to 167” 


Gasoline of Soda 
Insecticides 





FUEL OIL #3 | 30° |1” to 48] to 70” 


to 82” | to 108” | to 134”| to 162” 


Kerosene 


Sewage 





FUEL OIL #4 | 25° |1” to 47] to 68” 


to 79” | to 104” | to 129” to 156” 


Benzine Asphalt 





FUEL OIL #5 20° | 1” to 46] to 67” 


to 77” | to 102” | to 126”| to 152” 


Lube-Oil Food Oils 
Acids _— Paints 





FUEL OIL #6 15° |1" to 44] to 65” 


to75” | to 99"1 to 121”1 to 146” 


Alcohol Varnishes 





] 
1 
1 
] 
] 
] 
] 
] 


WATER 10° |1” to 43] to 62” 

















to72” | to 95”"1 to117”"| to 141” 











Naptha Waxes 








LIQUIDEPTH ciésvour vac 








Here is the perfect partner for your PETROMETER 
TANK GAUGE. The LIQUIDEPTH CLEANOUT 
VALVE provides safe, easy, vapor-tight access to 
tank bottoms—from a remote point—for quick 
REMOVAL of WATER and SLUDGE. 


Fool-proof features ELIMINATE the danger of 
FIRE and EXPLOSION where volatile liquids are 
stored in buried systems. All integral parts are 
made of non-sparking brass, bronze and phos- 
phor bronze.. The Liquidepth Safety Cleanout 
Valve is actually a combination of three valves, 
each operating independently and automatically. 





For cleaning out clogged instrument transmis- 
sion lines and other lines where no automatic 
means for blowing-out are provided. Uses CO, 
‘cartridge. Completely safe for all petroleum 
Products. Incorporates 4” female pipe con- im 9 
‘ection that can be adapted to any fitting that § | 
may be encountered. For use with other liquids, 


check with liquid supplier. 


LIQUIDEPTH INDICATORS 


y 6 
INCORPORATED Voie g10* 









Industrial Gauges & Controls: 





LIQUIDEPTH also manufactures a com- 
plete line of industrial Liquid Depth 
Gauges and Liquid Level Controls for 


the chemical, petroleum, paint, food 





and other process industries, for ma- 
rine dry docks, bulk storage plants 
and many other applications. Liqui- 
depth also designs multi-gauge panel 


units for central control systems, 


Send today for 
Bulletin 2004 





43-22 TENTH STREET * LONG ISLAND CITY 1, N.Y. 
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the job, he did not see the engineer in 
charge of the boiler. He did not have 
the opportunity to mention the odd 
results of his field test. 

Immediately after checking the re- 
sults of the laboratory tests of the 
water taken from the boiler on 10/20, 
a laboratory executive telephoned the 
chief engineer to inform the field and 
lab tests showed things were wrong in 
a big way. As “Remarks” of 10/20 
show, the phone call brought to the 
laboratory the information that a leak 
in the boiler’s tankless water-heating 
coil was flooding the boiler; three or 
four times a day, water had to be 
drained from the boiler as the result. 
Amounting to excessive blow-down, 
this was water-treatment 
chemicals from the boiler. The result 
was that for 10/20, columns “C,” 
“D,” and “E” have numbers almost 


draining 


the same as they would be if no water- 
treatment chemicals were being used 
in this boiler. 

Informed that from a viewpoint of 
protecting the boiler there was great 
urgency to repairing the tankless 
water-heating coil, the engineer in 
charge of the boiler expressed surprise 
and said he would have the repairs 
made at once. 

He did, too, as the card shows on 
the line of 11/18. He made the re- 


... . Boiler water Treatment 


pairs so quickly following 10/20 that 
the results of the chemical charge put 
into the boiler on that date were not 
lost. It is clear that the tankless coil was 
repaired without draining much water, 
and chemical, from the boiler. 

The card shows routine testing and 
attention from now on until 2/21, 
when the lab tests bring out greatly ex- 
cessive chlorides in the boiler water, in 
column “F.” Total solids in the boiler 
water are excessive—the number in 
column “F” as of 2/21 should not be 
higher than 90, but actually it is 120. 

Again, the laboratory executive 
makes a speedy phone call to the chief 
engineer of the boiler room, to inform 
him he is using far too much make-up 
water. That surprises him, for because 
the boiler is given water by an auto- 
matic water feeder, he had been un- 
aware of trouble of this type. 

“Better do two things,” the lab man 
tells the chief engineer. “First, switch 
immediately to greatly increased blow- 
down. Starting right now, blow down 
100 gallons per day. That’s to blow out 
the excessive solids which have been 
accumulating in your boiler. 

“Second, now that we know the sys- 
tem has a bad condensate leak, it’s best 
that the leak be found and repaired 
without delay.” 

Again the chief engineer provided 
splendid cooperation. When the Water 
Service Laboratories field man checked 
the job seven days later because he was 
concerned about the welfare of the 





Once the amount of boiler treatment chemical has been determined, the operator 
uses his pump set in this fashion to inject the right solution. 
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Leaving after he made on-the-job tests 
of boiler water and added suitable 
chemicals, this Water Service Labora: 
tories employee carries a chemical con: 
tainer in one hand. In the other he has 
the AC-DC pump set he uses to feed 
treatment compounds into boilers. 


boiler, he found that a bad leak in a 
condensate line had been located and 
repaired. See the 2/28 notes. No longer 
needed, the stepped-up blow-down had 
been discontinued. 

The low field test reading of 200, on 
2/28, had been caused by the blow- 
down of 100 gallons per day. Because 
of this low field test reading, the water’ 
treatment expert gave the boiler a 
charge of 10 quarts of chemical on this 
trip, as the card shows. 

The last two filled-in lines of Card 1 
are in one sense merely routine. In an 
other sense the 3/20 and 4/18 notes 
are gratifying to the degree of being 
exciting, for just as a reading of 13% 
COz can excite a combustion expert, 
these readings can cause a water-treat: 
ment expert to be thrilled by the won 
derful, modern protection being given 
this boiler. 

The pH test, listed in both Card | 
and Card 2, is one factor in corrosion 
control. Too low a pH reading of boil- 
er water indicates an approach into the 
corrosive range: too high a pH read: 
ing means greater chances of scale for: 
mation. 

If you cause the pH of boiler water 
to be excessive, you invite the precipr 
tation of the solids dissolved in the 
boiler water—whereas actually you 
should aim to keep certain chemicals 
solution in the boiler water. 

Particularly with respect to boiler 
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AN IMPORTANT ANNOUNCEMENT! + 
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America’s Foremost Industrial Training School 
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NCA 


Intensive 5 Week 
Evening Course in 


ee 


INDUSTRIAL OIL BURNER 


Installation and Service 


including License Preparation for N.Y.C. exams 


E Ki R 0 L L R, 0 W ! ’ Fives? Prociied Equipment 


¥ Free Placement Service 
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New Classes ¥ Approved for Korean Vets 
Start May 23rd ¥ Convenient Terms Arranged 


Also Courses in: 


Domestic Oil Burner, Refrigeration and 


Air Conditioning—Installation and Servicing 


NOMA 






| 


NR 
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Visit, Call or write 


NEW YORK TECHNICAL INSTITUTE 


est. 1910 
500 Pacific St., Brooklyn, N. Y. (244/4Sssre 


MAIN 5-6220 


Near all subways and L.I.R.R. 


MCL 
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DUMPS an 
SEPARATORS 


for oil burner service 


Direct Drive for 
#1 to #5 oils inclusive 
Ask for bulletin A-1330 









































& e g © & 
Reduction Drive 
for heavy oil 
Ask for Bulletin No. A-1193 


Single and Duplex 


Standard and High Pres- 
sure Baskets instantly and 
easily changed — elimi- 
nates filter replacement 
costs entirely. 


Ask for Bulletin 
No, A-1214 


Single 


Duplex 


for bulk station service 













Direct Drive 
For exclusive use with 
Light oils and Solvents 
Ask for Bulletin No. A-1267 


Interchangeable Service 
Both light and heavy oils— 
tank truck and bulk station 
Ask for Bulletin No. A-1366 


KRAISSL* 


295 WILLIAMS AVE., HACKENSACK, N. J. 
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. .. . Boiler water Treatment 


water of appreciable hardness, an ex- 
cessive pH reading warns of the danger 
of precipitating calcium carbonate and 
magnesium hydroxide—that simply 
means blocking the boiler’s waterways. 

The foregoing might not seem to 
jibe with what you might have learned 
about maintaining pH as high as 11, or 
even higher, in a particular process- 
steam boiler or power-plant boiler. The 
trick is this: In such a case, the water 








given the boiler has been carefully 
| treated beforehand to eliminate hard- 
| ness. Because there are no dissolved 


| salts in this particular boiler water, 
| maintaining extraordinarily high pH 
| cannot invite precipitation of solids 
| and attendant scale formation. 

The test for chlorides has great sig- 
| nificance, and also is reported in both 


| Card 1 and Card 2. Chloride is used 


as a tag to measure the extent of con- 

| centration of salts in boiler water—it 
permits judging whether or not the 
boiler water is approaching a condition 
that leads to scale formation. 

In addition to being an index for 
scale control, the chloride test can help 
as a guide to determine whether or not 

| the boiler and system connected to it 
have excessive losses of steam and con- 
| densate, or boiler water. 

There’s one more value to the chlo- 
| ride test—a great value. It gives the 
boiler-water treatment expert his cue 
for drawing up instructions on proper 
blow-down for the boiler. 
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Column “C” in Card 2 has a label 
“PT-Alk,” an abbreciation for the test 
for phenolphthalein alkalinity. Col 
umn “D” is the laboratory version of 
of the same test. 


Made in the field, the PT-Alk test 
serves, first, to indicate if the pH of 
the boiler water is sufficiently high. 
Second, it serves to indicate if the 
boiler water contains sufficient chemi 
cal charge. The nice, sharp color 
change of this PT-Alk test makes it a 
favorite of many boiler-water experts 
—it’s a highly practical test to make 
on-the-job. 

“MO-AIk” in column “E” of Card 
2, stands for methyl orange alkalinity. 

This is a measure of total alkalinity. 
Using the alkaline silicate treatment, 
applied to the boiler of Card 2, prac’ 
tically all alkalinity in the boiler water 
should be PT-Alk. If the MO-Alk 
shows up to be substantially higher 
than the PT-Alk, something is wrong 
—a check-up on this point is in order. 

Card 2 reports on a boiler used for 


heating service only, having a water 
volume of 2,100 gallons, and located 
in the same water-supply area as the 
boiler covered by Card 1. 

In this case the consulting engineer 





| Kardex file of individual boilers which are treated chemically by Water Service 


| Laboratories. There is one card for each of the boilers this organization tends. 
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Here's a Book on 
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to help you: 


@ Installing 
big boilers 


¢ New Techniques 
for heavy oil 


¢ Oil preheating 
problems 


The book, “COMMERCIAL-INDUSTRIAL OIL- 
BURNING,” contains a series of articles on the sub- 
jects that have appeared in the magazine FUELOIL 
& OIL HEAT, including 12 features by Kalman 
Steiner on the “Design of the industrial installa- 


tion.” 


This series begins with a brief “Introduction to 
industrial Oilburning” and then discusses in suc- 
cession, computing boiler load and selecting 
burner size, combustion volume, boiler types and 
firebox construction, water tube boilers, selection 
of burner and accessory equipment, boiler settings, 
function and operation of primary controls, other 
controls, function and application of fueloil pre- 
heaters. Plus other outstanding features. 

This 80-page book is available with self-cover, 
814 x 11 page size, profusely illustrated with 
Photographs, charts and diagrams. Price: $2.00. 
Please remit with order. We pay postage. 


Heating Publishers, Inc. 
2 West 45th St. 
New York 36, New York 
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Here are 
THREE IMPORTANT 7 
REASONS... @ 


Colate Misl-ta- 
fol d—ma isle) a-9) 


FGO Series... 
| GAS-OIL BURNER — 
6 models in capacity 
to 3,500,000 
BTU input. 


1) POWER combi-matic offers 
the most complete line and 
(ole hZelata-to Me l-S1(e aM col am ito lat} 

oils and gases. 


Zz Now! centrolled com- 
bustion on both gas and 
oil... with higher efficiency and lower operating costs. 


Positive and complete safety with a pre-purge 
rol-Valolo MAM (olalelol ce MMe) ol-1aelilile a Zal-e 





| MORE SALES FOR YOU... BECAUSE 
| THERE ARE MORE ADVANTAGES 
| FOR YOUR CUSTOMERS: 


@ Factory “FIRE-TESTING” insures... “on the job” perform- 
ance. 


Automatic air adjustment...lets you set it—forget it. 


| @ Electronic safeguard...responds immediately to flame 
| interruption. 


| @ Pressure safety control... prevents opening of either fuel 
valve unless air for combustion is proven. 


Optional automatic or manual changeover... 
GAS ELECTRIC IGNITION ...is automatic on BOTH fuels. 











SOMETHING @ Less installation time. 
— d parts and controls 
DEALER — wd immediately ac 
WANTS: cessible. .- 














Power combi-matic G i 
as-Oil burners are but i 
' one im 
of a complete line of burners. yosrenaes 


FG Series—Power 
applications. . 


BFG Series—Heavy d 
i y duty Power-Flame burners—lar iti 
for heating, power or processing. See 


gun type burners—ideal for all conversion 
- particularly oil burner replacement. 











A Power-Flame Dealership can be 
valuable; write today for complete information 


Boweranicne BURNER 


A Division of 
Siemon Manufacturing Company ¢ Grandview, Mo. 
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Oilburning = 

arranging for treatment of the boiler 
water expressed a preference for treat- 
ment that would maintain a highly 
alkaline condition in the boiler water, 
corresponding to a phenolphthalein al- 
kalinity of at least 300 ppm, and a typi- 
cal phenolphthalein alkalinity of 500 
to 1,000 ppm. 

Considerations affecting the choice 
of the type of treatment included fre- 
quency of draining the boiler, cost of 
chemicals, method of disposing of boil- 
er water, type boiler, condition of boil- 
er before treatment was started, and 
amount of air in leakage to heating sys- 
tem. The last factor is concerned with 
air coming into contact with the water 
some of this 
air dissolves in this water. The water 


that will enter the boiler 


that will enter the boiler is, of course, 
mainly condensate returning to the 
boiler. Nature of make-up water is of 
tremendous importance in selecting the 
right boiler-water treatment. 

A chemical charge table computed 
for this boiler called for feeding 12 


. ... Boiler water Treatment 


quarts of chemical as an initial charge, 
with proportional reduction of the 
charge given the boiler at later dates 
depending on the alkalinity at the time 
of servicing. 


In column “C” of Card 2, a minus 
sign before a number means the read- 
ing was lower than the number that 
appears; thus ““--100” means the field 
test produced a reading less than 100. 

From your study of Card 1, the first 
three lines of Card 2 should be under- 
standable. In this case as in the first 
case, on his second visit the water-treat- 
ment expert learned that the engineer 
on the job had not fired the boiler; the 
field test indicated this. Only on his 
third visit, of 10/18, did the expert 
obtain a field test PT-Alk reading 
above 500—as the result of adding 12 
quarts of chemical to the boiler water 
on his first visit, of 8/20. 

The analysis data on the 11/20 line 
are highly significant—that’s why the 
engineer was telephoned and requested 
to lessen his blow-downs. Columns “‘C” 
and “G” are responsible for that re- 
quest. Both had reduced figures on 
11/20. The PT-Alk of the field test 


dropped to below 100, and the chlo- 
ride test reading obtained in the labo- 
ratory dropped from 10 on 10/18 to 
6 on 11/20. A drop in both these num- 
bers tells the laboratory men of exces 
sive blow-down. 


Logically the excessive blow-down is 
doing two things. It is losing down the 
drain too much of the chemicals being 
put into the boiler to treat the water, 
as the first thing. Second thing, it is 
reducing the concentration of solids in 
the boiler water—which concentration 
is indicated, of course, by the chloride 
test report in column “G” of Card 2. 

The laboratory engineers knew, 
then, that the unsatisfactory analyses 
on the 11/20 line were the results of 
excessive blow-down—not the results 
of loss of steam or condensate. 

Boilers given this type of high al 
kalinity treatment show clearly any 
excessive losses of steam or condensate. 
Such losses show up as a rise in the 
chloride readings simultaneously with 
a drop in the alkalinity readings. To 
see an example of this, study the 12/18 
and 1/17 lines of Card 2. 

Between the above dates, the field 
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INSTALL 





MODEL 53 METERING PUMP DUAL-FUEL BURNER 


25 to 500 H.P. 





or write direct. 


The new way to bring beating costs down 


JOHNSON Dacl-Fuct BURNERS 
THAT OPERATE AUTOMATICALLY 


ON EITHER Ol on Gas! 


In regions where low-cost gas is available part of the time but not available 
constantly, Johnson Dual-Fuel Burners are an ideal installation. They 
enable the user to change from one fuel to the other whenever it is advan- 
tageous. If gas is available and cheaper... he can burn gas. When gas 1s 
not available, or when oil is cheaper ... he can burn oil. And all in the 
same burner. Just a flip of the switch makes the changeover. (For a little 
extra cost, he may have an Automatic Changeover Switch which is con- 
trolled by outdoor temperature or by gas pressure.) 


These burners are available in Domestic, Commercial and Industrial sizes 
and types. All are completely automatic and equipped with the finest elec- 
tronic controls. They are engineered, tested and precision-built to give 
lasting service and satisfaction. See them at your nearest Johnson dealer, 


S. T. JOHNSON CO. 
940 Arlington Ave., Oakland 8, Calif. 
Church Road, Bridgeport, Pennsylvania 
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test alkalinity reading dropped, but the 
laboratory test of chlorides produced 
increased readings from 15 to 135. 
That’s the reason for the 1/17 phone 
call to the chief engineer. 


Results of Treatment 


The record shows that on 1/24 the 
engineer phoned to say he had located 
and repaired the leak in the condensate 
lines. Following through on 1/28, the 
water-treatment expert who visited the 
job had to give the boiler a charge of 
12 quarts of chemical, because prac- 
tically all the chemical put into the 
boiler earlier had been used up by the 
excessive make-up water—which had 
to be given the boiler during the time 
of the leak in the condensate lines. 

The field test of 5/18 shows insufh- 
cient chemical in the boiler, but the 
field man did not add chemical at this 
time. The chief engineer had drained 
and refilled the boiler, and was plan- 
ning to flush it then refill it again. Re- 
turning on 6/3, the field man gave the 
boiler a 12 quart charge—notice that’s 
the same as the initial charge—and re- 
quested the engineer to steam the boiler 
briefly to mix the chemicals with the 
boiler water, then to fill it to the top 
with water for the summer. 

The aim in these articles is to give 
samples of the thinking and actions of 
professionals in the highly specialized 
feld of treating boiler water chemical- 
ly. From these samples, commercial- 
industrial oilburner men can judge 
whether they should start studying 
boiler-water chemical treatment, or 
should turn these chemical assignments 
over to established specialists in them. 

One big “don’t” fits at the conclu- 
sion of these article: Don’t fail to 
instruct owners of big oilfired boilers 
to provide proper chemical protection 
for boilers which may be badly in need 
of it! 

Asa commercial-industrial oilburner 
expert, you provide many owners with 
structions on the care and operation 
of their boiler-room equipment. Where 
Owners do everything you tell them 
', and nothing more, you may be 
blamed for early damage to boilers— 
it the damage results from failure to 
teat the boiler water, and if you 
should have recommended boiler-water 
treatment, but did not. 
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Indirect Gas Fired Fuel Oil Heater 
Generates its own supply of 
steam for heating the oil! Ap- 
plicable to any type of oil fired 
1 apparatus. A radically new de- 
velopment! 


"STRAIGHT TUBE TYPE (Steam) 
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BELL HEATER & 
ALL PARACOIL Fuel Or! Heaters i 
carry the stamp of approval of the (Steam or Hot Water) ~ ~ 
BOARD OF STANDARDS & APPEALS Wray iid 
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Hot Water Heaters 


DAVIS 
ENGINEERING 


CORPORATION 
1064 East Grand St., Elizabeth 4, N. J. 
30 Rockefeller Plaza, New York 20. 





“PARAPROBE”* Fuel Oil Heater 
(For Below-The Water-Line Service) 
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Guards against oil leaks and automat- 
ically shuts down oil burner and pump 
in event of oil heater failure. A posi- 
| tive protection against oil in the boiler. 
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these ENTERPRISE features 


—are YOURS for 


BIGGER 
BURNER 
SALES 









—AND HIGH CUSTOMER 


SATISFACTION! 














V-BELT DRIVE — 
EXCLUSIVELY 


ENTERPRISE pioneered 
V-Belt drive for Hori- 
zontal Rotary Oil Burn- 
ers. For 15 years they 
have been used exclu- 
sively, for greater effi- 
ciency, flexibility and 
economy ! 


““MEASURED-RATE”’ 
METERING PUMP 


Provides for exact deliv- 
ery of the proper quan- 
tity of oil to the burner 
— regardless of changes 
in temperature and vis- 
cosity. Another ENTER- 
PRISE first! 
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LEAK-PROOF | 
HINGE DESIGN 


positive, long-life seal- 
ing at this critical point! 


VENTURI -TYPE 
IGNITER 


Preferred for automatic 
starting, the ENTERPRISE 
igniter produces a clean, 
torch-like flame that 
eliminates carbonizing, 
provides failure-proof 
ignition. 
““ANGLE-VANE”’ 

AIR NOZZLE 

Provides full flame pat- 

tern control and efficiency 


regardless of firebox size 
and shape! 





ENTERPRISE ENGINE & MACHINERY CO. 
A Subsidiary of General Metals Corporation 
18th & Florida Sts., San Francisco 10, Californie 
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New burner hinge does 
away with troublesome, 
leaky packing glands. 
“QO” rings provide for 
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OHI co-sponsors Michigan 
industrial burner School 


OIL-HEAT INSTITUTE is cooperating 
with Michigan State College in spon. 
soring a conference for professionals 
interested in commercial-industrial 
burner applications. 

The conference will be held in the 
Kellogg Center for Continuing Edu. 
cation located on the campus in East 
Lansing, Mich., and will begin May 23 
and continue through the 25th. 

It is being offered in cooperation 
with the Departments of Mechanical 
and Chemical Engineering, Michigan 
State College, and has been developed 
for graduating and practicing engi- 
neers, architects, jobbers, dealers and 
those in charge of heavy oil installa- 
tions in factories, commercial buildings 
and schools. 


Speakers and Topics 


Speakers and their topics scheduled 
at the conference are as follows: W. A. 
Sullivan, Shell Oil Co., “Oil as a 
Fuel”; Jack Donnel, Chemical Engi- 
neering Dept., “Sources, Character’ 
istics, Properties and Refining Proc’ 
esses of Fueloil”; Paul Schmidt, Al’ 
lied Oil Co., ‘Fueloil Treatments”; 
and Dr. H. R. Heiple, Shell Oil Co., 
“The Chemistry of Combustion of 
Fueloil.” 

Others on the program are John 
VanDyk, Byrne Associates, “Preven: 
tive Maintenance”; C. E. Trump, F.C. 
Haab Co., “Combustion Chamber De 
sign”; Richard Dill, Bureau of Stand- 
ards, “Drafts and Chimneys”; R. Lis 
son or T. Thompson, Davis Engineer’ 
ing, “Pumping, Preheating and Pip 
ing of Fueloil”; Mr. Collins, S. 5. 
Pirie Co., “Commercial-Industrial con 
version burner Applications”; Fred 
Beckwith, oH1, New England, “Codes 
and Ordinances”; Carl Swanson, Min’ 
neapolis - Honeywell Regulator Co., 
“Selling c-1 Oil Heat.” 

A question period has been timed 
to follow each speaker so that the talks 
may be related to the students’ indi 
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KS Burning 


Designed by expert oil heating engineers and manufactured in accordance with 
the highest accepted standards for materials and construction. 


Manning & Lewis build fuel oil heaters for any application requiring heating for 
burning or bulk movement such as Power Plants—Hospitals—Apartment Houses— 
Commercial Buildings—Bulk Distribution Stations and Storage Tanks—All M&L Oil 
Heaters are suitable for heating the oil with hot water or steam. 


Manning & Lewis Engineering Co. 


28 Ogden Street, Newark 4, New Jersey 
SALES REPRESENTATIVES IN PRINCIPAL CITIES 


Safety Heater 
approved by 
Board of Standards 
and Appeals—w.Y. City 
Wo. 832-52-SA 


You Need a 
Good Oil Heater for 
or Moving 


Heavy Fuel Oil! 





































ENGINEERED FOR SAFETY, ECONOMY AND YEARS OF SERVICE... 


GABRIEL BOILERS are adaptable to all types of fuel * A.S.M.E. 
code constructed * National board registered * Modern welded 
X-ray construction * 3-300 HP, 15-225 ibs. working pressures. 


STEEL BOILER INSTITUTE CAPACITY RATED 
(Your assurance of reserve power) 














Boiler sizes for all industries. Write for name and 
address of your nearest Gabriel Boiler dealer. 


GABRIEL 


BOILE & FABRICATION 


COMPANY 
1428 WLW. 14th AVENUE © PORTLAND 9, ORE, 


BUILDERS OF FINE BOILERS 
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Automatic, 
Thermostatic 


MIXING 
VALVES 


Ideal for Domestic Water Control 


“The Mixing Valve Pioneers” 


YULA WATER HEATERS, INC. 


166 WEST 225th STREET, NEW YORK 63, N. Y. 
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SAFETY SWITCH 


THAT SHUTS OFF FUEL 
IF BLOWER FAILS 


Protection 
for 
Oil Burners 
& 


industrial 
Ovens 


Power 
Gas Burners 


WHAT IT DOES 


The Dewey Safety Air-Flow Switch protects against 
opening of fuel valve until fan is up to speed. 

Insures purging of furnace before fuel valve opens. Closes 
fuel valve if fan slows up or stops. Flashes danger signal 
if fan or fuel stops. Safeguards against danger from gus 
fuel failure when used with safety shut-off valve. 
Thousands sold. Factory Mutual and Underwriters 
Laboratories Approved. Standard equipment on leading 
products. Write for prices and literature. 


DEWEY GAS FURNACE CO. 


100 E. Baltimore Detroit 2, Mich. 


Canadian Distributor: Ontor Laboratory, Ltd. 
{11 Tyeos Drive, Toronto 10, Ont. 


CQOFAL sarety AIRFLOW SWITCH 




























*Patented 





CROTTY WATERWALLS 


NO DEALER OR REPRESENTATIVE 
HAS EVER RELINQUISHED HIS FRANCHISE 


on the CROTTY WATERWALL FURNACE EXTENSION and BOILER AMPLIFIER*! 


We would be happy to show you how this modern method of firing can increase 
your profits and greatly reduce your customers’ fuel and maintenance costs. 


133-15 THIRTY-FIFTH AVENUE, FLUSHING, NEW YORK 








vidual problems in oilburning. 

On the first day of the conference 
C. H. Pesterfield, Dept. of Mechani- 
cal Engineering, will be chairman; 
J. Verne Resek, Cleaver-Brooks Co., 
will take over the chair on the second 
day; and Larry Sibley, Combustion 
Control Corp., the third day. 


Arrangements for accommodations 
have been made either at the Kellogg 
Center or at downtown hotels. Regis- 
tration fee for the course is $24 per 
student. 
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Superior expands Production 
by building additional Plant 


A NEW PLANT to be used exclusively 
for the production of packaged steam 
generators is being constructed by 
Superior Combustion Industries, Inc., 
New York, N. Y., at Wilkes-Barre, 
Pa. 


Scheduled to be in operation’ by 
May, the new plant will supplement 
the facilities of Superior’s Emmaus, 
Pa., factory and will augment produc- 


Call or write A. C. HART 








i) oe 


Telephone: Flushing 8-1414 








tion of both fire tube and water tube 
steam generators. 

Completely equipped for the han- 
dling and processing of the heaviest 
steel plate used in Superior’s genera- 
tors, the plant will have its own stress- 
relieving furnace and X-ray equip- 
ment. 

Lending greater over-all efficiency to 
the firm’s operations, the new unit is 
located on a seven acre tract which 
provides ample space for future ex- 
pansion. 


Comm.-ind. Shipments 
hold up well in Jan. 


DURING THE MONTH of January a 
total of 2,399 commercial-industrial 
oilburners were shipped, according to 
reports made to the Oil-Heat Institute 
of America. This compared with a to’ 
tal of 2,494 reported in January 1954. 
D. H. Bottrill, technical secretary, 
comments that with a few latecomers 
still to be heard from it’s likely that 
January shipments this year eventually 





RAYFIELD-STAFFCO 


AUTOMATIC OIL BURNERS 
- ; | 










RAYFIELD-STAFFCO BURNER CO. 


CHICAGO 8, ILLINOIS 


2066 CANALPORT AVENUE 
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h Model VEA-R... designed 
| | to heat best... for LESS 


‘ 1% Patented, adjustable air vanes and 
& other exclusive features. From a 
f; bungalow to a skyscraper, there’s 
h..a dependable Rayfield-Staffco Oil 


| 

| 

3 | 
a i For No. 5 and 6 fuel oils. | 
| 

| 

Burner to handle your heating job. | 

| 


Write for details on complete line. 








Attain Greater Success 
in Selling 


Specialty salesmanship in our day with emphasis 
on burner selling by W. A. Matheson, long a lead- 
ing figure in the Heating Industry. Blue Cloth 
Binding, 6 x 9, 260 pages. Price $4.00. 


FUELOIL & OIL HEAT 
2 W. 45 St., New York 36, N. Y. 
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will be almost exactly the same as a 
year ago. 

Total horizontal rotary cup oilburn- 
ers shipped by manufacturers during 
January were 657, along with 61 of 
these burners intended for combina- 
tion oil-gas use; there were 1,552 gun 
type oilburners in sizes above 5 gph, 
68 combination oil-gas burners; 44 
mechanical, air and steam atomizing 
oilburners and 15 oil-gas combinations. 
Breakdown of the total for the month 
shows 2,253 oilburners of the commer- 
cial-industrial type; 146 oil-gas burn- 
ers, 

The tabulation shows January ship- 
ments, divided by type and size. 


Commercial-industrial Oilburners 7 ee Let’s cut this stack off here and put da 
Oil Oil-gas a f 
Horizontal Rotaries §—U™”®-Bumes | Wing Draft Inducer on the boiler...We’ll 


24 and under 64 









































Over 214 to 8 107 is ' 
“Ove a © as save the cost of the chimney, have better draft 
ver 30 to 100 178 40 ° e e 
Over 100 13 3 and a better looking building.” 
Total 657 61 
Gun Burners _ 
sie - ap ¢ If you are building or rebuilding or increasing the 

, Total 1,552 70 size of your boiler plant, a costly, tall chimney can 
‘al + ngmear Foie pom ‘i “i add considerably to the expense. And a well 
to Grand Total 2,253 146 planned architectural design can be ruined with 
te P an unsightly, towering stack. 
a ate 
4, 
" Preferred Bulletin tells about WING DRAFT INDUCERS 
a heating and handling heavy Oil eliminate this problem, provid- 
nis ing positive, adequate, uniform 
at BULLETIN NO. 1061, prepared by Pre- draft regardless of surrounding 
ly lerred Utilities Mfg. Corp., New York conditions, or variable weather. 
- 23,N. Y., The Heating and Handling They cut operating costs too, by 
- of residual Fueloils, is described as a giving higher CO,'s. Smoking is 


reduced or eliminated. Higher 


concise explanation of methods to heat 
boiler capacity is possible. 


ind handle heavy oils used in com- 
nercial-industrial installations. 

The bulletin discusses the topic in 
three steps, the first exploring methods 
of heating the oil in the storage tank. 
Second step is concerned with heating 
the oil in the piping system and the 
third step explains how the oil is heat- 
ed for burning. 

A number of diagrams and draw- 
ings illustrate the points developed in 
the accompanying text, while the last 
page of the 8-page bulletin lists a series 


A 


Write for Bulletin 1-55 


L.J. Wing Mf9.Co. 
66 Vreeland Mills Road 


Linden, New Jersey 
Factories: Linden, N.J. and Montreal, Can. 
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of other manuals available on preheat- 
ing and allied equipment. 

A feature of the system described 
for heating the oil in the piping system 
is Preferred Ribbon Heat, with ther- 
mostatic control. The system embodies 
an electric cable wound around the 
pipe which “will maintain the oil 
temperature in the suction line dur- 
ing burner shutdowns and, if job con- 
ditions require, can be used to main- 


tain the oil temperature in the return 
line provided the temperature of the 
return line is not in excess of 170° F.” 
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M-H Commercial Division 
names Cummiskey, Sanders 


THE APPOINTMENT of Jerome F. Cum- 
miskey as new market development 
manager and Charles Sanders as head 
of a new electronic sales section for 


the Commercial Division was an- 
nounced recently by the Minneapolis- 
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greenhouses. 


CONVERSION BURNERS 
up to 35 GPH 


DIRECT FIRED HEATERS 
Hi-boy, Lo-boy, suspended 
80,000 to 5,000,000 B.T.U. 


BOILER-BURNER UNITS 
steam—320 to 3000 ft. 
water—510 to 4800 ft. 





DO YOU INSTALL 
INDUSTRIAL LIGHT OIL BURNERS? 


Up To 35 gallons of oil per hour 


A wise dealer AVOIDS taking chances by careful installation 
planning—and choosing good equipment. 


Don’t guess—CHOOSE a Weatherall Industrial light oil burner 
—and GET these ADDED FEATURES: 


Smooth LOW FIRE start 
Positive HIGH FIRE operation 


Modern and foolproof control 
systems 


Electric solenoid oil valves 

No secondary air required 
Complete combustion—High CO, 
Simple and Easy installations 
Minimum service expense 


WEATHERALL Industrial light Oil Burners are specified when 
dependable, service free operation is required—for schools, 
hospitals, institutions, office buildings, factories, garages and 


MAIL TODAY 


r ST cee ee ree 
| TO: WEATHERALL ENGINEERS, INC. 


| 478 Smithfield Avenue 
Providence 4, R. I. 


| Please send me the complete information 
yon Weatherall heating equipment. 




















Honeywell Regulator Co., Miny. 
apolis, Minn. 

Cummiskey, who replaces R, q 
Jacobs, newly-named sales manager of 
the Home Products Division, was fo,. 
merly in charge of commercial sales ip 
the company’s Midwest regional office 
in Chicago, while Sanders previously 
headed Honeywell’s transportation 
sales. Both men will make their head 
quarters in Minneapolis. 

Replacing Cummiskey as head of 
commercial sales in the Midwest te 
gion will be Douglas K. Ridley, who 
held a similar position in the South 
western sales region. 

At the same time, it was also an 
nounced that some 315 employees 
representing 204 companies both in the 
United States and abroad had gradw 
ated from the Minneapolis-Honeywell 
Industrial Division Training School in 
Philadelphia, Pa., during 1954. 

Lasting from two to six weeks, 
courses covered instruction in the ap 
plication of electric, pneumatic and 
electronic automatic recording, meas: 
uring and controlling instruments, in- 
cluding their repair and maintenance. 
The school has now graduated over 
4,000 students since its beginning in 
1935, 


}, 
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Merrill N. Musgrave Co., Seattle 
Wash., named sales representative in 
the Washington, Oregon, Montana, 
Alaska and a portion of Idaho for 
Dutton Boilers Div. of Hapman 
Dutton Co., Kalamazoo, Mich. 


Walter W. Wilson, vice president 
and treasurer of L. J. Wing Mfg. Co., 
Linden, N. J., has announced his re- 
tirement from the company after forty’ 
five years of service. Named to his 
present post in 1943, Wilson since 
1931 had held the position of secre’ 
tary and treasurer. 


F. R. Belville has been promoted 
to the position of manager of the spe 
cial products section, Enterprise Engi 
neer & Machinery Co., subsidiary of 
General Metals Corp., San Francisco. 
Calif. Associated with Enterprise since 
1946, at which time he went into pro’ 
duction control work for the oilburner 
and process machinery departments. 
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Air separator with built-in 
strainer — eliminates all 
air from liquid! 





in This new Model 634 Meter features the same 
accurate, dependable metering mechanism as used 
in Tokheim service station pumps. It is designed 
especially for tank trucks, bulk plants and industry 
—and brings to their metering operations a degree 
of efficiency never before available. Unsurpassed 
in quality and workmanship. Readily adaptable to 
y: many types of installations. Handles wide range 
Lis of petroleum products. For more efficient metering, 
* make sure it’s a Tokheim. Write factory today for 
complete descriptive literature and prices. 


iG General Products Division 

of TOKHEIM CORPORATION 
Designers and Builders of Superior Equipment 

0, FORT WAYNE 1 Since 1901 INDIANA 

e Factory Branch: 1309 Howard Street, San Francisco 3, California 

Canadian Distributor; H. Reeder, 205 Yonge Street, Toronto, Ontario 
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FAMOUS CTS METER 


with new foolproof strainer and air separator ! 


Tokheim positive piston displacement-type measuring unit. 





Standout Features 


% Adaptable—separator inlet and 
strainer are reversible; counter may be 
rotated to desired angle. 


ye Veeder-Root Register and Totalizer; 
Ticket Printer, optional. 

ye 40 G.P.M. capacity — standard 112” 
flanged inlet and outlet connections. 


%& Simple, readily accessible adjustment. 


% Air separator with dual valving and 
hydraulic air release—handles both small 
and large bursts. 


% Built-in strainer with 30 and 80 mesh 
screens, used together or independently. 


%& Back-pressure valve, optional. 


OKHEIM 



































Underwriters revise end 
or bottom tank Outlet Rule 


A PROPOSED REVISION to the October 
1953 Edition of the Standard for in- 
side storage Tanks for Oilburners, to 
March 21, permits 
a burner-supply connection located in 


be issued on 


either the bottom or in one of the heads 
of fueloil storage tanks. The revision, 
explained in a bulletin issued by Un- 
derwriters’ Laboratories, Chicago, 
came as a result of recommendations 
made by Oil-Heat Institute of Amer- 





ica, which reported the progress made 
in reducing tank corrosion by the use 
of rust inhibitors. 

Tests conducted by various segments 
of the burner industry, as well as ma- 
jor oil companies, have shown during 
the past few years that tanks with end 
outlets can be protected against water 
corrosion with water-soluble inhibi- 
tors. The inhibitors have been used 
extensively on the East Coast and one 
dealer, after having an average of 10 
failures per week in 1,500 installations 
during October and November of 































THOUSANDS * 
AND 

THOUSANDS 

MORE 


fuel oil filter. 


94 






THAN ANY OTHER MAKE... 


Are installed every year on 
the Oil Burners of America 
because FULFLO'S superior 
quality and unparalleled per- 
formance bring more profit to 
more dealers than any other 


They can do as much for you. 


COMMERCIAL FILTERS CORPORATION 


2 MAIN STREET, MELROSE 76,MASSACHUSETTS 








1950, reported less than 10 failures jy 
2,500 installations during all of 1955 
after using an inhibitor. 

Simulated service condition tes: 
showed that the bottom outlet ap; 
pitching the tank toward the outl: 
“does not assure complete removal of 
the water and the desired protection of 
the tank 
pected.” Further, as little as one pint 


against corrosion as ey. 


of water inadvertently introduced int 
a tank may constitute a hazard throug! 
momentary extinguishment of | th 
flame, subsequent discharge of atom: 
ized oil into a hot combustion cham 
ber before the safety combustion con: 
trol functions. Appreciably greater 
quantities of water are required to 
duplicate this potential hazard in tanks 
with the outlet in the head. Water 
soluble corrosion inhibitors are lost 
quicker from tanks with bottom out- 
lets, as well. 

The Underwriters plan to issue a 
Bulletin on March 21 to manufacturers 
of labeled inside storage tanks, author: 
izing the use of the UL Inspection 
Manifest on tanks with the “burner: 
supply connection located in the bot- 
tom of the shell, in one of the heads, 
or both.”” Paragraphs 8, 20 and 21 and 
Figures 3 and 4 of the Standard, Sub 
ject 80, will be revised in due course. 
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Manuals and Worksheets 


revised by warm air Group 


COMPLETION of a revision project by 
manual committees of the National 
Warm Air Heating and Air Condi 
tioning Association has been revealed 
with the publication of revised editions 
of Manuals 4 and 11, and Worksheets 
Nos. 11, 41 and 46. 

The new Manual 4, Warm air 
perimeter Heating, replaces the third 
edition published in 1953 and is to be 
used with the new Worksheets Nos. 
41 and 46. No. 41 pertains to perim 
eter loop system for concrete slab 
construction; No. 46 covers perimeter 
radial systems in concrete slabs of 
crawl spaces, perimeter extended 
plenum systems in crawl spaces or base’ 
ments or perimeter crawl space 
plenum systems. The Manual itself is 
divided into 12 sections, which define 
the scope of the text, classify various 
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air conditioner 
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...with a difference that pays! 





A few valuable franchises are available. 
Write now for full information. 


Through research Se ..a better way 
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y Permaglas glass-lined water heat- a ® . 
ers mean freedom from rust and cor- | 

C rosion to over 2,500,000 families. | [Ror oR A Y § Oo 

s A. O. Smith-Burkay Commercial | PERMAGLAS DIVISION « KANKAKEE, ILLINOIS 
Water Heaters are the world’s most «<4 0) 

‘ popular in the field. oo 








P ‘rmaglas is going places.....are you aboard? 
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systems and conclude with installa- 
tion details, design procedure and com- 
mon installation practices. The Man- 
ual costs $1.50; both worksheets are 
available at $8.00 per 100. 

Manual 11 and = accompanying 
Worksheet No. 11 replace the second 
editions published in 1954 and discuss 
the Design and Installation of summer 
Airconditioning for new and existing 
residences. Both incorporate current 
practices and latest findings, with the 
manual containing sections that cover 
design information, heat gain determi- 





nation and selection of equipment, 
among other phases of the topic. The 
Manual is available at $1.00 a copy; 
the worksheet costs $6.00 per 100. 
A new digest on warm air heating 
and airconditioning has been prepared 
by G. A. Voorhees, technical secretary 
of the Association, designated a Be- 
ginner s Handbook, and intended to be 
helpful to those interested either in 
learning or reviewing basic principles. 
Its preface explains: “This digest deals 
primarily with ‘why’ questions so that 
the reader may have a better under- 


A QUALITY OIL BURNER 
COMPETITIVELY PRICED 
FEATURING THE FAMOUS 


ACME 


TURBOSTAT HEAD 
AS STANDARD EQUIPMENT 
The turbostat head is a non- 
adjustable trouble-free combus- 
tion head proved equal in 
efficiency to much higher 
priced heads. 


OUTSTANDING ACME FEATURES 
MEAN BETTER PERFORMANCE 


yar \0 


A COMPLETE LINE OF OJL BURNERS FOR YOUR STANDARD AND SPECIAL REQUIREMENTS. 


- \ SOM 


. ‘ar A Ny 
3 8 ° 
¢ 
‘ [ > 


318 Ten Eyck St. 





.-- AND MANY 
OTHERS 


¢ Brooklyn 6, N. Y. 




















@ Gentlemen, please send me complete information f 
6000 NEWS—Boiler and @ on the ACME Model CP [] on the complete ACME Line (] i 
a 
Furnace Manufacturers g Name ‘ 
Whatever your require- 8 Company ' 
ments, the ACME Engi- 4 ‘ 
neering department is B Address i 
at your service in adapt- Dies * 
ing this NEW Model CP ” Dated State 3 
as well as all other @ Please check one a 
ACME Burners— & OC Jobber CO Dealer C0 Distributor : i 
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standing of the ‘how to’ practic, 
manuals published” by the Associ 
tion. Copies of the digest are offeres 
for $1.25 each. 

Also announced is another Manu; 
3, a simplified method of Calculating 
heat Losses, designed for arriving x 
room-by-room heat loss figures for the 
average residence. With large reg) 
dences, or structures or where unusual 
conditions are encountered, the regy 
lar Manual 3 is recommended for cal: 
culating heat loss figures. The simpli 
fied method Manuals sell for 60¢; are 
available at lower prices when ordered 
in quantity. 

A total of 14 Manuals and 14 
Worksheets are published by the Asso- 
ciation, whose address is 145 Public 
Square, Cleveland 14, Ohio. 
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Equipment to be displayed 
at New England Exposition 


LEADING MANUFACTURERS Of oilburn- 
ers and accessories for oilburning 
equipment are readying displays for 
the only burner show this year on the 
east coast. 

The Eastern Biennial Exposition of 
Oil Heat and Domestic Cooling will 
open at the Hotel Statler in Boston, 
June 7. According to Fred N. Beck: 
with, exposition manager, this is a show 
of equipment, only. The sponsors, the 
Oil Heat Institute of New England, 
have planned no meetings to compete 
for the dealer’s attention. 

The Institute has announced that 
this is strictly an exposition not a con- 
vention. Dealers will be able to devote 
their attention to the exhibits and to 
the meetings planned by individual 
manufacturers. 

Besides the latest developments in 
oilheating special emphasis will be 
placed on summer cooling. Business 
magazines in the field as well as major 
oil companies will have booths. 

The show, which begins June 7, will 
run through the 10th. Manufacturers 
interested in reserving space still have 
time to contact Fred Beckwith at 839 
Beacon St., Boston, Mass. 

Hotel reservations for show week 
should be made through the Boston 
Convention Bureau, 80 Federal 5t., 
Boston 10, Mass. 








Gull 


four 


FORT’ 
pleasa 
ing O 
24 at 
annus 
of the 
Chap 
Oil f 
try | 
Swiss 
erdale 
Floric 
Joh 
pres 
tem, 
on “S 
motor 
shoal 
und 
Bric 
Haye: 
from 
Ohio, 
and EB 
livere 
“Trav 


—— 














Gulfstream Chapter holds 


fourth annual Get-together 


FORTY MEMBERS and guests enjoyed a 
pleasant dinner and evening of danc- 
ing on February 
24 at the fourth 
annual meeting 
of the Gulfstream 
Chapter of the 
Oil Heat Indus- 
try held at the 
Swiss Inn, Laud- 
erdale-by-the-Sea, 
Florida. 

John Hancock, 
president pro 
tem, gave a talk 
on “Skippering a 
motor Cruiser in 
shoal Waters and 
under low 
Bridges’; Ed 
Hayes, a visitor 
fom Elyria, : ' 
Ohio, discussed heating in the tropics 
and Bob Conkey, Deer Park, IIl., de- 
livered an illustrated lecture on 
“Traveling in the Caribbean Sea.” 








These photos taken during the fourth 
annual meeting of the Gulfstream 
Chapter of the Oil Heat Industry show 
about two-thirds of the members and 
guests who attended the affair on Feb- 
ruary 24 in Fort Lauderdale, Florida. 





President Jim Owens closed the pro- 


ceedings with a dissertation on “Roll- 


ing the Drums as golfing Strategy.” 
At the ensuing business meeting, 


the directors elected Bob Conkey presi- 
dent for the 1956 season. He promises 
an exciting and enjoyable meeting next 
February in the Gold Coast area. 
Ernest Camerin entertained on the 
piano and the Down Beat Trio played 
for dancing during the evening. 
Those attending the meeting of this 
fun organization, set up for South 
Florida residents and visitors who are 
in the oilheating field, included: Mr. 
and Mrs. Slim Donahue, Baltimore; 
Roy Hauck, Trenton, N. J.; Frank 
Baker, Philadelphia; Mr. and Mrs. 
John Hancock, Fort Lauderdale; Mr. 
and Mrs. Bob Conkey, Deer Park, III.; 
Mr. and Mrs. Tom Carroll, Philadel- 
phia; Mr. McPheeters, Philadelphia; 
Mr. and Mrs. Art Winkler, Fort 
Lauderdale; Ed Hayes, Elyria, Ohio; 
Mr. and Mrs. Ernest Camerin, Fort 
Lauderdale; Mr. and Mrs. Joe Fulci, 
Fort Lauderdale; ‘Mr. and Mrs. Jim 
Owens, Chicago; Clark Hastings, 
Rochester, N. Y.; Mr. and Mrs. Fay 
Kinne, Orleans, Mass.; Mr. and Mrs. 
Tony Miller, Fort Lauderdale; Mr. 
Kunkle, Philadelphia, and others too 


hurried to sign the register. 











PRECISION 


THE NOZZLE 
THAT SELLS 
ITSELF! 








PACKED IN THE 
ORIGINAL CLEARSITE 
HEXAGON CONTAINER 











ALL CONTAINER LIDS NOW IMPRINTED WITH SIZE AND DEGREE! 


Red for Hollow 


Blue for Solid 








Hago Products - V8 Springfield Ave, Irvington 1, N. J 


In Canada—RICHARDSON DISTRIBUTORS, 15 Brule Gardens, Toronto 


=, 





ia 














































A truck meter handles $75,000 or more each year... 


a bulk meter may deliver its own value in half an hour! 


Sustained meter accuracy and low maintenance 


easily outweigh all other considerations in the 


selection of a meter 





How to look for 


SUSTE 





Red Seal’s double case design completely eliminates 
any distortion that may be caused in the measuring 
chamber by line pressure or by normal stresses set up 
in the piping system. Prevents binding, inaccuracies, 
and uneven chamber wear. 





Seal between oscillating piston and chamber in Red 


al Meter is of the capillary type... a thin film of 


Hiquid whose thickness is carefully controlled by pre- 


cision machining. Eliminates metal-to-metal wear, 
provides constant, positive seal. 








Dirt in the measuring element is a frequent cause of 
trouble in any meter. Here's where Red Seals save, 
for occasional particles won't damage the Red Seal 
chamber. The chamber is easy to remove and clean. 
There is no complicated mechanism to get out of ad- 
justment. 






it's seldom required. 





Patented Red Seal ‘‘Gear Shifter’ firmly locks calibra- 
tion in position with precision gears. It positively con- 
not drift or get out of adjustment. Sealers like it be- 
cause it is so easy to adjust when required... and 













INED! 


TI 





The one most important feature of a meter 





60,000,000 gallons .. . trifling wear 


“Red Seal bulk plant meter required calibration shift of 
only one hole to compensate for wear after 60,000,000 
gallons,” reports a Wisconsin gasoline bulk plant. 


Repair costs only 69 cents/year 

A 2” Red Seal gasoline meter installed in 1932 by a Ten- 
nessee jobber needed minor repairs after 18 years of hard 
work. Cost: $4.41 for material, $8.00 for labor. Average: 
69 cents a year! 


12 year old meters made good as new 

Thirteen 3” and 4” Red Seals 12 years old were sent to 
Neptune by a New York marketer for servicing. Only four 
required new chambers . . . others required only minor 
parts to make them good as new. 


Installed 1939 . . . still perfect accuracy 
“Installed in 1939, 2” Red Seal tank truck meter with 
original measuring chamber shows so little wear it requires 
change gears only two steps away from original setting for 
perfect accuracy,” shows record of Indiana gasoline jobber. 


Trusts Red Seals 6 times longer 


After switching 22-plant system to Red Seals exclusively, 
a large Pennsylvania marketer found it necessary to check 
the meters only once in six months . . . with previous meters 
he had to do it every month! 


... Ask your neighbor 


ofecuracy You Can Bank On 


NEPTUNE METER CO. 19 West 50th ST., NEW YORK 20, N.Y. Canadian Factory: NEPTUNE METERS LTD. Toronto 14, Ont. 


hieloil 





Each year your meters must accurately account for 
products worth up to 300 times the cost of the 
meters themselves! It’s mighty important to keep 
them in tip-top condition with periodic accuracy 
tests. 


It's so important to you in terms of dollars that 
we recommend you keep simple records of accu- 
racy tests and maintenance required. You'll quickly 
find that some types of meters require more ad- 
justments than others . . . some need replacement 
parts sooner . . . some have to be scrapped years 
earlier because of the high cost of maintenance. 


Prove to yourself what sustained accuracy means 
to your pocketbook . . . and you'll soon be satis- 
fied only with Red Seal meters for all your trucks, 
loading racks and terminals. 


You'll find, as many other oil companies have 
found, that it pays to specify Red Seals. 
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Pot-type space Heaters tire twelve months of 1954 and an- 


Shipped Se” a ee other total covering the nine year pe- 


riod from January 1, 1946 through 
December 31 last. Data for 1954 cov- 
ers sales made by manufacturers to 


11,01 


ANOTHER in a series of statistical 
studies issued by the Institute of Ap- 
pliance Manufacturers, Washington 
8, D. C., analyzes the 1954 distribu- 


tion of vaporizing pot type oilburning 


retail dealers only; the nine year re- 
port is based upon a varying sample, 
which includes sales to wholesalers as 348.9 
space heaters by States. Fourteen man- well as retail outlets. 
ufacturers, estimated to represent 78% Four states took better than one- 
third of the 185,614 pot type space 
heaters shipped to dealers during 
1954; Florida received 21,781 units: 


21,521 were sent to Georgia; Michigan 


of total industry factory shipments, 


contributed their figures to the report. lows: 


Shown in the table is the breakdown 
of shipments of these units for the en- 

































ae 


63. 


used 15,615 and Virginia installej 


During the nine years since January 
1, 1946, the three states to which the 
largest number of these units were 
shipped are: Illinois, 410,669: Mich} 
gan, 350,194 and North Carolina 


Tabulation of pot type, oilburning 


space heater shipments by states fol 


Analysis of Distribution of Vaporizing 
Pot-type Oil Burning Space Heaters 


** January 
1, 1946 
through 

December 

31, 1954 

Units 
51,601 
9,208 
33,054 
78,523 
43,717 
32,781 
21,608 
31,466 
175,984 
113,943 
35,515 

410,669 

254,353 

212,084 
53,336 
69,418 
14,134 
36,905 

104,678 
54,827 

350,194 

228,548 
20,258 

241,916 
30,739 
84,055 
10,658 
16,621 
58,082 
11,634 

209,871 

348,963 
50,591 

232,256 
21,670 

115,336 

150,548 
19,837 

135,505 
59,734 

131,600 
56,916 
23,262 
19,677 

200,533 

166,107 
18,033 

180,285 
10,395 

ee 


5,041,648 


mine. 5 cae Sa as s By States 
* Calendar 
Year 
1954 
Units 
Alabama 544 
Arizona 8 
Arkansas 210 
California 291 
Colorado 220 
Connecticut 441 
& Delaware L,Z10 
Dist. of Col. 1,347 
Florida 21,781 
Georgia 5,244 
Idaho 1,398 
Illinois 9,450 
Indiana 9,606 
Iowa 5,128 
Kansas 329 
Kentucky 2,058 
Louisiana sty 
Maine 1,325 
A AY Py oO U Ny Cc ES Maryland 4,905 
Massachusetts 613 
Michigan 15,615 
Minnesota 6,689 
Mississippi 19 
Missouri 6,083 
Montana 476 
Nebraska 1,877 
. . . ss Nevada 275 
for its line of heating equipment New —— ei 
New Jersey 
New Mexico 32 
Gilbarco has new decentralized distribution facilities Pdi asta 
now in operation to complement its expanded production North Dakota 1,896 
facilities. This means that dealers can sell the famous Oki a a 
. : , ; é ahoma 
Gilbarco line of heating equipment at prices that meet Oregon 2,241 
and beat competition—with no narrowing of dealer profit Pennsylvania 5,930 
margins. For id arket Rhode Island 523 
marg ns. a wider marke and more sales and profits, South Carolina 8,596 
investigate this opportunity today. South Dakota 2,234 
Tennessee 3,111 
Texas 80 
—en eee SEND THIS COUPON—ACT NOW! am mm mm om | Utah 359 
| | Vermont 710 
i Gilbert & Barker Mfg. Company Virginia 11,015 
West Springfield, Mass. Washington 5,994 
I ae _ J | West Virginia se 
2ar Sirs: . , is si 6,3 
i Dear Sirs: Send me all the facts today on your oil burner Dealer Plan. | Woon 54 
J Name i | TOTAL 185,614 
ee i | *Data for Calendar Year 1954 cover 
| (STREET) f | sales to retail dealers only. 








| dealers. 
April 
1955 


| **Based on a varying sample which im 
| cludes sales to wholesalers as wel 


1 as retail 
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AT LAST! A FOOLPROOF | 
— Warm Air Furnace HUMIDIFIER 






ie COMPLETELY AUTOMATIC — JUST INSTALL IT! 


COLD WATER 
LINE 


SADDLE VALVE 


WATER LEVEL___ 


HYDRO- FLOW 
REGULATOR 


FURNACE 
JACKET 









EVAPORATOR 









y PAN 





HEAT 
EXCHANGER 














MORE EVAPORATION 


Pon mounts directly on furnace 
neat exchanger where circulat- 
ng gir is hottest. Conductive 
ation speeds evaporation — 
provides maximum humidity. 


POSITIVE CONTROL 


Hydro-Flow Regulator feeds 

Flow water to pan as needed. 

‘ is regulated to actual 

oF evaporation, eliminat- 

"9 need for overflow line, 
ts or needle valves. 











VISUAL PERFORMANCE 





Water flow from hydrant into 
standpipe reduces as proper 
pan level is obtained. Ensuing 
occasional drip indicates rate 
of evaporation. 


FILTERED FEED WATER 





Glass sediment bowl and fine 
screen remove scale, dirt, or 
sediment which might —_ in 


valve seat. Cold water reduces 


corrosion and liming. 


dloil 


MESSY OVERFLOW LINES! 
FLOATS OR NEEDLE VALVES! 
CORROSION — GUMMING! 


NEW! GENERAL 


MODEL 250 HUMIDIFIER 
with HYDRO-FLOW REGULATOR 


The Heart of Automatic Humidification 


Completely automatic . . . just install it . . . and its patented 
HYDRO-FLOW REGULATOR does the rest! The remarkable story of 
this new GENERAL HUMIDIFIER is one of instant response to water 
level changes and positive humidity control. It filters and measures 
feed water . . . reduces flow when proper level is reached in the 
evaporating pan. . . humidifies . . . and refills—all automatically. 


Secret is in the new and exclusive General control valve which 
will not lime, stick, or cause trouble in any way! Cold, filtered 
water enters the evaporating pan through a simple, foolproof 
diaphragm valve in the HYDRO-FLOW REGULATOR. When proper 
water level is obtained in the pan unit, flow automatically reduces 
to an occasional drip into a standpipe. Users can usually see the 
rate of evaporation — and humidification. 


The Model 250 mounts with just three screws on the outside of 
the furnace jacket in the cool zone; the evaporating pan mounts 
directly on top of heat exchanger where air is hottest. (Conductive 
action of pan of cold water on hot heat exchanger speeds evapora- 
tion and produces maximum humidity.) Cold water hookup and 
heat resistant feed line from regulator to pan complete the installa- 
tion, which can be performed in a few minutes! 


Completely Automatic — Completely Trouble-Free — GENERAL 
Model 250 HUMIDIFIER! 


WRITE For SPECIFICATION AND DATA BULLETIN 3-55. 


GENERAL FILTERS, INC. 


MAKERS OF FAMOUS GENERAL ‘oi FILTERS 


43800 GRAND RIVER AVE. - NOVI, MICHIGAN 


IN CANADA: Canadian General Filters, Ltd., 39 Crockford 
Blvd. (Scarboro) Toronto, Ontario 










































Oilheating Paten t5 


by 
Melvin Nord* 


Apparatus preheats Air 
and Oil fed to Burners 
U. S. 2,672,925, issued to Paul Traub, 
describes an apparatus for preheating 
air and oil being fed to oilburners. The 
apparatus is shown in Fig. 1. 

Air enters through the intake 5 to 
the heat exchanger 6 by means of a 
blower (not shown). The heat ex- 
changer may be positioned within a 
firebox of the boiler serviced by the 
system. The heated air goes to an air 
distribution box 10. Outlet 12 leads to 
an oil heat exchanger 14, while an- 
other outlet, 11, leads directly to oil- 
burner 15, 

Oil circulated through the coil of the 
oil exchanger will be quickly and high- 
ly heated, and is then delivered to the 
burner 15. A thermostatic controller 26 
actuates a valve in line 11, thereby 


*Patent Attorney, Detroit, Mich. 
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regulating the amount of air going di- 
rectly to the burners, so as to maintain 
a constant oil temperature. The air 
used to preheat the oil also is even- 
tually fed into the oilburners. 
Normally, the valve in line 11 is 
closed, but when unsafe conditions 





























Figure | 


develop by a rise in the oil to too high 
a temperature, the situation is relieved 
by automatic opening of the valve in 
line 11. 


Fueloil Atomizer for 
multi-nozzle Burners 


U. S. 2,680,652, to Lambert Kooistra 
and assigned to The Babcock & Wil- 


pare!...NO OTHER 
“PACKAGE UNIT” CAN EQUAL THE PERFORMANCE 


OF THE BETHLEHEM DYNATHERM 


The Bethlehem Dynatherm’s “Whirling Flame” is the secret of its amazing 
performance. This accurately controlled flame which burns right in the central 
boiler tube transfers its heat to the boiler water many times faster than a 
normal flame. The same whirling motion of the hot gases in the multiple-tube 
return, scrubs out the balance of usable heat. The results are: efficiencies far 
in excess of the conventional oil fired units; greatly accelerated recovery; 
much greater heat transfer per square foot of heating surface; the same heating 
capacity from a smaller unit, a fraction of the size of ordinary boiler-burner 
units and uniform performance regardless of atmospheric conditions. 


A few exclusive Bethlehem Dynatherm territory Franchises are 
still available. Wire or write immediately for full information. 


BETHLEHEM FOUNDRY & MACHINE COMPANY 


225 WEST SECOND STREET oe 





cox Co., relates to mechanical atom, 
izers for liquid fuels of widely differen; 
characteristics and is especially applica 
ble to fuel burning installations re. 
quiring a high degree of heat liberatioy 
per unit of fuel cost. 

The apparatus is shown in Figs, 2 
and 3, which are respectively a side 
view and a plan view of a multi-nozzle 
burner, and in Figs. 4 and 5, which 
are cross-sectional views taken respec: 
tively along lines 3-3 and 4-4 of Fig. 2. 

Fuel inlet pipe 21 leads to an inlet 
chamber 19, to each of the nozzles 1). 
12, and 14, and then to the discharge 
orifices 15. An electrically energized 
fuel ignitor 25 is also shown. Nozzle 
14 differs from the other two, and is 
adjacent to the ignitor. 

When a nozzle 12 is in operation, 
the pressure of oil supplied forces ball 
46 from its seat 45 into contact with 
the circular rim or edge of whirl cham 
ber 48, a position indicated in Fig. 2 
by the dotted circular outline, thus 
closing off entrance to the whirl cham- 
ber except through the inner ends of 
sprayer plate slots 49, and thereby 


ETHLEHEM DYNATHERM * BETHLEHEM DYNATHERM °* BETHLEHEM DYNATHERM 


* WYUSHLVNAG WS3H31HL39 


SHLVNAG WSHS1HL3G 


BETHLEHEM, PENNSYLVANIA Z 


BETHLEHEM DYNATHERM * BETHLEHEM DYNATHERM * BETHLEHEM DYNATHERM 
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“| A New Combination 


“| TO LOWER COSTS... 





‘ 
SAS + 
_ e 


FULLY 
ADJUSTABLE 
FAN AND LIMIT 
SETTINGS 


AVAILABLE 
WITH OR 
WITHOUT 
WINDOW 


PROTECTED 
BIMETAL 
ELEMENT 


ACRO Snap Action 
PRECISION 
SWITCHES 


NO BIGGER 
THAN FAN OR 
LIMIT CONTROL 

ALONE 


Here’s a combination you can’t beat. It’s the 
Crise Model FAL-40 that performance-wise is 
equal to any conventional bimetal fan and 
limit control and is interchangeable with most. 
A reduction in size and number of parts per- 
mits us to manufacture the FAL-40 economi- 
cally and still maintain highest standards of 
quality and performance. 


The Model FAL-40 Crise has adjustable fan 
and limit control settings. The fan differential 
is also adjustable while the limit differential is 
fixed at approximately 20 degrees. 

Many leading manufacturers have already 
adopted the Crise FAL-40 and thousands are 
giving excellent service in the field. Available 
with your brand name if desired. 


Write for a sample and quotation. 


CRISE CONTROLS DIVISION 


COLUMBUS 16, OHIO 





Distributed in Canada by Leland Electric Canade, 


ieloil 


ltd., Guelph, Ontario i 
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causing the oil to enter the whirl cham- 
ber in tangential streams. When the 
oil supply pressure to the burner is cut 
off and the burner placed under suc- 
tion, ball 46 is pulled inwardly, against 











Wi eR | 
Figure 3 
seat 45 to maintain a seal against in- 
take of air. 

In nozzle 14, when ball 46 is lifted 


from its seat 61 by oil supplied to the 
nozzle, the oil is released into the inner 


end of passage 57 from which it is 
conducted through ports 63 to the an- 
nular recess 65 and then to sprayer 
plate slots 49, the ball 46 being forced 
against the conical surface 63 where 
it remains centered with respect to the 


high capacity spray 68 during normal 
operation. 

Ignition of the sprays from the three 
nozzles 12, 12, and 14, is progressive, 
beginning with the spray from nozzle 
14 nearest the ignitor element 25, 


concentrically arranged ports 64 while 





oil is flowing. The ball thus merely acts 
as a valve and has no effect on the 
character of spray discharged from ori- 
fice 15. 

With this type of nozzle, when a 
burner is started up by opening the 
fuel valve, there is an interval during 
which fuel pressure at nozzle 14 must 
build up to normal, with the result 
that the initial discharge is a conical 
spray of larger included angle than 
when the internal fuel pressure has 
reached its high normal value and the 
burner is operating at full capacity. 
Advantage is taken of this character- 
istic of operation by positioning the 
ignitor element 25 so that its effective 
heating portion 26 is contacted by oil 
from the initial wide angle low capac- 
ity spray 67 upon starting up, but is 

















out of the path of the narrower angle Figures 4 and 5 
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| FF-530V 

- (Metal Bowl 
with Shut- 
Off Valve) 


CHEMISTONE 
ELEMENT... 
True Filter, 

not a strainer; 
exclusive with 
Klemm, 


the right filter for every use 


on ©] = eo) fo | Be ac 


@ MODELS AVAILABLE FOR EVERY 
HEATING APPLICATION 


@ CHOICE OF GLASS OR METAL BOWLS 


@® BUILT-IN SHUT-OFF VALVES 
AVAILABLE 


® EXCLUSIVE CHEMISTONE FILTER 
ELEMENTS 


No matter what kind of an oil burning installation you're 

selling or servicing, there’s a time-proved, customer- 

satisfying Klemm Fuel Oil Filter to keep 

wy it running . .. and running right. That's 

~~ why it pays to insist on genuine Klemm 
Filters — ‘Millions Since 1932.” 

ran 


Cy APPROVED MODELS AVAILABLE 


Klemm rrovucrs 


Ee ele te eee) tenga’, a )-lejelelene- mete) |o7-¥. hd 


1718 North Damen Avenue, Chicago 47, Illinois 


EXPORT: Guiterman Co., Inc., New York 4 * CANADA: Eigee, Ltd., Toronto 








---- A sure key 
to profits! 
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What does Mueller Climatrol offer that others can’t ? 
The Most Complete Line Just check these Mueller Climatrol “keys to profits.” The 


SEES SE gan ee ee ea most complete line of heating and cooling equipment. 
highboys, lowboys, companion units. Advanced design. Matchless engineering. Rugged, quality 
The Suburbanaire Line for competitive jobs, housing pro- construction. Handsome, compact styling. National “Brand 
jects: gravity, counterflows, horizontal, highboys, lowboys. N ” od tisi St ] 1 deal handial F 
A Commercial Line of unit heaters, boilers and packaged ame = aaver ising. i rong ace waned eee -_ nee — 
- ese capas in a wide range of sizes. tory sales, engineering, service and promotional assistance. 
A Conversion Line of add-on cooling, conversion burners, : : - 
incinerators, blower-filter units; a recessed summer con: Most important, interest in seeing that you, as a Mueller 
cae Climatrol dealer, make money. 
eoling Line second to none. Air cooled and water ‘ 
cooled in wide range of sizes — deluxe units, Use these Mueller Climatrol “keys to profits” to make 
So ee your business better, and open the door to greater profits. 
Write us: Mueller Climatrol, Dept. 245, 2050 W. Oklahoma 


Ave., Milwaukee 15, Wis. 
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NEARLY 100 YEARS OF MANUFACTURING QUALITY COMFORT EQUIPMENT 
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Retracting System removes 
Oil from Tube on Shutdown 


U. S. 2,685,919, issued to Raymond B. 
Plass and Harry K. Winters, and as- 
signed to Ray Oil Burner Co., relates 
to retracting systems which operate on 
the shutting down of an oilburner to 
remove the oil from the burner tube 
and from all the conduits between the 
burner tip and the shut-off valve. 

In Fig. 6, a burner is illustrated at 
10 as supplied with oil through a main 
pipe 11 and branch pipe 12. A pump 


13 driven by a motor 14 withdraws 





You make a warm friend when you switch to Sinclair SuperFlame® 
Fuel Oil — a friend to help you win many more friends... by building 


customer good will. 


Sinclair SuperFlame builds good will because it offers anti-rust pro- 
tection at no extra cost. SuperFlame contains Sinclair’s exclusive rust 
inhibitor, RD-119®. Used regularly, this top-quality fuel oil protects 
against rust-clogged filters and burner nozzles. Result:—fewer service 
calls and greater customer satisfaction. 


To build good will — and boost profits, switch to Sinclair SuperFlame 
Fuel Oil today. Write Sinclair Refining Co., 600 Sth Ave., N. Y. 20, N. Y. 


SINCLAIR 
FUEL OIL with RD-119° 


$O OIF FERENT —/7T$ PATENTED 
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oil from any suitable source of supply 
and directs it to the burner 10. The 
motor is energized by an electric cir- 
cuit including conductors shown at 15 
which circuit also controls a magneti- 
cally actuated shut-off valve 16. A con- 
trol switch 17 in this circuit starts the 
motor and opens the valve simultane- 
ously and conversely closes the valve 
16 instantly when the motor is de- 
energized. 

The volume of flow to the burner is 
regulated by a reducing valve 18 which 


creates a pressure in between the valve 















































Figure 6 


18 and the pump which is higher than 
the pressure on the opposite side in the 
pipe leading to the burner 10. Any 
excessive pressure thus created is re 
lieved through a return line 19 in 
which a spring actuated pressure regu- 
lating valve 20 is placed. The valve 
20 is by-passed for limited flow of oil 
by a conduit 21. 

A retractor cylinder is shown at 24 
as having a piston 25 urged toward 
the right by a spring 26. A conduit 
30 forms a communication between the 
return line 19 and the end of the in 
terior of the cylinder 24. The conduit 
30 connects with the bottom of the 
cylinder so that dirt or other solids are 
drained from the cylinder each time 
the piston moves to the right. 

At its opposite end, the cylinder 24 
is connected with the return line 19 
beyond the valve 20 by a conduit 31 
in which is included a spring pressed 
check valve 32. A draw-off conduit 
33 communicates the cylinder 24 with 
the burner 10 and includes a check 
valve 35. 

In operation the burner is started 
by closing the circuit 15 to start the 
pump and open the valve 16. Pressure 
produced by valve 18 in the return line 
19 enters the cylinder 24 and urges 
the piston toward the left against the 
pressure of spring 26 and the piston 
remains in this position as long as the 
burner continues to operate, any oll 
in the cylinder having been forced out: 
ward and returned to the source of 
supply by means of the conduit 31. 

When the burner is shut down by 
opening of the switch 17, oil pressure 
in the return line 19 is reduced and 
the spring 26 urges the piston toward 
the right. The oil in the right hand 
side ‘of the cylinder escapes through 
line 30 and the bypass 21. This creates 
a vacuum in the cylinder and draws 
oil away from the burner 10, com 
duits 12 and 33. This oil remains 1 
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Penn designers were told! ‘Forget old practices. 
Don’t try to patch together a control for the growing 
residential air conditioning market. Design one!” 

They did! It’s the Series 753 wherein all control 
functions are centralized in one compact unit. For 
air conditioning manufacturers, the Series 753 saves 
production time .. . saves wiring and labor costs. For 
installers, it simplifies wiring . . . saves installation 
time. For users, it assures greater satisfaction ... at- 
tention-free, efficient operation. 


AIR_ COND 
ION 
CONTROLLER © 


Cust -— —- 2 
—. 


PERN o 
soem ROLE. tac. 


Sic ges 


engineered specifically for 
residential air conditioning 


PROVIDES MANY 
NEW ADVANTAGES! 


In residential applications, the Series 753 can con- 
trol single or two stage cooling operation with low 
or line voltage for (1) year ’round heating and cool- 
ing systems and, (2) for “add-on” summer air con- 
ditioning to existing heating plants. Commercial 
self-contained package units may be controlled either 
with built-in selector switch and temperature con- 
trol or with remote thermostat and selector. For the 
very best in air conditioning controls... buy Penn! 
Penn Controls, Inc., Goshen, Indiana. 
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the cylinder until the burner is again 
started. 


Steam atomizing Oilburner 
regulates oil-steam Mixture 


U. S. 2,683,057, issued to Teobaldo 
Eduardo Nusbaum (Buenos Aires, 
Argentina), describes a spray burner 
for heavy oils. The only control re- 
quired is a key which regulates the 
intensity of the combustion; the regu- 
lation of the proportions of the oil- 
steam mixture are automatically con- 
trolled. 





Are Designed To 
Increase Your Profits 


FUSIBLE AND NON-FUSIBLE VALVES ¢ 
FUEL OIL FILTERS © SAFETY DEVICES 





Firomatic products, famous for quality 
for nearly a quarter century, are de- 
signed to give you the highest profits 
possible. Ruggedly built for long wear, 
they eliminate call-backs after installa- 
tion that often eat up profits — and 
they're priced to give you substantial 
mark-ups. Send for the complete Firo- 
matic catalog and prices. 


Illustrated, are just 5 of over 80 different Firo- 


matic products available. 


FIROMATIC DESIGN CAN BE IMI- 
TATED—BUT FIROMATIC QUALITY 
AND SERVICE CANNOT BE DUPLI- 
CATED. 
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Figure 7 


The new burner is shown in Fig. 7 
The oil tank 1 is filled by means of 
the inlet 2, the mouth 3 of which is 
covered by the stopper 4 which is op- 
erated by the arm 5 of the float 6. 


Adjacent to the tank is the chamber 
7. This has, passing through it, a pipe 
8 which starts at the bottom of the 
tank 1 and ends in the tube 10 of the 
head piece of the burner 11. Connected 
to the end of the tube 10 is the nozzle 
13 for discharging the oil. 


The steam feed pipe 14 is led 
through the tank 1, as a means of heat: 
ing the oil, and when it reaches the 
chamber 7, it is connected with the 
valve 15. It is then prolonged by means 
of the pipe 16 and flange 17 to a sec’ 
ond tube 18 of the head piece 11. The 
oil is further heated in the chamber 7 
by the heat coming from tube 16. 

The tube 18, which is provided on 
top with an inspection cap 19, has its 
outlet in the steam nozzle 20. The two 
nozzles 13 and 20 come together in the 
interior of the atomizing cage 21, which 
consists of a perforated tube, and the 
whole assembly is in the interior of the 
fire guide tube 22, the outlet 23 of 
which faces the combustion space. 

The operation of the burner 1s as 
follows: The float 6 admits oil into the 
tank 1, and maintains a constant level 
of oil in the tank and in the tube 10. 
When the steam valve 15 is opened, 
the steam escapes through the nozzle 
20, drawing up the oil through the 
other nozzle 13. The steam and oil are 
mixed in the atomizing cage and the 
mixture is then forced to the outside of 
the guide tube 22, where combustion 


takes place. 
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MICRO-PHOTO OF BOWSER FILTER 
CARTRIDGE MATERIAL 





FILTER YOUR PRODUCT 
| AND you WILL SELL 
| MORE OIL 


Replaceable, low-cost caf- 

| tridges remove sludge and dirt 
from millions of gallons of fuel. 

; The cost per gallon is practi- 
cally nil. Except for ticket- 

printing Bowser Xacto Meters, 

no other equipment can help 

you sell MORE at lower cost! 

FIG. 835 

BULK PLANT FILTER 






Your Customers Are F LTE R. 
CONSCIOUS 


NOW 
poe ’ MORE THAN EVER, customers hear about 
i ... cigarettes, beer, air and FUEL OIL. More 
and more oil dealers are sellin 

g more by advertising 
FILTERED FUEL OIL. If you want to boost your gallon- 
age GET THE FACTS NOW! 


FUEL OIL 
FILTERS 


Ni 


ESTABLISHED 1885 
w 





omg your interests and your customers’ by eliminat 
= hase water and tank scale from your fuel oil 
iminate costly service calls and equipment repairs, and 


tell your customers! 


Bulk plant (left) and truck 
type (right) Bowser Filters 
are available in several sizes. 
Either type will provide the & 
sales tool you need. Both 
operate very effectively. Get 
complete data now and be 
ready for summer sales pro- 


motion! 


FIG. 837 
TANK TRUCK FILTER 








@ GETS NEW BUSINESS 


HERE'S 


BOWSER, INC. 

FORT WAYNE, IND. 

ush the FACTS and tell me how other 
ILTERED FUEL OIL. 


Gentlemen: R 
dealers profit with F 





» BUILDS GOOD WILL = 
» CUTS COMPLAINTS PROOF 


@ REDUCES SERVICE cosTs 
This Stuffer Helps You Sell 





r tells 
cts. 


CT MAIL or HANDOUT stuffe 
your customers and prospe 
Bowser Filter owners only. 


This DIRE 
the story to 
Available to 
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1330 E. CREIGHTON AVE. 


eloil 


FORT WAYNE, INDIANA 



















. . . « Oilheating Patents 


Control Pump at Nozzle 
during fueloil Delivery 


IN OIL DISPENSING SYSTEMS, it is cus- 
tomary to operate a motor switch 
manually, either in the vicinity of the 
pump or the nozzle, regardless of 
whether the dispensing mechanism is of 
the stationary or portable variety. 

In U. S. 2,678,752, issued to Elias 
A. West, a different automatic ar- 
rangement is provided. The apparatus 
is shown in Fig. 8, together with a 
circuit diagram (Fig. 9) showing how 
the unit is controlled. The apparatus 


includes a motor 15, pump 22 with in- 
let 24 from the tank and discharge 
pipe 25 leading to an air trap 26. 
The meter 29 is connected to a pres 
sure switch 32. The switch is connected 
through a manually operated shut-off 
valve 33 with a delivery hose 34. 


Power for operating the dispensing 
apparatus may be supplied from the 
storage battery 38 commonly found on 
tank trucks. A solenoid switch 41 is 
mounted on motor 15 and this switch 
41 which is normally open includes a 
pair of contacts 42 to control the op- 











THE LATEST IMPROVEMENT 


FOR ADJUSTING THE SECONDARY AIR OPENINGS ON 
THE SHELL HEAD ASSEMBLY WITHOUT HAVING 


IS NOW AVAILABLE AT NO EXTRA COST* 
ON KORTH MODEL SR-SH. 


* Saves Time 


¢ Permits easier and more 


accurate adjustment 


PLAN TO INSTALL ONE 
ON THAT NEXT JOB. 
SEND FOR NEW LOW 

PRICES AND LITERATURE. 


*Price Also 
Includes 

4 M-H 
Controls 





ASK YOUR JOBBER OR WRITE TO: 


ECKHART MFG.CO.,INC. 


Send for information to- 
day on the complete 
line of trouble - free 
Korth Burners in sizes 
and capacities from .75 
to 20.0 G.P.H. and in- 
stallation and service 
manual. 
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Figure 8 


eration of motor 15 which drives the 
pump 22. A control circuit cable 43 
leads from switch 41 to a manually 
operated switch 44 and to pressure 
operated switch 32. 

Electric current from the battery 
energizes the motor when the solenoid 
switch 41 is closed. For controlling the 
operation of solenoid switch 41 the 
coil 45 is connected through a lead 46 
with the battery 38 and through an 
other lead 47 with one contact 48 of 
pressure operated switch 32. The op 
posite side of the battery is connected 
through a lead 49 with one contact 50 
of manually operated switch 44 and 
the other contact 51 of switch 44 is 
connected through a lead 52 with the 
other contact 53 of pressure operated 
switch 32. Pressure operated switch 
32 is shown schematically and includes 
a bellows 54 which serves to actuate a 
rod 55 to which is attached a cross arm 
56 carrying contacts 58 which engage 
the contacts 48 and 53 to close the 
circuit. 

The bellows 54 is enclosed in a 
chamber* 59 which is subjected to the 
pressure of the oil flowing from the 
pump. Upon a sufficient increase in 
pressure in chamber 59, the bellows 
34 will be collapsed, moving the rod 
55 and cross arm 56 upward to sepa’ 
rate the contacts 58 from contacts 
48 and 53, thus opening the cir’ 
cuit. Upon reduction of pressure 
the chamber 59, the bellows 54 
will expand, moving the rod 55 and 
cross arm 56 downward, thus re-engag’ 
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how to profit 
from a 
clogged nozzle 


Believe it or not, there’s a way you can transform this 
frosty situation into good will — and make a sale at the 
same time! Simply explain to your customer that he needs 
a Purolator. 

If he drives a car, he’s already presold. He knows what 
a Purolator is and what it does . . . that it’s a well-built, 
long-lasting unit. You can point out that a Purolator 
PF-2002 oil burner fuel filter in his burner’s feed line 
does a lot more than prevent nozzle clogging. It slows 
down wear of his fuel pump . . . keeps his burner running 
smoothly .. . actually lowers his fuel consumption by im- 
proving combustion. He’ll be sold on Purolator, and you’ll 
have a happier customer. 
Purolators are easy to install and service 
Simply connect directly into the oil supply line on the 
suction side of the burner pump. The pipe will carry the 
weight of the filter without difficulty, and you won’t need 












to install a special mounting fixture. Once installed, the 
only maintenance is an annual replacement of the Purolator 
PF-200 filter element. 

For complete details and prices of Purolator types de- 
signed for domestic oil burner installation, write Dept. 
OB1-412, Purolator Products, Inc., Rahway, N. J. 


Puntpiara? 
au, f a 
% ed al 





For home oil burners: PF-2002 fuel filter and 
PF-200 micronic refill provide ample capacity 
to handle recirculating fuel feed systems — 
refill interchangeable in most filter applications. 








. . « « Oilheating Patents 






ing contacts 58, 48 and 53 to reestab- 
lish the control circuit. 
When it is desired to make a deliv- 


ery of oil from the tank 11, the manu- 























al switch 44 when closed energizes the 
coil 45 of the solenoid switch 41 thus 
closing this switch and energizing the 
motor 15. This operates the pump 22 
and builds up pressure in the discharge 
line 25 and in the chamber 59 of pres- 
sure operated switch 32. Upon this 
reaching a_ predetermined 
value, switch 32 opens. Solenoid switch 


pressure 


41 opens and stops the pump. 


The discharge hose 34 will be con’ 
nected to the customer’s tank and the 


valve 33 opened to reduce pressure in 
the chamber 59 thus closing the pres- 
sure operated switch 32 which will 
start the motor 15 and the pump 22 
to deliver fluid through the hose 34, 
the amount of such fluid being re- 
corded by the meter 29. 

Upon delivery of the desired quan- 
tity of fluid, the valve 33 is closed. 
This causes an immediate rise in pres- 
sure within the chamber 59, opens the 
switch 32 and causes the motor 15 to 







































\ SCHUYLKINS 
\ Maver 
NN PA 


~~ 


THE 


BOILER 


Grate Sizes 
19°—22"—24"—28" 


or equivalent H.W. 


EASY — 


TO GET IN THE BASEMENT 
TO INSTALL 
TO CLEAN & SERVICE 
TO SELL 


Warehouses: 


BALTIMORE @ BUFFALO e 


Phones: 


SAR. 2387 GAR. 7300 





BOILERS 
FOR STEAM OR HOT WATER 


Qualified for A.S.M.E. Marking 


ee as ene 


WALL-FLAME. 


NEW MODELS—GREATER CAPACITY 


Capacities 300-700 square feet steam 


ECONOMICAL e¢ BEAUTIFUL « 
EFFICIENT © COMPACT e QUIET 


V & E PRODUCTS, INC. 


SCHUYLKILL HAVEN, PA. 


PHILADELPHIA e¢ SCHUYLKILL HAVEN e 


WAYNE 1625 


STEEL 


Walter Tube 


BUILT TO LAST A LIFETIME 
UNDER ANY CONDITIONS 





Y%” PLATE — 1%” wall, TUBES 


LOWELL, MASS. 


S.H. 122 GLEN. 7-7496 
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stop. If desired, a control valve or no; 
zle 60 may be provided on the outl 
of hose 34. 


Pot-type burner Igniter 
includes Nichrome Element 


U. S. 2,688,999, issued to Richard F 
Van Tubergen (Portland, Ore.) , coy. 
ers an ignition system for pot-type oil 
burners. This is accomplished by pro 
viding an igniter which automatically 
re-ignites a burner which has been 
snuffed out. The igniter consists of an 
electric resistance element, such as a 
Nichrome wire, placed adiacent to the 
burner to ignite it. A switch is placed 
in an electric circuit with the resistance 
element and temperature responsive 
means such as a bimetal blade are 
placed adjacent the furnace. The bi 
metal blade actuates the switch, turn 
ing it on when the burner temperature 
drops below a predetermined level, 





Figure 10 


thereby igniting the burner, and turn- 
ing it off when the temperature reaches 
or exceeds the predetermined level. 
This turns off the igniter until such 
time as the bimetal blade cools suff 
ciently to close the switch, again estab- 
lishing the electric circuit through the 
resistance element. 

Shown in Fig. 10 are the bimetallic 
blade 42, placed in close proximity to 
the base 15 of the burner pot, and the 
Nichrome resistance element 25. Oil is 
conveyed from the bottom of the burn 
er pot to the vicinity of the resistance 
element by a wick 26. The electric 
circuit indicated is described in detail 
in the patent specification. 

. 
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James L. Shields has been appointed 
controller, Sunbeam Air Conditioner 
Division, American Radiator & Stand: 
ard Sanitary Corp., New York. He 
joined the company in 1952. 
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New Products 


Each New Products item has an identifying number. 
If you want more information on any equipment described 
here send the coupon on page 127 to FuELoIL & OIL 
Heat, 2 West 45th St., New York 36, N. Y., and 


identify the product by circling its number on the coupon. 


McDonnell No. 92 Series controls 
liquid Level up to 250 psi Pressure 
AVAILABLE in several body types, McDonnell’s No. 92 
series controls are for pressures up to 250 psi, designed 
primarily for boiler liquid 
level regulation. The controls 
may be used to perform three 
important jobs, singly or in 
combination: Control a boil- 
et feed pump from the boiler 
water level, provide a low 
water fuel cut-off and close an 
dectrical circuit when low 
Water occurs to operate an 
alarm device. 





The No. 92 is used where an independent water column 
8 installed; No. 192 is a water column type control with 
necessary tappings for mounting the gauge glass and try 
wocks. Features include new “repulsion magnetic switch- 
ing,” generous float clearances, meets current UL stand- 
ads for 75° C. wire. 

Made by: McDonnell € Miller, Inc., 3500 N. Spaulding 
Ave., Chicago 18, Ill. 

Circle El on coupon, page 144 


Alstrom tankless water Heater 
with built-in tempering Valve 


aN Soren “T” wovics tanklecs water heater announced 
by Alstrom has a manual tempering valve built into the 
temovable cast y 
bronze head. The 
valve is adjustable 
lor summer-win- 
ter control of wa- 






te o Gy ; %, YM i j 
“ft temperature i 1% J 
and is preset at oe a 


the fa- ne : , 
he factory for optimum performance. 
Where by-pass must be adjusted, it can be done easily 
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Now featuring higher ratings than ever, this superbly 
engineered 2-way baseboard radiator makes selling 
faster and easier. Quickly installed KOVEN Trimrad 
saves valuable time—cuts costs 
to a minimum. And Trimrad is 
highly adaptable —can be used 
in conjunction with regular radi- 
ators! That’s why for more homens 
profitable sales you can depend 


on KOVEN 


NO DRAFTS OR COLD POCKETS 
UNIFORM HEAT from floor to ceiling , . ! 
NO FINS TO CLEAN or get clogged t) 


with dust 


LIGHTWEIGHT 


longest length 


MILL-ROLLED WELDED STEEL gives 


maximum heat conductivity 


3 BIG WATERWAYS back front panel 


hold more water, store and emit 


heat longer 


FOR NEW OR OLD WORK 
NATIONALLY ADVERTISED 


WATERFILM BOILERS, INC. 


154 Ogden Ave., Jersey City 7, N. J. 
Plants: Jersey City, N. J. * Dover, N. J. * Trenton, N. J 


P+ 4 ee 


17 


Rea ower~. 
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TRIMRAD 














MORE HEAT 
BY RADIATION 

- 50% convected heat 
50% radiated heat 


Trimrad! 





one man can handle 





ALMOST INVISIBLE — 
Practically flush 


with the wall 









a division of L.O. KOVEN & BRO., INC 








. . « « New Products 


to achieve complete control over the cold water to temper 
the desired hot water. “T” series heaters are hydrostati- 
cally triple-tested, have hot water capacities of 4 and 5 
gpm, ¥%” copper tubing and a larger cast-iron shell, self- 
flushing sludge chamber, control opening and two inlet 
tappings. 

Made by: Alstrom Corp., 790 East 176th St., New York 
60, N. Y. 

Circle E2 on coupon, page 144 


Standard Automatic Burner spans 
capacity Range from 34 to 6 gph 


STANDARD AUTOMATIC has announced a new model oil- 
burner, made in one size to handle from % to 6 gph, com- 
bining the principles of wall type and vertical firing, but 
without moving parts in the boiler or furnace. Fuel unit 
is of the air-oil type, with built-in metering pistons. 

The burner’s nozzle, developed by the company, is a 
non-clogging type. The nozzle is described as easy to service 
and for service, the announcement explains, it is not nec- 
essary to enter the combustion chamber to work on any 
part of the burner’s combustion head. 

The company is seeking suggestions for a name for the 
burner and offers a TM850 Chronotherm to anyone sup- 
plying the name they select as the “winner.” 

Made by: Standard Automatic Oil Burner Div., Allied 
Federal Industries, 14-28 Mitchell Pl., Newark 5, N. J. 

Circle E3 on coupon, page 144 





JACKET TUBULAR CONSTRUCTION 


SCIENTIFICALLY 
DESIGNED FOR 
MAXIMUM AIR FLOW 


THOROUGHLY INCREASES PRIME STEEL JACKET LINER 


INSULATED HEATING SURFACE 





FAN SUPPORTED 
IN COLD AIR 
SPECIALLY STACK CHAMBER FOR 
TOP PERFORMANCE 


Ame 


pps 3 TEMPERATURE 
DESIGNED FOR 


LARGE HEAT DESIGNED 


REFRACTORY EXCHANGER FOR RADIATOR 
INSTALLED COMBUSTION 
OPERATION — AT FACTORY EXPANSION 


EASY-TO-SELL TROUBLE-FREE, OIL OR GAS FIRED HEAT 


Cash in on the tremendous demand for horizontal-type furnaces— 
write for attractive dealer or jobber sales plans, Increased production 
brings better delivery—and you can meet or beat all competition for 
practical, well-made, efficient furnaces. Designed for garages, stores, service 


Stations, warehouses, factories and dwellings. 


COX MANUFACTURING COMPANY 


RIDGEVILLE, INDIANA 


EXCLUSIVE MANUFACTURERS OF WONDAIRE DESIGNED FURNACES 





WORLD'S FINEST OIL OR GAS FURNACES 








Mercoid temperature Control is 
announced as two-stage Device 


MERCOID has introduced a two-stage temperature control 
available in 11 different operating ranges, equipped with 


external adjust- 
ments and a visi- 
ble calibrated dial. 
Incorporat- 
ing two independ- 
ently adjustable 
magnetic mer- 
cury _ switches, 
which provide for 
successive stage 
operation or high- 
low operation, the 
controls can be 


furnished with 








general purpose, 








weatherproof or 
explosion-proof steel cases. 

Examples of applications include closing one alarm cir- 
cuit at high temperature and another at low temperature 
setting; electrical interlock to open one circuit as tempera’ 
ture rises above and the second circuit as temperature drops 
below set operating points. 

Made by: The Mercoid Corp., 4201 West Belmont Ave., 
Chicago 41, Ill. Circle E4 on coupon, page 144 


ANSWERS THE GROWING NEED 


HEATING, DESIGN, 
SALES and PROFITS: 


There is a WONDAIRE furnace for every heat- 
ing need. If you are an alert, up-to-date jobber 
here is your opportunity to tie up with one of the 
finest manufacturers in the business. Sizes from 
the smallest to the largest are available including: 
80,000; 95,000; 115,000; 150,000; 225,000; 300,- 
000 and 400,000 BTU. Shipped completely as- 
sembled—all parts ge and nationally known. 
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MODEL H : ( 
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MODEL CF 
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° CFO 
80,000 to 150,000 
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New Products 
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Conversion Weathermaker is designed by Carrier for addi- 
tional to horizontal forced warm air furnaces, usually in- 
stalled in attic or crawl space. Coil package inserted in the 
ductwork at the discharge end of furnace converts the sys- 
tem to combination heating-cooling. The weatherproof, 
tamperproof air-cooled refrigeration unit (right) is in- 
stalled outside. A thermostatic control panel, mounted next 
to the heating thermostat, controls cooling and handles 
changeover from winter to summer operation. 


Made by: Carrier Corp., Syracuse, N. Y. 
Circle E5 on coupon, page 144 


Sid Harvey Tool aids Removal 
of Fans from frozen Shafts 


A FAN PULLER, developed by Sid Harvey, Inc., grips the 
fan at the hub to prevent damage to the fan when removing 
it from a frozen 
shaft. It consists 








: P ALLEN SET SCREWS 
of a black oxide- Ps —, GRIP FAN AT THE HUB 
A TWIST 


coated steel tube 
enclosing an in- 


OF THE WRIST 


et 
Sls 


MADE TO LAST WITH 
RUST RESISTANT-BLACK 
OXIDE COATED STEEL 


CAN'T DAMAGE FAN Rs 
ALL PRESSURE APPLIED ‘Ss 
¥ gay ; __ AT HUB ‘ 
tion with 3 Allen set screws, a twist of the screw handle 
pulls off the fan. 

All pressure is applied to the hub, minimizing the dan- 
ger of damage to the fan. Puller is 10” long. 


Made by: Sid Harvey, Inc., Valley Stream, N. Y. 


ternal screw. 
Tube fits over the 
hub of fan, is 
locked into posi- 


Circle E6 on coupon, page 144 


Morton heat loss Rule is 
direct-reading Calculator 


MORTON area and crackage calculator is a direct reading 
calculator which can be used to obtain areas of floors, ceil- 
ings and walls instantly and accurately. Areas of windows 
that should be treated as glass-either by opening size or 
glass size—are also readily obtainable, along with the lineal 
feet of crack 





*Cure-Fire ” 
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THIS YEAR...EVERY YEAR! 


Combuslioneet 


OIL BURNERS 


































Model dLP 








Take your choice, or take both . . . the Combustioneer 
dHP or dLP... they are the industry’s finest oil burners. 
Many exclusive features make them a “‘cinch” to sell! 
Quality throughout—and best of all—they are absolutely 
trouble-free! Install em... set em... forget em! Priced 
to make a “sweet” profit for you! Backed by national 
advertising and dealer sales helps. Liberal cooperative 
newspaper ad policy. Get complete details about the really 
profitable Combustioneer Franchise. Mail the Coupon! 


THERE ARE OTHER BIG PROFIT-MAKERS 
IN COMBUSTIONEER’S HEATING LINE! 








Handsome, 
compact 
oil furnaces. 


THE STEEL PRODUCTS ENGINEERING COMPANY 





Gas Burner 
gives unmatched 
fuel economy. 





Complete 
line of 
Coal Stokers. 


DIVISION 








Humidifiers 
for any 
type furnace. 





COMBUSTIONEER DIVISION Steel Products Engineering Company 
1232 West Columbia Street, Springfield, Ohio 


Tell me about the money-making Combustioneer Franchise! 


Name 


Firm Name 


Address 





Pick your Specials’ too 
trom this 
Complote Line 


GENERAL Venturi-Type Diverter 
for One-Pipe Hot Water Heating 





GENERAL 


“TESTITE” 
Solder Fittings 


Need a low-cost, top-quality Venturi fitting for a 
single-pipe hot water radiation system? You can’t 
beat the GENERAL one-piece Venturi-type diverter 
shown above! 


Or do you want to save time on fin-tube, baseboard 
radiator installations? GENERAL’S “Special-Tee” 
vent-or-drain fitting is the answer. It’s a 3-way 
reducing tee that’s ready to install . . 
drilling, tapping, or bushings. 


. needs no 


Point is, you can save time amd money with 
GENERAL special fittings. They’re part of a large 
line of ells, tees, adapters, couplings, unions, and 
reducing fittings ... in all the popular sizes. And 
every GENERAL fitting is a high grade casting, 
pressure tested for perfect performance ... with 
accurately machined tube sockets for perfect fit, 
easier soldering. Write for detailed folder. General 
Fittings Co., Box 151C, East Greenwich, R. I. 


GENERAL FITTINGS 


COMPANY 





TANKLESS AND INDIRECT WATER HEATERS 
AND HEATING SPECIALTIES 


124 








. New Products 


The device operates like a slide-rule, yet reads direg 
in the manner of a table—no interpolating is required. It j 
constructed of lifetime vinyl plastic in a handy pocket size 
(334” x 9”). Price of $4.75 postpaid includes a plain 
leatherette carrying case. 

This model plus the recently introduced Morton Btuh 
calculator are designed for those who employ the National 
Warm Air (Crackage) Method of figuring. A Btu calcu 
lator and an area and volume calculator also are available 
for those who figure heat losses by the the Air Change 
Method. 

Made by: Paul S. Morton Engineering Service, 609 
Bangor Rd., Lawrence, Mich. 

Circle E7 on coupon, page 144 


Swing Joints on Hannay hose Reels 
designed to conserve Space and Time 


A FORGED BRASS swing joint has been introduced by Han- 
nay, intended to save space and make install. ations of the 
Hannay hose reels 
easier in tight 
places. Available 
on request with 
any size reel, the 
swing joint per- 
mits joining of the 
hub assembly of 
the hose reel and 
the oil pipe by 
the Victualic cou- 
pling method. : 
Couplings can be connected or disconnected in a matter 
of seconds using only a wrench. 

Flow of oil through the swing joint is smooth, while a 
non-absorbent Dupont “Teflon” packing affords protection 
against leakage. 

Made by: Clifford B. Hannay & Son, Inc., 
St., Westerlo, N. Y. 

Circle E8 on coupon, page 144 





107 Main 


“Spid” induced draft Fans 
come as packaged Units 


spIp” induced draft fans are packaged units, which in 
lt 


clude fan, motor, motor base and adjustable speed ¥ ‘be 
drives. The unit eliminates a 
need for tall stacks since con- 
stant boiler draft can be main- 
tained regardless of weather 
stack height or 
placement. The fan will sup- 
port 30 feet of Yg” gauge steel 
stack properly braced with 
guy wires. 


Chicago 


conditions, 


“Spid” fans are 





available for boilers in all ' 
sizes up to 350 hp, and 650° F. and meet bdiler require’ 
ments ranging from 4,500 to 50,000 EDR. 


April 
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_... New Products 


79 


Specifications: Wheel diameters 15/2” to 48/2”; “Ls 
type furnished up to and including size 60. Sizes 70 and 
above are furnished with rim-type wheels. Shafts of se- 
lected open-hearth steel with a .3 or .4 carbon content, 
turned and ground to close tolerances. 

Made by: Chicago Blower Corp., 9867 Pacific Ave., 
Franklin Park, IIlinois. 

Circle E9 on coupon, page 144 


Penn announces new combination 
heating and cooling Thermostat 


TYPE 880 is Penn’s designation for its new heating and 
cooling thermostat, available in seven standard models for 
cooling only, 
heating and sin- 
gle stage cooling 
or heating and 
two-stage cooling. 
Compact in size, a 
2 1/16” wide by 

2 Aer high ae” — 
and 4 17/32” een 


long, the control see 











includes Penn’s cold anticipation feature and provides com- 
plete segregation of heating and cooling circuits without 
special accessories. 

Separable mounting plate permits wiring of the mount- 
ing plate and then “plugging in” the thermostat, without 
removing thermostat cover. Finger tip selection of system 
and fan functions are conveniently located on front of 
the control; coded cycling adjustments for heating and 
cooling are concealed under the cover to prevent tamper- 
ing, 


Made by: Penn Controls, Inc., Goshen, Ind. 
Circle E10 on coupon, page 144 


Heat Recorder-Totalizer Unit 
now offered in portable Model 


HEAT-TIMER announces a portable model of its Heat Re- 
tder-Totalizer, a device which records oilburner on and 
f periods and totals hours 
! operation. This model is 
1 outgrowth of the original 
imnounced a year or so ago 
ind operates electrically and 
S intended for any installa- 
tion where a continuous rec- 
td of burner operation is 
desired. 

The Recorder provides a imei 
Permanent chart on printed tape showing the length of 
each Operating cycle; the totalizer computes and registers 


total hours of burner operation. 


Made by: The Heat-Timer Corp., 657 Broadway, New 
Tork 12, N. Y. 


Circle Ell on coupon, page 144 





NOW! convert standard 
tees into balancing valves! 


ADAPTER UNITS 


Phantom view above shows how Maid-O’-Mist 
Adapter Unit makes any copper, bronze or cast 
iron tee into efficient balancing valve. Note there 
is no reduction of inside pipe diameter, an 
advantage which assures full free flow of water 
through the tee. This, plus low cost, permits use 
of additional balancing in hot water heating 
systems without preliminary planning. Precision 
made of brass and monel metal. Packed stem 
construction. Balancing adjustment requires only 
screwdriver. 


No. 14 for sweating or soldering 
into copper and bronze tees. 
Nominal pipe sizes 7/2”, 2”, %/4”,1” 


No. 15 for threading into cast iron 
tees. Sizes 2”, 74”, 1", 14”. 


MANY 
USES 


MAID-O’-MIST, inc. 


3217 NORTH PULASKI ROAD 
CHICAGO 41, ILLINOIS 


For return header. 
For radiant header. 


For baseboard radiators. 


For convector radiators. 


HEATING SPECIALTIES 
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Automatic Draft Control with 
at All Vital Points! 


CF 


, 


Full Protection 


Pat. 
Pending 





Think of it! A draft control that’s absolutely impreg- 
nable to soot, carbon, corrosion and dust... one that will 
give years of accurate, trouble-free service in spite of the 
most adverse operating conditions! The new Walker 
ROYAL PURPLE model is the first—and only—draft con- 
trol with positive, all-point protection. These revolutionary 
improvements can’t be copied or duplicated —they’re ex- 
clusively Walker because of pending patents. 


The Royal Purple — Hit of the Philadelphia Show 


AW 
THE = iy 
INSIDE STORY 3 


‘The weight adjustment 
assembly on the ROYAL 
PURPLE model is sealed 
in by a protective hous- 
ing which keeps mechan- 
ism absolutely free from 
dirt deposits. Unre- 
touched photo at right 
shows back of vane and 
housing after more than 
a year’s service. Cut- 
away shows spotless con- 
dition of sealed-in weight 
adjustment assembly. operating parts assure ease of 
Clean, corrosion-free adjustment at any time. 

This front view of an actual installation 
shows location of pivot pins which control 
vane movement. Notice how they are 
located on front face of damper and set 
back, away from edge. Box-type hinges 
completely seal delicate knife-edge pivots, 
keeping them clean and sensitive even after 
years and years of service. 

For complete details on this sensational 
new development in draft control, see your 
jobber or write Walker Manufacturing and 
Sales Corporation. 


VENTURI-TOP CHIMNEY CAP 


il Ideally suited for both heating and 
gz i ventilating applications, the Venturi- 
ig g 

















fi Top Cap can be used with gas, oil or 
coal-fired heating systems. Directional 
vane keeps throat of vent facing into 
wind for maximum draft control. 
> Sloping-throat design prevents back 
= drafts and actually increases draft effec- 
-< tiveness of wind stream by constricting 
_ it as it passes over chimney opening. 
Unit rotates on a friction-free, ball- 
v. } — bearing patented pivot. Bushing is self- 
iS : f ay = lubricated and sealed against dirt, mois- 
NI 
> 





Sy aS ture and corrosion. Streamlined design 
> is both attractive and functional —a 
Sls ie. hs combination which makes it a favorite 

aul be with today’s architects. : 


Walker Manufacturing and Sales Corp. 


1750 Penn St. St. Joseph, Mo. 
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Sunbeam horizontal cooling Unit 

for residential Airconditioning 
SUNBEAM'S space-saving, horizontal cooling unit for regj 
dential airconditioning features a hermetically-sealed re 


frigerant circuit, 





water-cooled. It is 
made 
blower for appli- 


cation with new 


without 


or existing forced 
warm air heating 
systems and is 





furnished in 2 or 
3 hp capacity. 

Usable with any type of blower-equipped furnace, the 
cooling unit is slightly less than 44” long, 23” deep and 
23” high. It can be mounted overhead, placed on ceiling 
joists, in the attic or suspended under the floor. 

Made by: Sunbeam Airconditioner Div., American Radi- 
ator & Standard Sanitary Corp., Elyria, Ohio. 


Circle E12 on coupon, page 144 


Protektinsul duct covering Finish 
is furnished in Sizes, zips in Place 


PROTEKTINSUL, prefabricated, specially compounded poly- 
vinyl chloride outer finish, has been developed as a duct 


oe" 


covering, fur- 





nished to exact 
size and zipped 
into place. In- 
doors and out- 
doors the material 
provides an air- 
tight, watertight, 
vapor-tight finish 
and can be fur- 
nished in colors. It requires no painting, finishing or further 
maintenance after installation. 

Made by: Miracle Adhesives Corp., 214 E. 53d St. 
New York 22, N. Y. 


Circle E13 on coupon, page !44 


Circle Air wet Airconditioner 
heats and cools with single Unit 


DUAL CONDITIONERS, announced by Circle Air, have been 
designed as year’round airconditioners for multi-room 
installation in commercial and 
domestic establishments. Units 
use the same piping now used 
for heating, with a water 
chiller supplied to complete 
the system. A choice of 10 UL 
approved units of varying 





capacity is available. 
Each room or area has its 





own thermostat and capacity 
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New - Waterless + Air-Cooled Cooling 


With New SPEED... New ECONOMY... 
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Compact Luxaire 2 or 3 ton, Air- 













ae 
Cooled Condensing Unit installs Pe 
in remote location and attaches rs 5 2. To Cooling Coil installed in Duct in combi- 
with flexible copper refrigerant 1, To Cooling Coil in gas or oil fired Luxaire nation with a Horizontal, Basement, Utility 
tubing. ... Year ‘Round Unit—or ... or Counterflow Furnace. 



































New Ingenious “Herma-Seal” Refrigerant Line Coupling 


Eliminates on-the-job charging of the 

J cooling circuit. Both the evaporator 
and compressor-condenser sections 
are charged and hermetically sealed at 
the factory. Color-keyed, Herma-Seal 
couplings make perfectly sealed con- 
nections, when installed. 


NOW — Luxaire brings you a new, air-cooled 

remote cooling system that installs without 
expensive plumbing or charging. This is an 
entirely new type of “split” system, with both 

the evaporator assembly and the compressor- 
condenser assembly precharged and sealed — 

at the factory. 























A new, unique “Herma-Seal” coupling main- 
tains a perfect seal when the two assemblies 
are connected with the flexible copper, refrig- 
erant tubing, furnished as part of the evapor- 
ator assembly. 


New Convenience of Duct Installation 


Factory charged and sealed cooling 
evaporator is provided with a 30 foot 
coil of flexible copper, refrigerant 
tubing. This tubing is simply uncoiled 
and connected to hermetically sealed 
compressor-condenser assembly with 
the new Herma-Seal couplings. 























The evaporator installs either in a centrally 
located Luxaire Year "Round Air Conditioner 
or, in a duct, in combination with a Luxaire 
heating unit — with ease, economy and flexi- 
bility not before possible! 

AGAIN, Luxaire leads the field in providing 
new design with the installer in mind. AND, 
the prices are attractively competitive! 


Plus 2 Stage Cooling with Dual Compressors 


Two compressors provide more effi- 
cient cooling, greater moisture re- 
moval, and cheaper operation. One 
compressor operates to maintain a 
consistant level of cooling and dehu- 
midification. Second compressor is 
brought into operation when thermo- 
stat cal's for more cooling. 


















Luxaire Air-Cooled, Remote Cooling Sys- 
tems are available for delivery in 2 and 3 ton 
sizes —-NOW. See your Luxaire Jobber for 
this great new profit opportunity! 












C. A. OLSEN MANUFACTURING COMPANY. .« etvaia, ono 
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HEATING & AIR CONDITIONING UNITS 


































with combination 


VENTALARM “GAUGES. 


Underwriters’ Approved 


The famous whistling tank fill signal and 
easy reading gauge in one money-saving 
unit. Goes on tank as integral part of 
vent pipe. Signal case takes the place 
and saves cost of reducer bushing. One 
less tank opening needed. One item to 
install instead of three. 


Specify tank depth and opening 
when ordering. 


“BUTTON-LIFT” 
INSTALLATION 


Lifting the button indicator 
draws cork arm up close to main 
shaft for easy installation 


even in partly filled tanks. 6) 
or te SCULLY ° GAUGE 


Underwriters’ Approved 





























F 
A modern convenience in every way. 
Big figures, adjustable face, jam-proof 
lever arm, cork float. Accurate serv- 
ice-free operation. 


Specify tank depth when ordering. 








. 





and the famous 


VENTALARM 


1 m REG US PAT OFF 


WHISTLING TANK FILL SIGNAL 


Accurate fuel oil delivery without 
home entry. Truly automatic fills for 
the householder. Makes oil supply as 
clean and convenient as any other fuel. 


A variety of models for 
new and old tanks. 


Scully Products are manufactured under U.S. 
and foreign patents or patents pending. 










“Just fill while 
the whistle blows.” 





See your regular Supply House. 


SCULLY SIGNAL COMPANY _ | 
“174 Green St., Melrose. 76, Mass. a 


Casedion Licensee: EMPIRE BRASS MFG. CO., LTD., baa ° 


: Eon ) 


~~ | cool and ventilate only, units may be connected to 








|control to select desired temperature. Each unit is inde 


|| units 


. New Products 





|pendent of the others and has its own zone control. T 
| a stand 
lard refrigerating condenser unit. 

Made by: Circle Air Industries, 244 Herkimer St., Brook 
lyn 16, N. Y. 


Circle E14 on coupon, page 144 


Shana adds combination Units for 
year-round Heating and Cooling 


ADDITION of combination heating-cooling units in self-cop- 
tained cabinets has been announced by Shana. These are in 
addition to the existing line 
of Shana-Duo units, heating 
and cooling combinations in 
separate cabinets. 

The new combinations in- 
clude all heating and cooling 
controls, a common top over 
heating and cooling plenum 
and 
matic dampers. Twenty-four 
different sizes of combination 
available, 2 and 3 
ton air or water-cooled cool- 
85,000, 105,000 or 130,000 hee automati- 
cally-fired heating units. 

Made by: Shana Mfg., Inc., 


cago I, Ill. 


factory-installed auto- 


are 


Le 





ing units, 
188 W. Randolph St., Chi- 


Circle E15 on coupon, page 144 


Burner Caddie is ‘Tool for 
cleaning pot-type Burners 


THE BURNER Caddie vaporizing burner cleaning tool is a 
double-ended stamped steel tool with a sharp 90° angle 
cleaning blade at one end, and 
a small, sharp-edged scoop 

the The 
pointed end cleans the angle 
at the burner sides and bot- 
tom, 


shovel at other. 


removing carbon from 
both surfaces simultaneously. 
The pointed end also is used 
to break loose the hard en- 
crustations from the flat bot- 
tom, 





and the loosened carbon ; 
is shoveled up in the scoop end of the tool for removal 
from the furnace. A plastic Glov-Sleve protects the arm. 

The Burner Caddie Kit lends itself to many types of 
promotion. Fueloil dealers, for example, use it as a seasonal 
give-away to develop new accounts, or have drivers sell it 
with oil deliveries, putting it on the customer's bill. P ack- 
aged for shipment in dozen or gross lots, suggested retail 
price is $1.45. 

Made by: Eward Associates, 310 W. Republican Ave., 
Seattle 9, Wash. 


Circle E16 on coupon, page 144 


































“where there's a need. 


Anp HERE ARE A FEW of the “‘ways’”’ the Shell 
Oil Burner Testing Laboratory at Sewaren, New 
Jersey, has developed to raise standards in the 
oil heating industry: 


@ Pioneer work in standardizing grades of fuel oil. 


@ Release of the Shell-developed ‘Combustion Head” 
to the oil burner industry. 


The Shell “Smoke Meter,”’ the first simple, reliable 
device for measuring flue gas smoke and its effect on 
heating efficiency. 


FOA-5X*, the fuel oil additive that prevents clogging 
of oil burner filter screens. 


Automatic apparatus to measure boiler efficiency 
under actual service conditions. 


Shell Sonitor*, the rust inhibitor that gives oil storage 
tanks long-term protection against corrosion. 


Research now underway at Sewaren promises even more 


benefits to manufacturers, distributors and consumers. 


*Trademark Registered U.S. Pat. Off. 


SHELL OIL COMPANY 
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with 
HEAT-RESISTING 
STEELS 


SHEARED 
TO SIZE 


N CHAMBERS 


In more ways than one, it pays to specify 
Ingersoll heat-resisting stainless steel for 
your oil burner combustion chambers. 


Ingersoll heat-resisting stainless has ex- 
ceptional forming qualities—so it’s easy to 
fabricate. Its analysis is correct—to with- 
stand high temperatures. It’s made by spe- 
cialists—so you know it’s made right. 


Whether you use these steels in large or 
small quantities, Ingersoll facilities offer ex- 
ceptional service by custom shearing to your 
own specified combustion chamber blanks, 
or multiples thereof. 


 Hebrantages 


OF HEAT-RESISTING STEELS 


* No breakage in shipment or handling 


% Lighter weight lowers freight costs 


% Quicker heating—greater efficiency 


Write, wire or phone for details 


STEEL 


PRODUCTION 
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Ingersoll 


DIVISION 


Borg-Warner Corporation 
310 S. Michigan Ave., Chicago 4, Illinois 
Plant: New Castle, Indiana 














. . « « New Products 


Kam tankless water Heater 
with removable coil Unit 





A NEWLY ANNOUNCED Kam all copper tankless heater fea. 
tures a removable copper coil unit, designed to cut main, 
tenance costs. Nine heaters in the line 
offer capacities from 4 to 25 gpm, each 
can be installed in vertical or hori- 
zontal positions. All joints, coil tub- 
ing, copper shell, seams and bronze 
flange are Sil-Fos brazed to bronze 
fittings. 

Two lock nuts on the cover hold 
copper coil in place, while 12 nuts 
and bolts secure 4” cover to heavy 
gauge copper shell. A specially-treated 
gasket provides a watertight seal. 

Made by: Kam Water Heater Mfg. Co., Inc., 239-249 
Alabama Ave., Brooklyn 7, N. Y. 

Circle E17 on coupon, page 144 





Lennox cooling Line includes 
air and water-cooled Models 


AIRCONDITIONING EQUIPMENT announced by Lennox in- 
cludes air and water-cooled condensers, with some of the 
air-cooled models available 
with condenser units located 
outside the conditioned space. 
Air-cooled models include 2 
and 3 ton self-contained units, 
with the “remote” type avail- 
able in a 3-ton capacity with 
evaporator section offered 
with or without distribution 
blower. 

Water-cooled models are 
made in 2, 3, 4, 5 and 6-ton 
cooling capacities, two-stage 
units, equipped with two com- 
pressors, being employed for 
the three larger sizes. The entire series includes blower’ 
powered models with air diffusing heads; there also are 
additive units to convert forced warm air heating systems. 

Made by: The Lennox Furnace Co., Marshalltown, Iowa. 

Circle E18 on coupon, page 144 








Humid-A-Trol humidifier Unit 


features cold water Operation 


HUMID-A-TROL furnace humidifier is designed in two com 
ponents, the evaporator pan which sets on top of the heat 
exchanger and a Hydro-Flow regulator mounted on the 
side of the furnace jacket. The two are connected through 
flexible tubing and are designed for cold water operation. 
Arrangement of water hydrant and standpipe on the 
Hydro-Flow regulator allows visual proof of operation, 
constant dripping of water into the standpipe indicating 
that water is passing into the evaporator unit. When prope! 
water level is attained in the pan, flow automatically re 
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Why don’t you start selling Heil, and start feeling snug, too! 


Write direct for more information on the fast-selling Heil heating and cooling line. 
Write, too, for important information concerning territories available. 


IL The Heil Co. is a member of OHI, GAMA and an associate member of NHWA, 


HILLSIDE, NEW JERSEY 





THE H 


MILWAUKEE, WISCONSIN 


SALES OFFICES: New York, N.Y.; Union, N.J.; Atlanta, Ga.; Cleveland, Ohio; Chicago, Ill.; 
Milwaukee, Wis.; Kansas City, Mo.; Denver, Colo.; Dallas, Texas; Los Angeles, Calif.; Seattle, Wash. 





1} as automatic heat by HEIL 


The famous bug in the rug has nothing on comfortable Heil automatic heat owners, who rely 
on their dependable Heil units for steady, even warmth from floor to ceiling! 


Heil sellers, too, are feeling snug these days. They’re confident that Heil advertising is 
drumming up added prospects...that the HEIL-designed and HEIL-built units they sell operate 
at peak performance longer and with less service... and they know they 

can depend on Heil wholesalers to help them operate more profitably. 


They’re secure, also, in knowing that they handle a line with this scope: 
OIL FURNACE-BURNERS 


BTU Capacities from 80,000 to 224,000 BTU Capacities from 60,000 to 200,000 
© 6 Lo-Boy Units ©@ 6 Lo-Boy Units 
© 2 Hi-Boy Units ® 2 Hi-Boy Units | 
© 1 Counterflow © 1 Counterflow 
@ 4 Horizontal Units @ 5 Horizontal Units 


OIL BOILER-BURNERS 
BTU Capacity from 93,000 to 252,000 BTU Capacities from 75,000 to 200,000 


© 6 Different Units 


CONVERSION GAS BURNERS CONVERSION OIL BURNERS 
BTU Capacities from 300,000 to 400,000 BTU Capacities from 147,000 to 592,000 


© 3 Different Units 
SUMMER AIR CONDITIONERS i 


® 8 Console Units: 2 or 3 Compressor H.P. 
24,00 to 36,000 BTU Capacities 


@ 4 Horizontal Units: 2 or 3 Compressor H.P. 
24,000 to 36,000 BTU Capacities 





































ky" 


GAS FURNACE-BURNERS 


GAS BOILER-BURNERS 


® 6 Different Units 


© 4 Different Units 





ROCHESTER 
UNIVERSAL 


OIL TANK GAUGES 


No Oil Fumes or Spills 


WEATHER SEALED 


INDOOR OR OUTDOOR ms 


INSTALLATION 








Here are PLUS 
Reasons You 


Can Be Sure of 
CUSTOMER 
GATISFACTIO 


LEAKPROOF, 
shaft hole in gauge head. Non-elec- 
tric, permanent magnetic transmit 
float arm movement into dial move- 
ment. 
LOW COST complete installation 
no additional servicing. No seep- 
age or smelly oil fumes means more 
profits for you. 
EASY TO INSTALL 
in adapter, 


MAGNETIC 


merely screw 
bolt on gauge. No adjust- 


ments necessary regardless of oil 
level. 

LARGE DUAL DIAL just turn 
gauge to mount at either end or 
center of tank. 

NO DISCOLORATION no fumes 


or seepage reach gauge head to dis- 
color dial or crystal. Easy to read, 
permanently clear for years. 
ACCURATE sensitive pivot bear- 
ing coordinates response of rotating 
dial to any movement of float arm. 
GUARANTEED in material and 
workmanship, and in customer sat- 
isfaction. 

UNDERWRITER APPROVED 
safety factor far exceeds the require- 
ments of the Underwriters. The 
model 3175 Gauge withstands tank 
pressure of 200 pounds per square 
inch. 


Stocked 
Everywhere— 
Manufacturing 
Rockwood 

NY. Wess. 





by Leading 


Street, 


























Wholesalers 
or write to Rochester 


Company, Inc. 8 
Rochester 10, 


| okeete on 


MANUFACTURING COMPANY, 
DIAL THERMOMETERS GAUGES 
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duces to an occasional drip. Amount of visual water i 
proportionate to the rate of evaporation. 

Cold water from water line passes through glass sediment 
Filter 
where it can be checked or cleaned easily. 

Made by: Norther Controls Corp., 
Mich. 


bowl and fine mesh wire screen. bowl is located 


Walloon Lake, 


Circle E19 on coupon, page 144 


Honeywell damper Actuator 
for warm air zone Heating 


HONEYWELL’S M829A is a noiseless damper actuator engi- 
neered for residential warm air zoned heating systems. It 
consists of a coiled bimetal 
fastened to the shaft. Cycling 
the 
varies the amount of heat ap- 
plied to the bimetal so that 
the shaft rotates slowly in 
proportion to the heat de- 
mands of the zone thermo- 
stat. It can be controlled by 
electronic Moduflow systems, 
Time-O-Stat 
thermostats. 


action of thermostat 


Chron therm, 
and “Round” 


Companion to the damper actuator is an outdoor reset 





control, the T-835, which raises or lowers furnace plenum 
temperatures as the outdoor temperatures rise or fall. This 
unit is equipped with a 10 ft. capillary tube on the plenum 
bulb and a 30 ft. tube on the outdoor bulb. 

Made by: Minneapolis-Honeywell Regulator Co., Min- 


neapolis, Minn. 


Circle E20 on coupon, page 144 


Askania constant flow Valve controls 
gallonage Rates as high as 700 gph 


CONSTANT FLOW VALVES, developed by Askania, maintain 
fueloil rate of flow within 1% up to 200, 300, 400, 500, 
600 or 700 gph. Each will 
maintain flow rates as low as 
10% of maximum and regu 
late fluids with viscosities as 
high as 250 ssu. at operating 
temperature, static pressure 
of 500 psi and temperatures 
up to 250° F. 

Flow may be set 
manually or through any of 


four optional remote adjust- 


level 





ing systems, one hydraulic, one pneumatic and two electric. 


, 
The systems themselves may be operated manu: lly ; 
automatically and any one of them may incorporate 4 

tc 


back potentiometer to develop a voltage proportiona 
flow through the valve. 

Made by: Askania Regulator Co., 
Chicago 11, Ill. 


Circle E21 on coupon, page !44 
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Winter’s coldest extremes won’t 


lect this rugged Quaprene-Fuel 
King oil hose. It will give you long 
lse under severe service condi- 
tions for conveying fuel oil or dis- 
tilates from tank wagons to home 
Storage tanks. It is equally efficient 
» ir conveying paints, turpentine 

and other solvents. Can also be 


A, wed for conveying high octane 

gas for refueling aircraft. Its syn- 
r thetic rubber tube is unharmed by 
je those materials that would attack 
Y ordinary hose, 


Philadelphia 24, Pennsylvania 











QUAKER RUBBER CORPORATION 


dloil 







Zero Temperatures Mean Nothing 
in to This Hose 


This hose resumes its normal 
shape even if it is flattened... . 
that’s because of its extra-tough, 
moulded braided construction. 
Reinforcement consists of multi- 
ple braids of high tensile cotton 
yarn, with a built-in, spirally- 
braided copper wire for constant 
static bond. The cover is of a Neo- 
prene compound that offers max- 
imum resistance to oils, abrasion, 
sunlight and weather. 

Quaprene-Fuel King is avail- 
able in I.D. sizes 1”, 144” and 


HK 


. &. PORTER COMPANY iC 
OF rrttseue on 


#O NOAA 


QUAKER PIONEER RUBBER MILLS 


San Francisco 7, California 





144”, with reattachable or non- 
reattachable, full-flow couplings. 
We also manufacture a com- 

plete line of industrial rubber 
products: belting, hose, packing 
and moulded rubber of every con- 
struction for every need. Through 
your Quaker and Quaker Pioneer 
distributor our research and en- 
gineering services are always 
available to help you solve any 
industrial rubber problem. Write 
for free folder and name of near- 
est distributor. 
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i; The Ingersoll-Rand answer to the problem of 
'! faster handling of petroleum products and 
more profitable operation. 


For aboveground-tank service Ingersoll-Rand 
Motorpumps are the answer to modern bulk storage 
and distribution of petroleum products. They are 
designed by experienced engineers who know what 
makes a better pump and built to the highest quality 
standards in the industry. The result is long-life with 
little maintenance—and peak performance with long 
life. 


For underground-tank service the Ingersoll-Rand 
self-priming Motorpump is first-choice. The open 
impeller, only moving pump part, is designed for 
fast vapor removal... just one of many reasons why 
I-R Pumps are top dollar-values. 


Find out how Motorpumps can help you to more 
profitable operation. Mail the coupon below to: 


Ingersoll-Rand 


11 Broadway, New York 4, N. Y. 


Ingersoll-Rand 
11 Broadway, New York 4, N. Y. 
Gentlemen: 
Please send me the story of Motorpumps for Petroleum 
Service. 


NAME 





TITLE 





COMPANY 





ADDRESS 
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Tywel “Builder’s Model” introduced 
as a built-in room Airconditioner 


TYWEL’S “Builder’s Model” room cooling unit has bee) 
designed to fit snugly into the wall of a room, blending 
with interior and 
exterior decor. It 
features a virtual- 
ly flush, ductless 
design and is 
available in |, 
¥%, and | ton sizes. 

Several hun- 
dred model homes 
already have been 
equipped with =m 
the unit, which sa m 
measures 15” deep, 14” high and 42” wide. The accompany: 
ing illustration is an interior view of the unit installed 
under a window. 

Made by: Tywel Mfg. Corp., 5702 First Ave., Brook 
lyn 19, N. Y. 

Circle E22 on coupon, page 144 





Walker Royal Purple draft Control 
protects back of Vane with Housing 


WALKER’S Royal Purple draft control incorporates a pro- 
tective housing on the back of the vane to seal in the entire 
weight ad- 
justment assem- 
bly. The airtight 
housing contrib- 
utes to the exclu- 
sion of soot, car- 
bon, dust or cor- 
rosion from this 
delicate 
nism. 





mecha- 


This automatic draft control also protects the pivot pins 
against dirt, by locating them on the front face of the 
damper and set back, away from the edge (see illustration). 
Box type hinges seal the delicate knife-edge pivots. 

Made by: Walker Mfg. €& Sales Corp., PR Dept., 171! 
Penn St., St. Joseph, Mo. 

Circle E23 on coupon, page 144 


Gerwin Industries, Inc., announces 
30-inch, low-cost baseboard Diffuser 


A BASEBOARD DIFFUSER, Thermo-“30,” especially designed 


for perimeter heating can be used in place of any standard 
register. As a re- 
turn register it 
eliminates cutting 
into plaster, stud 
plate and joist 
header. The dif- 


, : a Itc capacity 1s 
fuser has more than 37 sq. ins. of free area. Its capacity 
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Less heat waste 







Less surface area, less heat lost 


Rounded exclusive Power-Dome com- 
bustion chamber has less surface area 
than irregular chambers. Thus less 
heat is dissipated into cooling system, 
more heat is utilized within the cham- 
ber to expand gases more fully, give 
greater thrust to piston. 
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| get more 
uge [age gag with 
POWER-DOME V8 truck 


Dodge avoids 
power- 
Stealing 

hot spots 


Power-Dome 
combustion 
chambers are 
rounded, have 


no corners or pockets in which carbon 
deposits can build up. Such deposits 


become red-hot, 


mixture, cause engine knock and loss 
of power, lead to costly repairs. 


CORPORATION 


better valving 


Dodge 


engines! 


Truck owners everywhere report more power and less fuel 
consumption with new Dodge Truck Power-Dome V-8 
engines. AAA-supervised tests proved the power of Dodge 
Truck V-8’s in a history-making Pikes Peak climb... 
proved the economy of Dodge Truck V-8’s in a sensational 
22-mile-per-gallon Economy Run. 


Look at the pictures and captions shown on this page— 
then, for further details and an eye-opening road test, see 
your dependable Dodge Truck dealer! 


DODGE !é}u:i TRUCKS 


PRODUCT OF CHRYSLER 























Ms Ordinary 


Va ignition 











Pre-ignition ta 


from carbon 
“hot spots” 










pre-ignite the fuel-air 








Short flame travel, 













Ordinary 
V-8 





V-8 










With Power-Dome combus- 
tion chambers, the spark 
plugs are located at or near 
the center. Thus the flame 
has a shorter distance to 
travel, combustion is more 
even. Large unrestricted 
valves mean better “breath- 
ing” and greater efficiency. 






























UNDERWRITERS' 
LABORATORIES 
LISTED 


“ECHO” 


VENT SIGNAL 


Patented in Canada—U.S. Pat. Pending 
GUARANTEED PROTECTION 


SAFE FUEL OIL LEVEL 
PRESET PERMANENTLY AT FACTORY 


The ECHO VENT SIGNAL— 
One piece REDUCING BUSH- 
ING and VENT SIGNAL com- 
bined. Made of high grade gray 
cast iron, attractively finished 
and rust-proofed. The NEW 
DUAL PURPOSE I1/," x 11/," x 
2" makes it adaptable for |!/," 
or 2" tank openings. Meets all 
safety requirements for fast tank 
filling. The simplicity and dura- 
aety of the ECHO VENT 
SIGNAL makes it sim- 
ple to install either in 
basement or under- 
ground tanks. 






















THREADED 
FITTING 
MODEL 


This device whistles 
while tank is being 
filled. When tank is 
full whistle automati- 
cally shuts off. It is 
positively foolproof, 
unconditionally guar- 
anteed against defec- 
tive workmanship and 
materials, 


New DuAL- 


PURPOSE MODEL 
POSITIVELY FOOLPROOF 











LOW PRICED—HIGH QUALITY 
MODELS FOR EVERY TANK 


FROM YOUR LOCAL WHOLESALER 
ORDER OR WRITE US DIRECT 


A. B. CARLSON & Co., Inc. 


349 Woodlawn Avenue AURORA, ILLINOIS 
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up to 12,000 Btu for heating and 5,000 Btu for cooling 
The bottom is scored at rear edge and breaks off to size 
of boot after two cuts with straight snips. Any size boot 
may be used. Optional, full length damper can be set for 
any velocity, resistance or distribution required. 
Made by: Gerwin Industries, Inc., 200 Spring St., Michi- 
gan City, Ind. 
Circle E24 on coupon, page 144 


Unarco Royal-Aire Airconditioner 
is a water-cooled, packaged Unit 


ROYAL-AIRE, announced by Unarco, is a self-contained, 
water-cooled packaged air-conditioner to weet a 2 heating 
coil can be added. Equipped ‘ 
with a pump-down control 
system, the Royal-Aire is 
available in 3, 5, 7/2, 10 and 
15 tons capacity, each unit 
having 5-row cooling coils 
mounted in a vertical posi- 
tion. 

All service connections— 
water and reds , 
are accessible and the blower section is so elo that 
it can be used for vertical or horizontal discharge. Ex- 
truded aluminum air foil louvers are installed in the dis- 
charge grilles. 

Made by: Union Asbestos & Rubber Co., Heating and 
Cooling Div., 332 S. Michigan Ave., Chicago, IIl. 

Circle E25 on coupon, page 144 





electric, 


Coleman’s line features 130,000 Btu, 
oilfired, vertical, warm air Furnace 


LARGEST MODEL, and first to come off the assembly line 
in Coleman’s new line of warm air furnaces, is a 130,000 
Btu compact vertical, oilfired unit for 
closet and utility room installation. A 
slightly larger console style has been 
designed for basemert installations. 
Both use pre-engineered Blend-Air 
distribution systems, but can be used 
with conventional ducts. When used 
as a component of year-round aircon- 
ditioning systems, both models will be 
equipped with a special blower, com- 
bination heating and cooling thermo- 
stat and relay box. 

The unit’s airfoil-design heat exchanger is guaranteed 
ten years against rustout and burnout. Other features are 
non-pulsating burner with automatic continuous ignition 
system; closed breeching for more accurate draft control; 
and a direct-drive track-mounted blower. Overall dimen 
sions of the vertical model are—height, 6034”; depth, 
4134”; width, 2314”. The console is 32” wide overall. 

Made by: Coleman Co., Inc., Wichita, Kan. 

Circle E26 on coupon, page 144 
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Zipon detachable V-Belting 


packaged for heating Field 


z1poN detachable V-belting permits assembly of any length 
V-belt right on the job. Available in two packages, one is 
50 ft. of roll belting for stock and replacement use, the 
other is a V-belt kit containing a length of belting for 
emergency use by servicemen. 

Zipon has been a standard product in the industrial 
feld for some time and now is being marketed for use by 
the heating trade. 

Made by: Brammer Corp., 684 Broadway, New York 12, 
N. Y. 

Circle E27 on coupon, page 144 


Dunham’s Thermo-Vector Radiation 
designed for flush wall Mounting 


THERMO-VECTOR, announced by Dunham, designed for flush 
mounting anywhere along a wall may be used with steam 
or hot water and 
is available in 1, 
2 or 3 tier assem- 
blies. Steel and 
non-ferrous ele- 
ments are offered, 
34" or 41%” fins. 
Element supports 
attach to front re- 
taining clip, or to 
optional full back, elements are hung, cabinet and acces- 
sories positioned. 

The Thermo-Vector steel enclosure directs warm air 
away from walls through its front outlet grille. Can be 
painted to match interior decorations. New lever-operated 
damper and complete line of accessories are available. 

Made by: C. A. Dunham Co., 400 W. Madison, Chi- 
cago, III. 


Circle E28 on coupon, page 144 


New Line brought out by 
Typhoon Air Conditioning 


NEW TYPHOON “Convert-to-Cool” airconditioning units 
are available in 2 and 5 ton capacities, and like the Typhoon 
ton “Convert-to-Cool,” in- 
troduced last year, the new 
models consist of two separate 
sctions: the cooling coil, 
which is installed right in the 
ductwork on top of a stand- 
ard forced warm air furnace; 
and the air-cooled condensing 
unit, which may be located 
anywhere outside the conditioned area. 

The condensing unit includes a hermetic refrigerant 
‘ompressor and air-cooled condenser. Extra-large condens- 
ing surface, assures full-rated capacity, while the fan open- 
ing in the condensing unit is equipped with a wire grille 


ail 




















THE 


NEW 


COMPRESSION 
FITTING 


“ECHO” 


VENT SIGNAL 


Patented in Canada—U.S. Pat. Pending 
GUARANTEED PROTECTION 


SAFE FUEL OIL LEVEL 
PRE-SET PERMANENTLY AT FACTORY 


The ECHO VENT SIGNAL— 
with COMPRESSION FITTING 
provides a quick easy method of 
installing on old tanks. Consists 
of one piece REDUCING BUSH- 
ING, COMPRESSION FITTING 
(Cast lron Nut, Oil-proof Rub- 
ber Gasket, Dome-shaped Steel 
Washer) and VENT SIGNAL 
combined. Makes positive leak- 
proof connection with non- 
threaded Vent Pipe. Made of 
high grade materials, ane 
attractively fin- 
ished and rust-proofed. 
Fits 11/4," or 2" tank 
openings. 




















Mit — 





This device whistles ‘ ‘er 
while tank is being . o 
filled. When tank is INSTALL e on 
full whistle automati- , 
cally shuts off. It is 
positively foolproof, 
unconditionally guar- 
anteed against defec- 
tive workmanship and 
materials. 


New DUAL 


PURPOSE MODEL 
POSITIVELY FOOLPROOF 











LOW PRICED—HIGH QUALITY 
MODELS FOR EVERY TANK 


FROM YOUR LOCAL WHOLESALER 
ORDER OR WRITE US DIRECT 


A. B. CARLSON & Co., Inc. 


349 Woodlawn Avenue AURORA, ILLINOIS 
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bb ENN Forced Warm Air 


Package For Small Homes 


Completely 
Factory Wired 
And Assembled § 


The PENN Low Hi-Boy 


Only 53” High... 21” Wide... 18” Deep 


A complete forced warm air unit—ready to 
operate—and ready to do a real heating job at low 
cost. The Penn Low Hi-Boy package includes 
a steel furnace of exclusive Penn design, the 
famous Pengun Oil Burner and all controls— 
engineered to furnish an abundance of clean heat, 
quickly and automatically, year after year with 
a minimum of attention and servicing. 


MODEL A-70: 70,000 BTU — Air Delivery 700 CFM 
MODEL A-85: 85,000 BTU — Air Delivery 900 CFM 


Write today to Dept. FO for full information 


PENN BOILER & BURNER 
MFG. CORP. 


Lancaster, Pennsylvania 
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to prevent injury to children or pets. For outdoor appli- 
cation, hoods are available for fan and coil opening, 
















































Typhoon also produces several conversion systems of the 
water-cooled type. : 

Made by: Typhoon Air Conditioning Co., Inc., 505 
Carroll St., Brooklyn 15, N. Y. 


Circle E29 on coupon, page 144 


Suburbanaire Line added to 
Mueller winter Conditioners 


SUBURBANAIRE winter airconditioning units have been add- 
ed to the Mueller line in lowboy, counterflow, highboy and 


Ine 





horizontal units. 
Oilfired lowboys 
(pictured) have 
an input rating of 
110,000 Btu/hr. 
Enclosing _ vesti- 
bule is optional. 


Standard 


equipment 














includes the in- . 
sulated steel cabi- 
net, welded steel heat exchanger, centrifugal blower, con: « 
tinuous duty single speed, resilient-mounted motor with f 
variable speed sheave, combination fan switch and limit 4 
control, replaceable filters. 

Made by: Mueller Climatrol, 2005 W. Oklahoma Ave., 
Milwaukee 15, Wisc. 

Circle E30 on coupon, page 144 

Smith hand-operated sheet metal Brake 

takes 18 gauge Sheets up to 26” Wide 
SMITH’S hand-operated, universally adjustable sheet metal 
brake occupies 30” by 40” of floor space, accommodates 
18-gauge sheets up to 26” ee | 
wide or progressively nar- kb ie 
rower widths and_ thicker ha 
gauges up to 3/16” mild steel « this | 
14” wide. The machine 
forms 180° flanges up to 14%” —— 
wide in one operation with- E depe 
out repositioning the work; E sim; 
wider flanges can be formed 
up to 164°, - 

The brake is equipped with pe 
upper mandrel fingers whose radius is 1/32”; yet any ™ 





radii up to 7” can be furnished. True radius bends are 
assured and pans can be formed 134” deep from 1” to : 
26” inches wide. Selective bending is accomplished by il 
removing any of the lower mandrel fingers. Fast position’ 
ing to a mark and positive holding is accomplished with 
a spring-loaded upper mandrel which toggles down on the 
sheet. Angle stock and back gauge insure exact repetitive 
bends of flanges to any angle. 

Made by: R. E. Smith, 1122 Elizabeth Ave., Waukegan, 


Circle E31 on coupon, page 144 
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1. FOR HOT WATER HEAT 
id 
@ TWO-BOLT FLANGES 
INTERCHANGEABLE 
, @ SEALED-IN 
h LUBRICATION 
: @ @ RUBBER-CUSHIONED 
MOTOR 





The 1955 Thrush Water Circulator is quiet in operation, with 
new rubber mounted motor. Capacity has been greatly increased. 
The time-tested Thrush construction . .. spring coupling, balanced 
impeller and sealed-in lubrication PLUS many new features make 
this the biggest value in the Circulator field. 


Easy to stock, too. With interchangeable flanges, one circu- 
lator takes care of four sizes, 34”, 1”, 1144” and 114”. For real 
dependability, smooth operation, ease of installation and rugged 
simplicity ... insist on genuine Thrush Circulators. 


Window in carton 
permits exchange of 


flange sizes. See your wholesaler 


today or write 
Department C-4. 
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va. THRUSH « company 
PERU, INDIANA 








A Sturdier Oil Tank Valve 
At A Lower Pricef 


|-Piece Heavy 
FORGED BRASS 


No soldered joints to 
crack or break out. The 
most sensible valve made 


_ ae 
a 


for maximum 
strength and easy 
installation on 
bottom outlet oil 
tanks. Needle 
type valve with 
metal to metal 


Handier! 
Stronger! 
Durable! 


seat. Nipple and 








cap can be in- 





stalled below 
valve for sediment chamber. The Ehco valve costs you LESS, 
but gives you so much more! If not available from your 
jobber, write us for complete information. 





Why make . 
combustion efficiency tests 
the hard way? 


You don’t need a whole bag full of gadgets to make a quick, 
accurate test. Only the ‘‘VECO” battery operated combustion 
analyzer (in seconds) gives you three readings on a single dial: 
CO2, stack temperature and draft. Light, compact, rugged and 
simple, the “VECO” is a one-piece job. No messy chemicals or 
complicated set-ups to do. 

The accurate, dependable “VECO” is worth the difference 
and will soon pay for itself. You’ll never go back to old-time 
methods. Ask your jobber or write for complete details. 


Victory 
Engineering Corporation 
_101-ASpringfield Road, Union, New Jersey 
ee Tel, Murdock 8-7150 


NEGO’ THERMISTORS © VARISTORS 


TEMPERATURE SENSING DEVICES 


ELECTRONIC AND THERMAL 
CONTROL INSTRUMENTS 
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Richmond ‘“Weather-Aire” Models 
cut electric power Requirements 


RICHMOND'S ““Weather-Aire” residential cooling unit is said 
to cut electric power requirements as much as 25%. The 
unit, which comes in Models 
C-200 (2-ton) and C-300 
(3-ton), 
cooling with refrigerant va- 


employs suction 
por for the motor compart- 
ment, permitting use of a 
1% hp. compressor in the 
2-ton model, and a 2 hp. com- 
pressor in the 3-ton size. 
All units are chart tested 
under ASRE conditions before 
delivery. The compressor and 
motor are sealed against moisture and dust. No valve 
adjustment or internal wiring is required on the unit as 
delivered. 
Made by: Richmond Radiator Co., Metuchen, N. J. 


Circle E32 on coupon, page 144 


Wheelco Model 405 Capacitrol for 
continuous fuel fired Processes 


MODEL 405 Capacitrol is used in the control of continu 
ous fuel fired process applications requiring a true propor: 
tional relationship between 
fuel input and a continuously 
measured temperature. It in- 
corporates a modified bridge 
type control circuit, with an 
integral polarized relay used 
as the actuator for a fuel 
valve power unit. 

Thermocouple break pro- 
tection, which automatically 
shuts off fuel input if thermocouple connections break or 
fail, is standard. Both temperature measuring system and 
control chassis are of plug-in design. 

Made by: Wheelco Instruments Div., Barber-Colman 
Co., Rockford, Il. 


Circle E33 on coupon, page 144 


Emerson room cooler Line has 
new portable Airconditioner 


EMERSON’S 1955 line of residential and commercial ait’ 
conditioners includes a portable room cooler and a V) 
ampere low-operating cost room unit. The portable model 
can be wheeled from room to room and installed in about 
a minute without tools. 

The low-operating-cost unit is a Y2 hp model which 
draws less current for operation to cut operating costs and 
also eliminate the need for re-wiring required in many 
homes. This model meets code requirements for room alt’ 
conditioners drawn up by the NBFU for installation on 4 
15 ampere multiple outlet. 


April 
1955 

























ts | WITH CH S T / R ON BASEBOARDS YOU CAN DO 


A BETTER JOB OF MODERNIZING! 




















In the first place, you can modernize the heating of a house 
one room at a time, if the owner so desires. Mixing Weil- 
McLain Cast Iron Baseboards with free standing radiation 
does not disturb the system balance! 


When you’ve finished, your customer will have all the 
comforts of genuine radiant heating —draftless—every 
corner warmed! Weil-McLain Snug Baseboards are better 
looking...their simple styling blends into room surround- 








r : 
j ings...and they can’t be marred or dented. 
Large waterways assure sustained warmth—no “‘off and 
on’ discomfort. The gentle heat flow does not create strong 
. air currents to streak walls and soil draperies. Operation 


is quiet-—no expansion and contraction noises. 
Where high heat output is required, the new Weil- 
McLain No. 9 Baseboard provides the necessary capacity 
without sacrifice of appearance. 
Modernization with Weil- McLain Cast Iron Baseboards 
offers a real profit opportunity —get the facts now. 





Send for copies of these booklets, 


ne ) . ; **Modern Hot Water Heating” and 
Capacities per lineal foot: No. 9—3.35 sq. ft.; No. 7—2.40 sq. ft. “Modernizing with Baseboards.” 


WEIL: McLAIN 


Li “ ay 


Rated in accordance 
with I-B-R Testing 
and Rating Code 





WEIL- McLAIN 


BOILERS - RADIATORS 





the complete line of 


OIL TANK 
FILTER 


812-813 
Oil Tank Valve 


812—'%2" I.P.S. x %” O.D. 
%" 1.P.S. x Ye" O.D. 
813—'2" LP.S. x 42" O.D. 
%"" 1.P.S. x 42" O.D. 





VALVES 


814—Brass Disc Globe 
Valve 


Y4"" thru 2” 








807—Bottom Outlet 
Oil Tank: Filter Valve 


Yo" or %4" 1.P.S. x Ye" LP.S. 








805-8046 
Bottom Outlet Oil Tank 
Filter Valve 
805 
Y2" T.P.S. x ¥%" O.D. Flare 
%4"' I.P.S. x ¥%" O.D. Flare 
806 
Ya" T.P.S. x 2" O.D. Flare 








809—Oil Tank Filter Valve 
Va" or ¥4" 1.P.S. x ¥e" I.P.S. 


The superior features and quality of any Rockford 
Brass Works product quickly prove themselves in 
better performance and service. 


Write today for our catalog showing the complete 
line of plumbing and heating brass products that we 


manufacture. 


(00) 





ROCKFORD 
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Plumbing Brass Since 1890 


S- ROCKFORD BRASS WORKS. 


ILLINOIS 
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The entire line ranges from 1/3 to 3 hp. Window units 
feature flexible mounting permitting them to fit any win- 
dow, including casements, and to adjust to 15 different 
positions. 

Made by: Emerson Radio and Phonograph Corp., 11] 
Eighth Ave., New York 11, N. Y. 

Circle E34 on coupon below 








Test-King Kit pressure Tests 

for Leakage in heating Systems 
TEST-KING kit has been developed for general piping leak- 
age testing of heating, airconditioning or general piping 
work, It is furnished complete with 9 
full charge of Carbon Dioxide, which : 
renders leaks audible and visible due 
to frosting of atmospheric moisture. 
One Test-King can be used to test 
piping in approximately ten average- 
sized homes, 

Standard equipment includes pres- 
sure gauge and valves, with CQsz refills 
obtainable from the factory or local 
fire extinguisher refill stations, Besides pressure testing 
lines, Test-King also can be used to remove all water from 
lines or for cleaning pipes in new or old construction, 

Made by: General Air Products Corp., 5345 N. Kedzie 
Ave., Chicago 25, Ill. 

Circle E35 on coupon below 








READER SERVICE COUPON 


FUELOIL & OIL HEAT READER SERVICE 
2 West 45th St., New York 36 


REPLY CARD APRIL 
Mail Now—Card Expires June 30, 1955 





Circle numbers of new product items on which you Ma 
want more information: his 
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ano COOLING 











Many a good man is in the middle. He wants to give 
his family the comforts and as many of the luxuries of 
life as he can. But not if he has to live, breathe and eat 
business 24 hours a day to do it. 

So of course the heads-up thing to do is find a way 
to work no harder and still increase your profit pic- 
ture. All right then. Hang that G-E monogram over 
the door of your shop. 

Fact is, the cards are stacked in your favor when 
you “sign up” with G.E. Folks have complete confi- 
dence in the products made by G.E., and confi- 
dence in the man who represents G.E. That’s why 


HOME HEATING & COOLING DEPT. 
Progress /s Our Most /mportant Product 


GENERAL @@ ELECTRIC 


eloil 


+ 
Reg. Trade Mark of General Electric Co. 

















MY EXTRA PROFITS 
FROM G-E COOLING 


ALONE ARE PUTTING 


MY BOY THROUGH 
COLLEGE 


ood things happen when you 
\ sign up’ with GE. 


they're most likely to give him their business... fast! 

Do a little deck-stacking for yourself. Get with G.E. 
and watch the good things in life come your way with 
less effort. Here’s a line that includes a unit for every 
home heating and cooling need—a line that is backed 
up by the famous G-E Warranty (which includes 5 
years protection on the sealed-in system of the cool- 
ing unit). 

There are some territories still open, so deal 
yourself in by sending the coupon below. W >I] rush 
facts about the great G-E line and the “Franchise with 
a Future” everybody’s talking about. No obligation. 


GENERAL ELECTRIC CO. 
HOME HEATING & COOLING DEPT. FO-45 
BLOOMFIELD, N. J. 


Yes, | want the facts on why “signing up” with G.E. will step up my 
sales and progress. 


NAME icicle bec italiane 
TYPE OF BUSINESS ee 
ADDRESS___ 
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Industry Grouyas 


Activities of local and national in- 
dustry associations are reported month- 
ly in this department. Secretaries are 
invited to send reports of their Group’s 
activities to reach the editor by the 
15th. 


Connecticut Petroleum 
re-elects all Officers 


AT THE ANNUAL CONVENTION of the 
Connecticut Petroleum Association in 
Hartford on March 16 a change in the 
constitution was voted making the 
terms of officers and directors two 
years instead of the previous one year. 
The result was that the 1954 slate of 
officers was continued through 1955. 

The president is Franklin L. Kun- 
dahl, Crown Petroleum Corp., Hart- 
ford; vice president, W. D. Roth, 
Dahl Oil Co., Norwich; secretary, 
William V. Higgins, Lehigh, Inc., 
Norwich; treasurer, Irvin A. Shiner, 
Conn. Refining Co., West Haven. The 
executive secretary of the Association 
is Larry Edwardson of New Britain. 









| a EXPANSION 
JOINT 









INSULATION 
VITROLINER 


CASING 


FLUE 
HOUSING 4 © 





Designed for Easy Installation in lightweight 
sections, <a features for ranch type 
or long life and safety. 


homes. Engineered 
LOWEST installation TIME. 
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During the business session at the 
start of the convention there was some 
discussion of a new oilburner training 
course which had been started at the 
Hartford Technical School. This 
course is designed for novices to de- 
velop young men for the industry. 

It was mentioned that some oil com- 
panies are sending their truck drivers 
to this course for limited periods to 
learn enough about oilburner service 
to be able to handle the simpler re- 
quirements in addition to their regular 
work. 

In a report on natural gas activity 
in the state, William Briggs, of Mid- 
dletown, told about the advertising of 
utilities in the Greenwich and Stam- 
ford areas offering complete gas fur- 
naces which could be installed on a 
rental basis of $1.95 a month. 

Briggs mentioned that oilheating 
promotional campaigns are underway 
by the Hartford and Northern Con- 
necticut group and by the Meriden 
group. 

In the program section of the con- 
vention there was a report by Fred 
Burroughs of Oil-Heat Institute and 


Robert Gray of FUELOIL & Oi Heaz 
on the proposed new program for co 
operative advertising wherein the sup 
plying companies in the industry wil! 
set up an office in New York to co 
ordinate local programs. 


At the evening session Connecticut's 
Governor Abraham A. Ribicoff talked 
on the state highway program fol- 
lowed by Paul E. Hadlick, general 
counsel, National Oil Marketers Asso- 
ciation. 

New directors elected were Charles 
Stone, Middletown; Bert Stevens, 
Waterbury; Merwin Shekatoff, Hart- 
ford; Herbert Krechevsky, Hartford. 


OHI Distribution Division 


issues advertising Aid 


A SMALL FOUR PAGE envelope stuffer, 
aimed at presenting “service” as a 
normal condition and entitled “A 
Simple Plan,” has been developed by 
the advertising committee of the Dis- 
tribution Division of the Oil Heat In- 
stitute of America. 


Done in red, white, and black, the 
folder promotes the sale of service con- 


















| = 


HARMONIZE 
WITH THE 
ROOF IN 
MOST ANY 


SS 
“YOULL LIKE MY : 
BRICK APPEARANCE 








Builders, Architects and Home Buyers now have the choice of: 

@ A beautiful factory finished solid flat grey chimney that harmonizes with 
all roof colors. 
A red or buff color brick effect chimney that looks like real brick. 


Our standard Vitroliner Chimney with a neutral grey rust proofing finish 
that can be painted on the job to match the roof color. 


Regardless of which you choose, all VITROLINERS retain the same time- 
tested basic design and engineered construction features that have made 
our chimneys the quality standard in the prefab field! 


“‘THE PIONEER AND LEADER IN DESIGN AND QUALITY" 
Write for literature today. 


CONDENSATION ENGINEERING CORPORATION 


3511 W. POTOMAC AVE., 


CHICAGO 51, JILL. 
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THE RIGHT 
TRUCK TANK 


for you 


Take a good look at the six truck tanks illus- 
trated here. Five are stock models, one is a 
de luxe, custom-made job. They all have a 
number of important things in common— 
things you want in your truck tanks. 


Each one was engineered to the exact re- 
quirements of the work it has to do. Each one 
is constructed of the highest quality mate- 
rials, with strength to spare wherever strength 
is required. Each fitting and accessory is 
specifically designed for its particular purpose. 
All fittings are steel, malleable iron, or high- 
grade bronze. Each weld is expertly made 
and with no skimping. The tank of each one 
was tested at least twice after mounting. 

Of every 4 Quaker City truck tanks we 
build, 3 are repeat orders. Whatever your 
tequirements—an inexpensive stock tank or 
ade luxe streamlined unit—Quaker City is 
your best buy. Write for full information. 


QUAKER CITY 
IRON WORKS 


3400 Gaul Street © Philadelphia 34, Pa. 


ONE OF AMERICA’S LEADING TRUCK TANK BUILDERS 


FOR OVER 25 YEARS 
Prcloil 
oilheat, 








“The Betsy Ross” —1,200 gal., 3 compartment stock truck 
tank mounted on model F6 Ford. CA 84”. 





“The William Penn” —1,500 gal., 3 compartment stock unit 
mounted on model KB 7 International. CA 102”. 


“The Ben Franklin” —2,000 gal., 4 compartment stock truck 
tank mounted on model U70 Autocar. CA 103%”. 


PL LO 
LEE ALO LOE i 


IFFIN BROS. 





“The William Penn” —1,200 gal., 3 compartment stock unit 
mounted on model 6403 Chevrolet. CA 84”. 





“The Quaker Maid”—Z,300 gal., 4 compartment tank 
mounted on model 755 GMC. CA 120”. 





2,500 gal., 5 compartment de luxe unit mounted on model 
U70 Autocar. CA between front tandem axle and cab 120%". 
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quarters at 500 Fifth Ave., New York 
36, N. Y., at the following prices in- 
cluding imprinting: 250 lots—$12.65; 
500 lots—$19.40; 750 lots—$27.45; 
and 1,000 lots—$34.20. Additional 
100’s to 2,900 lots (per hundred) — 
$3.00 and 3,000 plus (per 1,000) lots 
are $29.40. 


tracts, although, because of the nature 
of this type of contract, the promotion 
is fairly general in character. 

In stressing the idea of service, the 
pamphlet points out that since any- 
thing mechanical at one time or 
another requires an overhaul, regular 
oilburner servicing should be consid- 
ered as a must, and that, if home- 


owner takes the right care of his oil- sida ows 
6 “How To” will be Feature 


burner, it will always “take care” of 
of annual IBR short Course 


him. 
THE NINTH ANNUAL SHORT COURSE 
to be held at Urbana, Ill., June 14-17 


The service promotion folder may 
be purchased from the Division head- 























The perfect answer to your 
room thermostat problems. 
No need to refer to charts for 
cycleadjustments, differential 
adjustments or special set- 
tings for long and short oper- 
ations. Simply install the 
Sensatherm and set it for the 
desired room temperature— 
that's all there is to it. It will 
maintain an even temperature 
level within 1/2°F. (plus or 
minus). 








Your guarantee of trouble-free 
service is the exclusive use of 
the famous Mercoid magnetic 
mercury switch that requires no 
maintenance. 











by the Institute of Boiler and Radiata 
Manufacturers, New York, N. Y., wij 
feature practical instruction in “Hoy 
To” design new year-round heating 
cooling systems (in combination wit} 
hot water and steam heating), instal 
snow-melting systems, along with ney 
data on zoning, control systems, pipe 
sizing, equipment selection and sale: 
promotion. 

Sponsored jointly with the Univer. 
sity of Illinois, this year’s course is also 
highlighted by a special one-day ses. 
sion on June 13 for review of basic 
IBR methods of heat loss calculations 
and hot water system design, to be con- 
ducted by Arthur L. Wales, rr tech 
nical secretary. 

Available to all registrants, the spe- 
cial session is also intended as an intro- 
duction to the advanced instruction, 
particularly for those who have not 
previously attended an IBR school or 
Short Course. 

According to R. E. Ferry, general 
manager of the Institute, the course 
has been done over from top to bottom 
in an effort to meet requests for ad: 
vanced, but practical “know-how” 
needed to meet competition on year- 
round heating-cooling of residences 
and small commercial buildings. The 
sessions will be divided between prac’ 
tical work and lectures. 


Two Jersey County Groups 
sponsor Perfex Schools 


THE UNION COUNTY Oil Heat Asso- 
ciation and the Essex County dealer 
group of New Jersey combined re’ 
cently to sponsor the Perfex School of 
Dealer Management and Sales. 

Conducted by Ray F. Horan, mer 
chandising manager of the Perfex 
Corp., Milwaukee, Wisc., the school 
was held at the “Ivanhoe,” Irvington, 
N. J. on March 16-17. 

The first session stressed the “Art 
of Salesmanship” and covered new and 
improved selling techniques, while the 
second class was aimed at “Manage 
ment Problems,” in relation to sales, 
service and advertising. 

Directed especially at the small deal: 
er and his problems, the school’s cur 
riculum was compiled from the com 
tributions of many individuals and 
companies within the industry. 
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Don’t Let | 
Any Get Away! 






You can sell every job with Airtemp 
because Airtemp gives you everything 









you need-—in heating and cooling! 






Airtemp offers you the complete line of smartly-styled, convertible 
gas and oil-fired furnaces in capacities from 67,000 to 240,000 
BTUs per hour output—conventional, horizontal and counterflow 
types—project models for the lowest cost homes. 























CLOSET ‘‘Spacesaver’’ showing 
Hi-Boy Furnace with “V”’ cooling 
coil on top and condensing unit 
outside house. 


Airtemp-built companion cooling equipment, including waterless 
(air-cooled) and water-cooled condensing units, can be easily 
installed in a wide variety of ways to suit the requirements of the 
individual job. With the sensational new Airtemp ‘“‘Spacesaver’”’ 
combination, you can install cooling with the furnace, or later— 
without using any additional floor space! Inverted “‘V”’ coil is 
mounted on top furnace—condensing unit located outside house, 
in garage, attic, crawl space or basement. 















In many other ways, too, the Airtemp Franchise can give you 
competitive advantages that pay off in more profit. Write for 
complete details to Airtemp Division, Chrysler Corporation, 
Dayton 1, Ohio. 
















> 
BASEMENT “‘Spacesaver” wit 
Airtemp Lo-Boy Furnace. 










DIVISION OF CHRYSLER 
AIR CONDITIONING + HEATING FOR 
HOMES, BUSINESS AND INDUSTRY 
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Shown at the first of ten management 
sessions for fueloil dealers at Hofstra 
College, Hempstead, N. Y. are: Left 
to right, Charles Hollinger, president, 
Long Island Oil Terminals Associa- 
tion, sponsoring organization; Harry 
H. Rains, professor of industrial rela- 
tions and director, Hofstra Labor- 
Management Institute; Edwin A. Leib- 
man, chief, Procurement and Techni- 
cal Assistance Div., Small Business 
Administration, New York. This first 
session on March 7 will be followed by 
nine others. Programs for them con- 
sist of a diner meeting, a short in- 
troductory talk and group discussions. 











GREATER PROFITS... with less effort 
when you install REXOIL OIL BURNERS 























GREATER PROFITS . . not an 
empty statement, but a fact 
proven by an independent 
survey organization after 
interviewing a representa- 
tive group of Oil Burner 
Dealers in 2 different cities. 


























Why don’t you increase 
your profits by selling and 
installing REXOIL . . the 


finest oil burner made. 
































4 Reasons for greater profits 


@ 25% LESS INSTALLATION COST .. This is really an extra 
25% clear profit for the REXOIL dealer. There’s no easier 
way to make money than just not to spend it. 




















PRACTICALLY NO REPAIRS . . Repairs are always expensive 
to the dealer and annoying to the customer. Seldom does 
any REXOIL ever need repairs. 








FREE ENGINEERING SERVICE . . For those hard-to-figure jobs 
— REXOIL engineers will prepare all plans and specifications 
without cost to you. 











ADVERTISING ASSISTANCE . . Prepared mailing pieces, news- 
paper mats, point of purchase displays, etc. are supplied to 
REXOIL dealers FREE. You pocket this saving, too! 











JOBBER AND DEALER INQUIRIES INVITED! 
® Conclusions resulting from independent survey of 
oil burner dealers. 


REIF-REXOIL, INC. 


37 CARROLL ST. 
BUFFALO 3, & NEW YORK 


























Elliott is elected President 
of OHI of New England 


C. EVERETT ELLIOTT, Charles L. Elliott 
Co., Danvers, Mass., was elected presi- 
dent of the Oil Heat Institute of New 
England at its annual meeting, March 
30, at the Hotel Kenmore, Boston. 
Other officers elected at the same 
time include: Augustus L. Dwelley, 
lst vice president; Marcel A. Fugere, 
2nd vice president. Fred N. Beckwith 
was re-elected secretary-treasurer. 


Named as representative from asso- 
ciate membership was John N. Wol- 
bert, C. W. Claflin Co.; appointed to 
the executive committee are Augustus 
L. Dwelley, chairman; Thomas J. 
Scott, and Frederick A. Whetton. 

Directors elected for three-year 
terms are as follows: William J. 
Breed, Booma-Breed, Inc., Lynn, 
Mass.; C. Everett Elliott; William H. 
Flood, Converse-Carlisle Co., Spring: 
field, Mass.; Marcel A. Fugere, Man 
chester Coal & Ice Co., Manchester, 
N. H.; Stanley A. Hultman, C. V. 
Hultman & Sons, Inc., Brockton, 
Mass.; Jerome R. Kirby, Newport Oil 
Corp., Newport, R. I.; James E. Leary, 
Lamson Oil Corp., Providence; Ralph 
W. Rogers, Massachusetts Wharf Co., 
Cambridge, Mass.; E. Raymond Tay’ 
lor, Scudder & Taylor Oil Co., Hyan 
nis, Mass.; and Clarence L. Vander: 
warker, Southern Mass. Oil Corp., 
Taunton, Mass. 


Following the business meetings and 
the elections, the annual luncheon was 
held. The principal speaker, George 
H. Shay, staff manager, government 
department, Johns-Manville Sales 
Corp., spoke on the subject, “Are 
Businessmen Citizens?” 
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No chatter! Nop 


Just easy fuel flow 
on every fill 
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MILVACO nozzle valves make 
hardworking fuel pumps last longer 


Grane the delicate mechanisms in modern gaso- 
line or fuel oil pumps from chattering and 
pounding and you automatically add years of 
service life. These features of the Model U-14-5R 
work for you on every drop pumped: (1) Non- 
slip, positive seating assures accurate metering. 
1] (2) Precision machining eliminates side thrust on 
Model P-2032R FOR BULK DE- stem. (3) Reversible Permadisc* design eliminates‘ 
LIVERY — Quick, positive clo- disc distortion. (4) Non-chattering action at any 


sure. Dual poppets. Balanced i : : ° 
dash pot control. Three-speed y eg a ot Rugged, die cast body is built 


hold open notches. Milvaloy or [ 

brass tube. : Hardworking fuel oil pumps last longer when 
you treat ’em right — treat ’em to Milvaco 

valves and you’ll be money ahead! ws 


. 
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Investigate the weight-saving advantages | 
of Milvaloy - | 


@ This modern alloy is 1/3 @ Chemically resistant — 













Model P-2010 FOR BULK STA- 


TIONS—Large capacity. Heavy- 4 the weight of bronze — lasts longer. Non- 
duty type. Full capacity flow. i a Milvaco exclusive. sparking. 
} | 
anal tena tecamnne @ Logical metal for any @ Meets exacting require- 
or fuel oil. i products to be flown, ments of oil industry. Pre- 
y lifted or moved — more ferred for years by major 
li pounds in the payload. oil companies. 


Get complete facts on the complete line — 
write for new Catalog B155 
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by major airlines. Ends over- 
wing fueling hazards. 100 mesh 
strainer removable for cleaning 
without detaching hose nozzle. 






A Subsidiary of A-P Controls Corporation 
2377 South Burrell Street * Milwaukee 7, Wisconsin 








: latent Ee ES QUALITY VALVES AND FITTINGS FOR THE OIL INDUSTRY 
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Indiana Sheet Metal and Warm Air Contractors annual banquet. 


Indiana warm air Group 
reelects Harris President 
RUSSELL A. HARRIS, Bloomington, Indi- 
ana, was reelected president of the 
Sheet Metal and Warm Air Heating 
Contractors’ Association of Indiana 
at their recent annual meeting at the 
Hotel Severin, Indianapolis, Ind. 
Others named included: Don Me- 
Closkey, Indianapolis, Ist vice presi- 
dent; Z. V. Hazelton, Muncie, 2nd 


vice president; Frank Anderson, Terre 


Haute, secretary; and J. R. Walker, 
South Bend, treasurer. 

Directors for two years are: H. W. 
Meggs, New Castle; Maxwell Goff, 
South Bend; Harold Boyd and Wm. 
E. Garber, Jr., Indianapolis. 

Hold over directors as as follows: 
H. M. Daily, Hammond; J. W. Ridg- 
way, Franklin; T. B. Speaker, Lafay- 
ette; and L. W. Widney, Auburn. 

The illustration shows the head ta- 


ble group at the annual convention. 


Sweeney named Chairman 

of API Weather Committee 
THE DIVISION of Marketing of the 
American Petroleum Institute recent. 
ly established an Advisory Committee 
on Fundamental Research on Weather 
Forecasting, and W. J. Sweeney, Esso 
Research & Engineering Co., New 
York, N. Y., has been named as the 
unit’s chairman. 

Other officers for the new organiza- 
tion, which will study long-range 
weather forecasting and its application 
to the petroleum industry, include: 
E. O. Mattocks, secretary, American 
Petroleum Institute, New York 
N. Y.; R. C. Alden, Phillips Petro- 
leum Co., Bartlesville, Okla.; W. M. 
Holaday, Socony-Vacuum Oil Co., 
Inc., New York, N. Y.; W. E. Kuhn, 
The Texas Co., New York, N. Y.: 
A. L. Lyman, California Research 
Corp., San Francisco, Calif.; M. H. 
Parks, Humble Oil & Refining Co., 
Houston, Tex.; F. C. Roop, Standard 
Oil Co. (Indiana), Whiting, Ind.; 
W. W. Scheumann, Cities Service Oil 
Co., New York, N. Y.: N. D. Smith, 


HERE’S THE WEIGHT 
That LIGHTENS Your Work 


=adjustments made within seconds. 


Weight adjustments are calibrated clearly 
and accurately for quick and easy setting. 


To set for any draft, loosen front knurled 
weight 1 to 2 turns and tighten after match- 
ing two lines of desired setting. Rear weight 
moves with front weight so that true balance 
is always maintained. 


The same method applies for either hori- 
zontal or vertical installation. It is not nec- 
essary to interchange ANY parts on the 
Steinen Draft Regulator. 
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MANUFACTURERS OF ACCESSORIES FOR Oit HEATING AND AIR CONDITIONING 
April 
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Are You Making It 
-| Eventful for Your Sales? 


. May is the month in which manufacturers secure an average of 8.8% of the year’s new oil- 
ch heating dealer, jobber, and ‘‘o.e.m.” customers. For the past three years, an average of 6.9% 
H. of the year’s total oilheating equipment has been shipped by factories during May. And it 
0. is in May that dealers sell and install an average of 7.4% of their year’s oilheating volume, 
od while obtaining 6.8% of their service income, and delivering about 5% of their fueloil 
|: gallonage. May is an excellent month for selling and advertising strongly to oilheating men! 


: Special Event of our May Issue— 


Oilburner Service Feature Section: 
Important Trends & Statistics 


The May Issue will feature a detailed report on a new survey in which thousands of oilheat- | 
ing dealers with service departments were asked details of their costs, charges, and operating 
figures. This annual survey conducted by FUELOIL & OIL HEAT is the only authoritative 
source oilheating men have for information on oilburner service practices across the nation. 
Gas competition has made the question of service costs and contract charges the most contro- 
versial subject in the oilheating industry today, and this special Oilburner Service report is 
certain to produce intense reader-interest for the May Issue. This is an exceptionally good 
issue for manufacturers of components, parts, accessories, tools, vacuum Cleaners, tanks, serv- 
ice bodies, and equipment involved in service and replacement sales. This issue will have an 
excellent editorial setting for your sales message. A good issue in which to advertise strongly! 


FORMS FOR OUR ! 
CLOSE APRIL 20 





FUELOIL & OIL HEAT is a complete magazine— 
a journal of discussion in which all the “How and 
Why : questions, and current items of interest are 
examined and explained. Our own Staff (five edi- 
tors, three assistants) and competent outside writ- 
ers, cover everything on oilheating and fueloil, in- 
cluding markets, industry trends, technical devel- 
opments, installation and service data, technical 
Procedures, new products, news of men, organiza- 
tions and companies, editorial comment, etc. Our 
men have long been foremost in battling for Oil- 
heating Industry Progress. 
Pricloil 


liters 





We have some plus services for advertisers: A 
Mailing Service for those who wish to send out 
catalog material, literature, etc., to augment their 
display advertising; a free sample list of jobbers; 
free lists of manufacturers’ agents and represen- 
tatives; the monthly Merchandising Newsletter for 
executives of our advertisers’ organizations; tech- 
nical and merchandising advice, etc. 


FUELOIL & OIL HEAT is a member of ABC (Audit Bureau of Circulation) 
and BPA (Business Publication Audit of Circulations). 
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Shell 
Br & 
of California, 
Wescott, Gulf Research and Develop- 
ment Corp., Pittsburgh, Pa. 


Development Co., Houston, 
Claude E. Swift, Union Oil Co. 
Brea, Calif.; and B. B. 


Maine Dealers submit 

State licensing Law 

AFTER BEING EXEMPTED from the pro- 
visions of the Electricians’ Licensing 
members of the Maine Oil & 
Heating Egpt. Dealers’ Association, 
Portland 3, Maine, drew up and sub- 


Law, 


the First and Only 











Removable Coil 











mitted for passage 


for licensing of oilburner installers 


throughout the State. 


The bill states simply that oilburner 


men are to be licensed and defines per- 
sons subject to the bill as those who 
install, alter or repair domestic, com- 
mercial or industrial oilburners, do- 
mestic range burners and space heat- 
ers, and all accessory equipment used 
therewith. An _ oilburner licensing 
board, to consist of the State director 
of fire prevention and two members 





All Copper Tankless Heater 


TRADE MAR kk 


‘a QAM 


Reg, Mm Tor. 





CUTS MAINTENANCE COSTS 


ASSURES CUSTOMER GOOD WILL! 


EXCLUSIVE 













239-249 ALABAMA AVENUE 





DELUXE TANKLESS WATER HEATER DE- 
FIES COMPARISON .. . at ANY price! 


@® Can be installed either VERTICAL or HORI- 

ZONTAL. 

Does NOT have to be completely removed in 

hard water areas. 

REMOVABLE copper coil unit permits re-use 

of shell or coils. 

Air vent PREVENTS heater from becoming air 

bound. 

Pre-tested to withstand 150 Ibs. ACTUAL work- 

ing pressure. 

All joints, coil tubing, copper shell, seams and 

bronze flange are SIL-FOS brazed to BRONZE 

fittings to insure permanent air tight, water 

tight union. 

@ LIFETIME Guarantee on 
WORKMANSHIP. 


Write today! 
KAM WATER HEATER MFG. CO., INC. 


In Canada-Diamolloy Co. Ltd.—2316 Gerrard St., 


QUALITY PRODUCTS SINCE 1906 


ENGINEERED 


all QAM 





BROOKLYN 7, NEW YORK 
E., Toronto, Canada 


a law, providing 








of the oilheating industry, will issue 


licenses automatically to those who can 
prove they have been engaged in oil- 
burner work for at least a year. The 
board also is to issue apprentice cer- 
tificates and then decide if they are 
eligible for licenses by written ex- 
amination. 

Installer’s fee is $5 a year: appren- 
tice certificates cost $3. Once issued, 
licenses are renewable each year upon 
payment of the $5 fee. 

The bill also includes provisions for 
investigation of complaints and sets 
forth the conditions which 
licenses may be revoked. 


under 


Northern Ohio OHI sponsors 


oilburner service School 


A TEN-WEEK SCHOOL on oilburner 
service, the first one of its type in the 
area, is being sponsored by the Oil 
Heat Institute of Northern Ohio, 
Cleveland, Ohio, in an effort to train 
member company servicemen in the 
fundamentals of good oilburner serv- 
ice. E. F. Marquard is president of 
the group; N. R. Steenstra is secretary. 

Devoted strictly to oilburner serv- 
ice, the classes are being held at the 
Perfection Industries’ offices, Cleve- 
land, and were started on March 15. 

Enrollment has been limited to 
members of OHI and their employees; 
the fee for the course is $15 per stu- 
dent, although 80% of the fee will be 
refunded if the student attends all 
classes. 

Printed summaries of classes will be 
provided in special binders for future 
references, and certificates of satis 
factory course completion will also be 
issued. 

Those taking part in the school as 
instructors and their subjects are: 
Harold A. Ricker, Gilbert @ Barker 
Mfg. Co., general service information; 
Joseph Porter, Iron Fireman Mfg. Co., 
combustion chambers: Paul Stowell, 
Timken Silent Automatic Div., rotary 
burner service; Duane Rouse, Torid 
heat Div., Cleveland Steel Prods. Co., 
gun type service; A. B. MacLaren, 
Perfection Industries, vaporizing burn 
er service; W. W. Rapprich, Ohio 
Pump Service Co., solving pump prob- 
lems; I. M. Nelson, Boston Machine 
Works Co., nozzle selection; Bacha 
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Soot won’t go through it. Soot won’t stick to it. A light 
- tap and soot drops off like water off a duck’s back. 
e The Never-Clog® secondary, protective filter is made 
il exclusively by Pullman from a new miracle fabric. The 
io, Never-Clog filter is GUARANTEED to resist soot, soot 
in acids, alkalies, rot, mildew, wear and tear, is flame- 
he resistant AND IS WASHABLE. Heating servicemen 


: first COMPLETE 
; >BOILER & FURNACE 
| CLEANING KIT 


You can now be profes- 
sionally equipped for 
every cleaning job. The 
handsome unit fits in the 
cab of a truck or the trunk 
of a car, carries in by one 
hand, runs on both AC or 
DC and comes equipped 
with: 10’ heavy duty hose, 
27” crevice tool, 5’ handy 
scraper tool, 5’ metal hose, 
rubber tapered blower and 
vacuum nozzle and the 


Never-Clog filter bag. 

























at No extra cost! 


ut Never 


TE ay Dee aay 


You vacuum clean more furnaces\and 


Miracle filter SHEDS SOOT like a duck sheds water! 


POWER BLOWER INCLUDED 


Every Pullman converts in 2 seconds to a power blower fo; 


cleaning out tanks, vents, trunks, etc. 






TS 
S 
















are. 





and faster! 


/ 


testing Never-Clog, report full suction maintained... 


no clogging ... no tearing ...no breaking ... in fact, 


we don’t know if it will ever wear out. You are 
invited to inspect the new 1955 Pullman Vacuum 
Cleaner Kit at your local jobbers or send the coupor 


for more information. 


4 2p 


IN with Pll, 


..in the cellar where profitable 
sales and service work develops. 


Pullman Vacuum Cleaner Corp., Boston 19, Mass. 
(] Send Never-Clog filter inft 


(] Send Furnace Vacuum info. 


NAME 





COMPANY 





STREET. 





CITY ZONE STATE 
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rach Industrial Instrument Co., com- 
bustion testing; and W. W. Rapprich, 
Duane Rouse, and Joseph Porter in an 
open forum on oilburner servicing in 


general. 


Philadelphia Group lists 

oil heat promotional Aids 

AS PHASE THREE of its oil heat public 
relations program, the Greater Phila- 
delphia Fuel Conference has originated 
five promotional aids aimed at publiciz- 
ing the advantages of fueloil. 











The aids include window display 
cards, bumper strips, truck and win- 
dow decals, jumbo display cards. A 
display folder, entitled “Five Steps 
forward,” which shows the various 
aids in miniature, has been sent out to 
the group’s members in order that they 
may choose those best suited for their 
type of equipment. 

Prices for the promotional pieces 
range from 50¢ each for the small 
bumper strips to $3.00 each for the 
jumbo display cards, although those 
firms which are participating in financ- 





A GOOD TIP 


“94” & “48” Nozzle Boxes 


Don’t jumble your nozzles 
in tool 







curely in these sturdy. 
compact steel boxes. 


Until you can see the 
you can't tell 





1. Every Tip individually tested for Spray Angle 
and Capacity—your guarantee of uniformity. 


2. Self-Centering internal assembly always pro- 
duces a balanced spray—No lopsided fires. 


3. Micro-Finish of Tip and Disc seats plus ex- 
tremely close manufacturing tolerances insure 
accurate capacity control. 


FLAME MIRRORS Xe 4. Will handle any domestic oils currently being 


supplied in the United States or Canada. 


5. Tip, Disc and Locknut are made of a High 
Chrome Stainless Steel for maximum heat and 
wear resistance. 


6. Five different series available for producing 
various spray characteristics — all developed 
through hundreds of fire tests in both Laboratory 
and Field work. 


WRITE FOR CATALOG ''O"’ 


DEALERS: Buy from your Monarch Jobber 


MFG. WORKS, INC. 


2503 E. ONTARIO ST., PHILADELPHIA 34, PA. 


Canadian Sales Agents: (Except B.C.) Canadian General Filters Ltd., 
2679 Danforth Ave., Toronto 13, Canada 
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ing the program may receive a 50% 
Boosters’ Discount.” 

Phase one of the program deals with 
newspaper advertising, while phase 
two is devoted to radio publicity, 


Missouri Distributors join 
OHI Distribution Division 


AS THE RESULT of a decision reached 
during its recent annual convention in 
Kansas City, Mo., the board of direc. 
tors of the Missouri Petroleum Asso- 
ciation, Jefferson City, Mo., has voted 
to afhliate with the Distribution Divi- 
sion of the Oil Heat Institute of 
America. 

Including among its members many 
oil distributors dealing in heating oils, 
the Missouri group is a member also 
of the National Oil Jobbers Council, 
and is the second member of the Nojc 
to join OHI. 

The Missouri dealers will create an 
“Oil-Heat Division” within the state 
structure, and the Division will be dis- 
tinct in identity and autonomy. Those 
eligible to join the new division in- 
clude all fueloil distributors, fueloil 
marketers of all other categories, oil- 
burning equipment dealers and service 
and installation firms. 

Robert W. Hadlick, executive secre’ 
tary of the Association, will be the 
representative to OHI for the current 
year, and Fred S. Burroughs, national 
secretary of OHI’s Distribution Divi 
sion, commenting on the Association's 
move noted that “‘It is to be hoped that 
this second affiliation of an NOJC state 
group with OHI will set the stage for 
additional applications.” 

B. A. Brown, D. S. Caldwell Oil 
Co., Richland, Mo., is the president 
of the MPA. 


Plumbing and Heating Bureau 
adds Radio promotion Plan 


AIMED AT REACHING new audiences 
with the promotional story of the sw 
periority of automatic boiler heating. 
radio publicity has been added by the 
Plumbing and Heating Industries Bu 
reay to their public relations program. 

The plan revolves around a series of 
short scripts-which are sent to the di 
rectors of radio programs interesting t 
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and through the scripts the 
Bureau is able to reafhrm and reiterate 
the themes covered in its newspaper 
and magazine publicity. 

Using modernization as one of the 
major themes, the radio scripts often 
ois be used for both radio and tele- 
vision. With each set of scripts, a re- 
turn postal card is enclosed requesting 
suggestions for improvement informa- 
tion on whether or not the scripts will 
be used, and an indication if the pro- 
ducer wishes to receive additional ma- 


terial. 


N. C. County Group formed; 
State Association to meet 


A DINNER MEETING in the Junior 
Chamber of Commerce Club House, 
Albemarle, N. C., was held recently 
by 25 interested Stanly County oil 
marketers and fueloil dealers for the 
purpose of organizing the Stanly 
County Oil Dealers Association. 

The group elected G. A. Morrow, 
Albemarle Oil Co., chairman; J. B. 
Garrison, Garrison-Dennis Oil Co., 
vice-chairman; and S. H. Sibley, sec- 
retary. It was also voted to meet the 
third Thursday night each month, with 
the exception of the summer months, at 
the Junior Chamber of Commerce's 
Club House in Albemarle. 

Starting off with a single project, 
the exchange of credit information, 
the group hopes to expand its activi 
ties to include such programs as joint 
advertising campaigns. 

May 25-27 has been set as the date 
for the Spring Convention of the 
North Carolina Oil Jobbers Associa- 
tion at the Carolina Hotel, Pinehurst. 
A business program, banquet, dance 
orchestra, Magic Barrel, 
ment and door prizes have been sched- 


entertain- 


uled as features of the meeting. 
Committees have been requested to 
meet on May 


reports for presentation at the closed 


23 in order to prepare 


Meetings next morning. 


Maryland OHA installs 


Eastern Shore Division 


FORMAL INSTALLATION of the Eastern 
Shore Division of the Oil Heat Asso- 
Clation of Maryland was made March 
2 at the Tide 

“atthe lidewater Inn, Easton, Md. 


Speakers at the meeting included 
Claude Schaefer, General Automatic 
Prods., Baltimore, and president of the 
Maryland OHA, who recounted the 
benefits his company had _ received 
through the services of the Association; 
J. Hollis Albert, Operators Heat, Inc., 
Baltimore, described the plan of coor- 
dination between the Association and 
the new Division; and Tom Carson, 
Sherwood Bros., Baltimore emphasized 
Ouc’s position with regard to the over- 
all program. 

As part of a plan to insure close co- 


ww 
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operation, the new Division, along 
with being represented on the OHA’s 
board of directors, also will have rep- 
resentation on the Advertising, Mem- 
bership, Insurance Trust, School, 
Speakers and Technical Committees. 
Eastern Shore officers elected are: 
G. Dawson Taylor, Geo. B. Taylor & 
Son, St. Michaels, president; W. L. 
Wise, Wise Oil & Fuel, Inc., Cam- 
bridge, vice president; James Lynch, 
C. D. Lynch & Son, Ridgely, secre- 
tary; and Brown (Bus) M. Roe, D. & 
R. Supply Co., Chestertown, treasurer. 
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THE Hu- Way 






CORPORATION 


ROCK ISLAND, ILLINOIS 
The adopted standard on leading furnaces and boilers 
“Automatic Oil Heat Exclusively Since 1921" 








Charter members, in addition to the 
officers are: James J. Callis, Callis- 
Thompsen, Inc., Harrington, Del.; 


Cox Distributing Co., Bob Cox, 
Easton, Md.; David Longfellow, Cen- 
treville, Md.; W. E. Clevenger, Clev- 
enger Fuel Co., Grasonville, Md.; J. E. 
Mientzer, Sr. and John E. Mientzer, 
Jr., J. E. Mientzer & Sons, Easton, 
Md.; James E. Ryan, Galena, Md.; 
Russell W. Harrison, Tilghman, Md.; 
Calloway Harrison, Covington Oil 
Co., St. Michaels, Md.; D. H. Mc- 


Mahon, Easton, Md.; J. B. Harrison, 
Easton, Md.; and Clark W. Sewell, 
Jr., Bethlehem, Md., D. H. McMahon 
& Co.; H. Malone, Sherwood Bros., 
Cambridge, Md.; and R. Eugene 
Rudes, Rudes Service Station, St. 
Michaels, Md. 


ESPA attacks coal Position 
on Fueloil import Question 


IN A STATEMENT submitted to the Sen- 
ate Finance Committee by Harry B. 








Loading four or more com- 
partments simultaneously 
with Spring-Matic Model 
450-A, without re- 
spotting transports. 



























































































The Oilco Spring-Matic 
— to perfection 
‘or petroleum marketers 
everywhere—and enjoys 
world-wide acceptance. 














This dependable loader represents the peak effort of 
25 years of collaboration with the foremost engineers 
in the petroleum industry. Based on hydraulic and 


MODEL No. 460 
SIZE: 3" AND 4" 








cam principles, it is flexible, yet sturdy, with a sliding 





sleeve that returns to vertical or semi-vertical position 

at the touch of a finger. It has other unsurpassed 
assets insuring ease of handling, economy, trouble-free 
operation and complete satisfaction. You will write for 


detailed descriptions. 

















OIL EQUIPMENT MANUFACTURING CO. 


INCORPORATED 


3100 VERMONT AVE., LOUISVILLE 11, KY. * 
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Hilts, secretary of the Empire State 
Petroleum Association, New York, 
N. Y., the Association refuted the 
charge made by the coal industry that 
the importation of residual fueloil is 
the basic cause of the depressed condi- 
tion of the solid fuel industry. 

The statement noted that “The ac 
tual figures show that although the 
American consumer would bear the 
penalty of higher fuel prices if residual 
oil imports were to be restricted, the 
coal industry would in fact not bene: 
fit from these oil quota restrictions. 

“While coal’s share of the fuel mar- 
ket fell from 54.4% to 35.6% from 
1946 to 1954,” the statement con- 
tinued, “residual fueloil showed a very 
minor gain from 11.3% to 11.6%.” 


Maine Group sponsors 
training School program 


THE OIL AND HEATING Equipment 
Council of the Retail Trade Board of 
the Greater Portland Chamber of 
Commerce, Portland, Maine, is spon 
soring a ten-week school program for 
oilheating service men. 

Held in conjunction with the Maine 
Vocational Technical 
South Portland, the course began on 
March 23, will continue until May 25 
and will be handled by instructors 
drawn directly from the industry. 

Cost of enrollment for the course 
is $10 per man for members, and $12 


Institute in 


for those outside the organization. 


Westchester group holds 
special Meeting on Service 


A SPECIAL MEETING of the Westches 
ter Oil Trade Association was held 
March 15 at Cesario’s Wykagyl Grill, 
New Rochelle, N. Y., and was devoted 
entirely to oilburner service and its 
related problems. 

Attending the meeting, along with 
the regular members, were a number 
of the fueloil companies’ service man- 
agers. 

Prior to the special meeting, the 
group held its regularly scheduled 
gathering at the Hereford House, 
Bronxville, N. Y., to discuss the spring 
drive for an aggressive “heat with oil” 


campaign to be conducted locally, in 


the metropolitan area and on a fe 
gional basis. 
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Massachusetts OHA hears 


Herman Winkler on Sales 


4S PART of the opening for the various 
spring sales campaigns, the Massachu- 
setts Oil Heating Association heard 
Herman Winkler, general manager of 
the Winkler Div., Stewart-Warner 
Corp., Lebanon, Ind., speak on “Sales 
—Sales—and at the 
group's March 8 meeting at the Hamp- 
ton Court Hotel, Boston, Mass. 
Winkler discussed the future for oil 
heat in New England, and also gave 


more Sales!” 


his views on the merchandising of oil 
heat and what manufacturers should 
do to help dealers with their merchan- 
dising and sales training programs. 


Washington OHI Schedules 


heavy promotion Campaign 


FEATURING the use of billboards in ten 
different cities, advertisements in four- 
teen newspapers, radio-television and 
direct mail, the Oil Heat Institute of 
Washington, Seattle, Wash., recently 
announced the schedule for its 1955 
oil heat promotional campaign. 

In releasing the advertising schedule, 
the Washington group hopes to aid 
the local dealer plan his own advertis- 
ing well ahead of time so that it will 
tie in with the state-wide campaign. 

Underlying theme of the program is 
based on three points, “Oil Heat is 
Safer,” “Oil Heat is more Economical,” 
and “Oil Heat is Best,” and these in 
turn have been combined under slogan 


“Modern Heat with Oil Heat.” 


Broken down into six two month 
campaigns, the plan is also highlighted 
by radio tie-in scripts for local dealers 
as well as statement stuffers and fold- 
ers which are also available to dealers. 


White reelected President by 
National Truck Tank Institute 


THE NATIONAL TRUCK TANK and 
Trailer Tank Institute, Chicago, IIl., 
reelected H. H. White, Standard Steel 
Works, No. ‘Kansas City, Mo., as 
President at its recent 19th annual 
membership meeting at Kansas City. 

In addition to White, other officers 
named include: Everett Fitzjarrald, 
Progress Mfg. Co., Arthur, Ill., vice- 
President; W. E. Kennedy, Southern 
Tank & Mfg. Co., Inc., Owensboro, 








Ky., treasurer; and J. A. Havstad, 
Brown Steel Tank Co., Minneapolis, 
Minn., and W. A. Sladek, Butler Mfg. 
Co., Kansas City, Mo., as executive 
committee members to serve with the 
officers. Allan R. Smith was re-ap- 
pointed as executive secretary. 


Contractors Unit issues 
booklet on Association 


A SIXTEEN-PAGE, three-color booklet 
entitled “Joining makes the Differ- 
ence” has been issued by the Heating, 
Piping and Air Conditioning Contrac- 
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DELAVAN TYPE A 
HOLLOW CONE 


spray quality. 






MANUFACTURING 


ELAVAN 


To Cut Down on ‘Call Backs’’ 


Replacing carboned nozzles 
with new DELAVAN nozzles 
has paid off for thousands of oil 
burner service departments. 
ae 4 You'll save valuable time, re- 
duce service costs sharply, be- 
cause “no heat” calls and “call 
backs” are kept to a minimum. 
Install Delavan Nozzles with 
Hally Filters Attached. 


Every DELAVAN nozzle 
is spray-tested and 
proved accurate for rate 
of flow, spray angle and 


ONTOR LABORATORIES LTD. 
111 TYCOS DRIVE PARK ROAD 
P. O. TORONTO 10, CANADA 


tors National Association, New York. 

The booklet tells how the heating, 
piping and airconditioning contractor 
can increase his business potential, im- 
prove labor relations and strengthen 
his business voice. 

Outlining the objectives of the Asso- 
ciation, a complimentary copy of the 
booklet will be sent upon request to 
those writing on a company letterhead 
to Lloyd B. Gruman, Jr., Secretary, 
Heating, Piping and Air Conditioning 
Contractors’ National Assoc., 30 
Rockefeller Plaza, New York 20. 
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PREMIER cleaners 
come complete withall 
basic cleaning tools 


Now, faster furnace cleaning with the amazing, low cost 
Spic-Span gives you big returns three ways. You cut idle 
time — increase profit— during non-heating season. You 
gain new customers because of outstanding service. You 
build customer preference . . . keep old clients “‘sold” . . . 
by keeping heating units at top operating efficiency. 


gives you a NEW 


profit angle 


Why Spic-Span? Because it’s the finest low cost furnace, 
air conditioning and boiler cleaner made. Has advanced 
design features such as patented internal expandable filter 
with 3 times greater area than any other of its size. Spic- 
Span is completely portable, yet holds half bushel, easy to 
operate, offers the utmost in rugged construction. Built to 
meet the demands of long-time heating and air conditioning 
men by PREMIER, first and most respected name in 
furnace cleaners 


Investigate this new angle on profits. Write today for details. 


Indirect water heater 

Ratings issued by I-B-R 

THE INDUSTRY'S first codes for deter- 
mining the outputs of indirect water 
heaters have been issued by the Insti- 
tute of Boiler and Radiator Manufac- 
turers, New York. According to R. E. 
Ferry, general manager, the ratings 
are designed to provide standard and 
universally accepted procedures for 
testing and rating the equipment and 
so fill a widely felt need in the in- 
dustry. 

One code provides ratings for in- 
direct water heaters of the external 
or internal tankless type used in com- 
bination with specific boilers. A sec’ 
ond code is primarily for manufac- 
turers producing units of the external 
type—storage or tankless. 

The the 


codes contain complete instructions for 


publications discussing 


It pays to get 
EVER-TITE 
OLE Iy in 


Quick Couplings 


There's an EVER-TITE 
for every need 


conducting tests and obtaining the new 
l-'W-H ratings, which are conferred by 
the Institute after specific tests. A 
license will be issued to the manufac- 
turer authorizing him to publish his 
rating. 


Testing and rating codes of the In- 
stitute now total five, and copies are 
available from the Institute at 608 
Fifth Ave., New York. 


Erie-Niagara Chapter is 


Fourth in ESPA Group 


THE FOURTH CHAPTER of the Empire 
State Petroleum Association was or- 
ganized recently in Buffalo by a group 
of oil men in Erie and Niagara coun- 
ties. 

The group, to be known as the Erie- 
Niagara Chapter, chose as temporary 


officers: J. Warren Pfeifer, Canlake 


Superior quality forged body 


—precision machined— 9 


Extra heavy reinforcing rim 


for longer service life 


Extra 


Hi-Strength 


forg ; 
handles S el 


' 
—greater safety and 
soon longer 


service 
Uniform heavy 
wall thickness 
—no weak spots Superior quality | 
forged body- 


—precision machined 
accurate tolerances 


Recess retains gasket 
in coupler and assures 
proper placement 





DEPT. 401 


the premier co. 


755 WOODLAWN AVE.,, ST. PAUL 1, MINN. 


Premier Co., 35-37 Gerrard West, Toronto 2, 
Ontario, Canada 


Petroleum Corp., North Tonawanda, 
chairman; Laurence M. Ferguson, Fer- 
guson Oil Co., Lockport, vice-chair- 
man; and James O. Porter, Pease Oil 
Co., Buffalo, secretary. 


NCOHA increases oil heat 
promotional Activities 


THE NEWLY-FORMED Northern Con’ 
necticut Oil Heat Association, Hart- 
ford, Conn., has enlarged its oil heat 
promotional campaign to include a sev 
ries of 15 billboards located through: 
out the greater Hartford area. 


In addition to the billboard cam 
paign, the four-month-old group took 
a booth at the Hartford Times Home 
Show, a one week exposition, and has 
been running a series of advertise- 
ments in the Hartford Times and 
Courant, as well as the New Britain 


VER-TITE Couplings 
give you a quick, 
tight connection every 
time—under every con- 
dition. They make your 
deliveries fast ... safe 
. .. dependable. Ever- 
Tite Couplings are 
manufactured of stain- 
less steel, bronze, alu- 
minum, steel and mal- 
leable iron. ‘ 
It pays to get EVER-TITE quality— 
the top value in quick couplings. Ask 
your distributor now for full details. 


EVER-TITE COUPLING CO. INC. 
254 W. 54th St., New York 19, N. Y. 
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Herald and Manchester Herald. The 
ads are the simple and direct type of 
reminders about the advantages of oil- 
heating. 

Along this line, the Association has 
scheduled a dinner meeting on March 
15 at the Hotel Bond, Hartford, to 
hear Tom Scott, chairman of the Bet- 
ter Home Heat Council, discuss some 
of the problems faced in Massachu- 
setts concerning oil heat promotion, 
and how these questions were solved. 


Calendar of Coming Events 


APRIL, 1955 
13-15—Nat'l Petroleum Assn. (Annual 
Meeting), Cleveland Hotel, 
Cleveland, Ohio. 
14-16--American Society of Heating & 
Air Conditioning Engineers, 
Inc., (Regional Meeting), Skir- 
vin Hotel, Oklahoma City, Okla. 
18—Fuel Oil Dealers’ Assn. of B. C., 
Hotel Georgia, Vancouver, B. C. 


18—Rockford Fuel Oil Dealers Assn., 
Lafayette Hotel, Rockford, IIl. 


19—OHI of Greater Washington, 
D. C., Dupont Plaza Hotel, 
Washington, D. C. 
19-20—Michigan Petroleum Assn., (An- 
nual Meeting), Hotel Detroit 
Leland, Detroit, Mich. 
19-21—Oil Heat Institute of America 
(33rd Annual Convention), 
Conrad Hilton Hotel, Chicago. 
20-23—-Air Conditioning &@ Refrigeration 
Institute (Annual Convention), 
The Greenbrier, White Sulphur 
Springs, West Virginia. 
21—Atlantic Heating & Cooling Assn., 
Penn-Atlantic Hotel, Atlantic 
City, N. J. 
25—American Petroleum _ Institute 
(oc Steering Committee), Con- 
rad Hilton Hotel, Chicago, III. 
25~26—Independent Petroleum Associa- 
tion of America (Midyear 
Meeting), Plaza Hotel, San An- 
tonio, Texas. 
25-28—National Heating Wholesalers 
Assn., (Spring Convention), 
Paradise Inn, Phoenix, Arizona. 
27—Oil Heat Assn. of Gary, Hotel 
Gary, Gary, Indiana. 
28—Wisconsin Oil Heat Assn., Wis- 
_ consin Hotel, Milwaukee, Wisc. 
27-29—Fuel Oil Distributors of New Jer- 
sey (Annual Meeting), Berke- 
ley-Carteret, Asbury Park, N. J. 
MAY, 1955 
2- 4—American Petroleum _ Institute, 
(Evaporation Loss Committee 
and Sub-Committee Meetings), 
Edgewater Beach Hotel, Chi- 
cago, Ill. 
8-10—Empire State Petroleum Associa- 
tion (Annual Convention and 
Trade Exhibit), Biltmore Hotel, 
New York, N. Y. 
9—Delaware Valley Oil Heat Assn., 
, Buck Hotel, Feasterville, Pa. 
~10—Steel Boiler Institute (Annual 
Convention), The Shamrock 
10-1 Hotel, Houston, Texas. 
3—Heating, Piping and Air Condi- 
tioning Contractors Nat’) Assn. 
(66th Annual Convention), 
Shamrock Hotel, Houston, Tex. 





11—Richmond Oil Heat Assn., Wil- 9—10-——National Warm Air Heating and 
liam Byrd Hotel, Richmond, Va. Air Conditioning Association 
15-17—Pennsylvania Petroleum  Assn., (Semi-annual Meeting, Board of 
(Spring Convention), Bedford Trustees and Committee Meet- 
Springs Hotel, Bedford, Pa. ings), Drake Hotel, Chicago. 
23-25—American Petroleum Institute (Di- 12-15—The American Society of Refrig- 
vision of Marketing, midyear erating Engineers (Spring Meet- 
meeting), Chase & Park Plaza ing), Hotel Schroeder, Milwau- 
Hotels, St. Louis, Mo. kee, Wis. 
25-27—North Carolina Oil Jobbers Assn., 14—-15—Institute of Boiler and Radiator 
(Spring Convention), Carolina Manufacturers (9th Annual 
Hotel, Pinehurst, N. C. Short Course) Univ. of Illinois, 
Urbana, IIl. 

JUNE, 1955 19-21—Northwest Petroleum Assn. (Sum- 
7—10—Oil Heat Institute of New England mer Conf.), Breezy Point Lodge, 
(Eastern biennial exposition of Pequot Lakes, Minn. 

oilheat and domestic cooling), 27-29—-American Society of Heating & 
Hotel Statler, Boston, Mass. Air Conditioning Engineers, 
8- 9—American Petroleum _ Institute (Semi-annual Meeting), St. 
(oc Meeting), William Penn Francis Hotel, San Francisco, 
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Nozzles and Inspection Mirrors 
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Hotel. Pittsburgh, Pa. Calif. 


HARSCH 



















ALL NEW NOZZLES 


/ Precision point valves give bai- 
anced spray in both hollow and 
solid cone — no lopsided flame 
pattern. 





a/ Each nozzle individually flame- 
tested and checked for spray angle 
and capacity. 


/ Perform at peak efficiency with ALL 
types of U.S. and Canadian fueloils. 








J Quality work we're proud of. 





NEW ALL CHROME 
FLAME MIRRORS 


Full SWIVEL head—double ball-and-socket 
joints permits tilting mirror to any angle! 
Rugged construction. Soft cloth bag pro- 
tects mirror when not in use. 


Adjust in a jiffy—the dependable tele- AVAILABLE: 
scoping joints STAY put—just pull out the 7"x7" Ch 
shaft to its full length. No sections to plated steel 


screw together — no clamping nuts to mirror. Inter- 
tighten. changeable 
° with the 4!/," 
round mirror. 





lations. 
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H. HARSCH & COMPANY 


230 Tuscan Rd. Maplewood, N. J. 



































Approved Underwriters’ 


Laboratories 


Model OB-2 for home type burners. 
Larger sizes OB-4 and OB-8 available for 
industrial burners. For space heaters use 


Model SH-3. 





and water. 


Canadian Plant, Galt, Ontario 


The Sweetest Filter in the business 


SPARKLER OB-2 Fuel Oil Filter 
easy fo install and service 


Light weight, compact — can be installed close to the floor, in 
any fuel line without difficulty. Rayon filter element can be 
changed with new filter discs in less than a minute on a service 
call, Just a little more than hand tightening on the bow! nut, 
no excessive wrench pressure needed. 

Model OB-2 has more than ample capacity for all home 
burners. Eliminates all burner nozzle trouble due to dirt 


Write R. J. Stastny for personal service 


SPARKLER MANUFACTURING CO. 


MUNDELEIN, ILL. 


European Plant, Amsterdam, Holland 


Engineers and manufacturers of a complete line of industrial filtration equipment. 

















Manufacturers 
Letivities 


Sherwood Bros. announces 
executive personnel Changes 


A SERIES OF CHANGES in executive per- 
sonnel were made by the board of di- 
rectors of Sherwood Brothers, Inc., 
Baltimore, Maryland, at a meeting held 
in early March. 

J. M. Sherwood was promoted from 
vice-president to the newly created 
position of executive vice-president, 
and C. W. Keller, Jr., and L. J. Hoar 
were elected vice-presidents. 

Added to the board of directors were 
T. E. Carson, B. L. Edmonston, R. K. 
Johnson, H. Jurgens, C. W. Keller, 
Jr. and H. J. Weller. 

J. W. Sherwood, founder of the 
company, continues with that title and 








» ' 
as honorary chairman. James E. Dyer 
is chairman of the board, and J. R. 


Sherwood continues as president. 


Toridheet factory School 
has new, enlarged Quarters 


TRAINING OF DEALERS and their per- 
sonnel has been underway at the fac- 
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tory school run by the Toridheet Divi 
sion, Cleveland Steel Products Corp., 
Cleveland, O. The school is located 
in new and greatly enlarged quarters 
at Cleveland Steel’s new plant. 

The training hall is outfitted with 
units of every type. Permanently in 
stalled live operating furnace and 
boiler units are used by the trainees in 








FULLY GUARANTEED 


FOR DEPENDABLE PERFORMANCE 








IGNITION TRANSFORMERS ARE U.L. APPROVED FOR INTERCHANGE- 
ABLE SERVICE, RADIO AND TV SHIELDED. SPECIAL DESIGNS TO FIT 


ALL BURNERS. 


Address Inquiries to: 


BERKSHIRE TRANSFORMER CORP. 
15 South Ave., New Milford, Conn. 


or 


CLISBY & ASSOC. 





TRANSFORMER CORP. 
NEW MILFORD, CONN. 


28 S. DELAWARE AVE. 
PHILADELPHIA 6, PA. 
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the actual installation, adjustment and 
servicing of wall-flame oilburners and 
gun burners. 

Emphasis is placed on practical 
work by chief instructor Duane W. 
Rouse shown in the picture lecturing 
on controls. Ten training classes are 
scheduled this year extending through 
June. Classes are limited to 15 men 
who attend the school for five days. 


Annual sales Conference 


held by Wm. Steinen Co. 


SALES REPRESENTATIVES of Wm. 
Steinen Mfg. Co., Newark, N. J., met 
at their annual sales conference recent- 
ly. Among the speakers were William 
Steinen, Jr., and Robert Hundley, 
sales manager. 

Jesse Tankel, general manager of the 
Accessories Division, outlined the aims 
and goals for 1955; and a representa- 
tive from the company’s advertising 
agency discussed advertising and sales 
promotion programs. 


Perfection Stove Stockholders 
vote for new corporate Name 


BECAUSE COMPANY operations have 
been broadened in scope, stockholders 
of Perfection Stove Co., Cleveland, 
O., voted recently to change the name 
of the company to Perfection Indus- 
tries, Inc. 

This is the fourth name the com- 
pany has had since its founding in 
1888 when it was known as the Cleve- 
land Foundry Co. In 1910 the name 
was changed to Cleveland Metal Prod- 
ucts Co. The Perfection Stove name 
was adopted 15 years later. 

Ranges and cook stoves were origi- 
nally manufactured by the company. 
Today, furnaces, space heaters, water 
heaters, airconditioners and military 
equipment are produced. 


Williamson Dealers attend 
two-day Seminars at Plant 
WITH MORE THAN 150 present at each 
Session, the Williamson Heater Co., 
Cincinnati, Ohio, held a series of two- 
day seminars for their dealers at the 





company’s plant in Cincinnati. 
Part of Williamson’s year around 
plan to provide assistance for its job- 
bers and dealers, the program included 
talks by executives dealing with the 
design, construction, operation and 
servicing of Williamson products. 
Subjects of additional sessions in- 
cluded product features, sales informa- 
tion, dealer promotional aids, and ad- 
vertising plans for the coming year, 
and a tour of the plant aimed at en- 
abling the dealers to observe the vari- 
ous manufacturing steps was also held. 


Carrier-Affiliated Gas Merger 
is approved by Stockholders 


APPROVAL of the merger of Affiliated 
Gas Equipment, Inc., Cleveland, O., 
into Carrier Corp., Syracuse, N. Y., 
was voted by stockholders of both 
companies at special meetings. 
Products of Affiliated Gas Equip- 
ment, Inc., have been marketed under 
the trade names of Bryant, Day & 
Night and Payne. These will be con- 
tinued through three operating divi- 
sions which will be under the direc- 




















WE DRIVE HARD BARGAINS ... 


| hope you good dealers will not mind if | refer again to the fact that | was born and raised 
in Kentucky. It may help you understand a lot of things about Marietta Boilers, because Ken- 
tuckians are people of strong convictions. | remember my dad used to admire a fighting Editor 
named Scripps, whose slogan was ‘‘Bring light and the people will find the way.’ You'll see 
that on the mast-head of many of your Scripps-Howard newspapers all over the country today. 


We started this boiler business with one strong conviction: THAT WE WOULD TREAT OUR CUS- 
TOMERS AS WE'D LIKE TO BE TREATED OURSELVES. We have never learned to run our business 
any way but on a truth basis. We don't wear more angel's wings or halos than most people, 
but give us credit for being reasonably smart. We know that if we tried to fool anybody, we'd 
be the ones who suffered in the end, and we don't like to suffer. We like to make profits. 


So when we build a boiler, we use our best, time-tested design; the finest materials and acces- 
sories we can find; we rate the boiler truthfully; we live up to every commitment; and you'd be 
surprised at how fast we give delivery and service. 


We drive hard bargains with our suppliers. We can do it because we pay our bills and we 
offer them volume sales. We insist on their maintenance of quality. What “bargains” we get, 
we pass on to our own customers. You'd probably be much interested to learn about our very 
reasonable prices. 


If you want good boilers, at good prices; and to deal with people who tell you the truth,— 
give us a call, or write us a note. We don't want an awful lot of new customers, for we already 
have a lot of fine ones. But maybe we've got what you want. Anyhow, it’s worth an inquiry, 
isn't it? 











CORPORATION 


Marietta, Pa. 
Marietta 6-3951 





ae... 
MARIETTA METAL PRODUCTS 


540 North 63rd Street 
Philadelphia 31, Pa. 
GRanite 4-3076 


MARIETTA, PA. 
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nd sell. 


|, service 
tO 1.5 gal. pe 
and Oil Nozzle 


HetxehicMsconiiale 


insta 
Easy 10 operate, inst r hour 
as 

e Capacity 0.4 


e Non-Clog Air 
e Visible Dial to (ee) 


RADIANT 


AUTOMATIC 


LOW 


PRESSURE 
OIL BURNER 


e Two stage low pressure fuel unit 


Exclusive Fuel Saving 


‘DIAL-SET”’ Meter 


High Pressure Burner * Shell Head Burne; 
Winter Air Conditioner * Submersible Sump Pump 
Utility Pump * Sump Pump 

















tion of Lyle C. 


president of AGE, who now is senior 


Harvey, former 


vice president of Carrier. 


The Bryant Division will be headed pi 
by Ronald N. Campbell, vice presi- dg 
dent, with Howard L. Clary, vice DR/ 
president in charge of sales. The Day pose 
& Night and Payne Divisions will 
continue under the general manage- pad 
ment of William J. Bailey. wot 
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Frontier Oil Co. sponsors 
Perfex School in Buffalo 
WITH OVER 375 attending, the Fron- 
tier Oil Co., Buffalo, N. Y., recently 
sponsored the two session Perfex 
School of Dealer Management and 
Sales for oilheating dealers in the Buf- 
falo-Niagara Falls area, first time the 
school has been held in a major market. 
Under the direction of Ray Horan, 


merchandising manager of the Perfex 


Corp., Milwaukee, Wisc., the sales- 








® If your jobber cannot supply you, use this handy 
coupon to order direct. Supplied postpaid anywhere 
in the U.S. A. Normal discounts in dozen lots. 

Send the coupon today! 


EXPORT DIVISION—OCEANIC EXPORT COMPANY 


400 MONTGOMERY ST. + SAN FRANCISCO 4, CALIFORNIA 
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manship portion of the school empha- 
sizes the basic fundamentals in every 
day selling, and considers such topics 
as “The Art of Prospecting,” ‘The 
Art of Presentation” and “The Art of 
Closing.” 

The business management section 
deals principally with the points of 
management whose neglect accounts 
for the greatest losses occurring in the 
retail heating business: the failure to 
figure overhead properly, the losses 








occurring in estimating, errors in the 


pricing system, the importance of cash 
discounts in business and techniques 
in collecting accounts. 

In addition to discussing the fore’ 
going subjects, the school also describes 
new and improved techniques and pro- 
cedures which have been gathered from 
studies of the more progressive dealer 
operations in the country. 

Also treated are such specialized 
subjects as recruiting salesmen, inter 


| Profitable Sales! Fewer Seruiee Calle! 


SELL AND INSTALL 


Microstone® Element 


FILTERS 


ees | 


*UL Approved 


—_—_—_—— 
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| MARQUART MANUFACTURING COMPANY | 
\ 1241 High Street - Oakland 1, California 
I Please send the following, postpaid. l 
I ___ Doz. *Model F-10B—List Price $2.80 each. ___ Doz. *Model MS-3—List Price $3.95 each. 
| For small to medium installations. Fits For medium to large installations. 
I drum or tank. ___Doz. Model KS-3—List Price $7.80 on | 
| ____ Doz. *Model Z-1—List Price $2.80 each. Features Pre-Screening. Designed for the | 
{ For small to medium installations. Fits largest, dirtiest jobs. 

| ALL control valves. 
{NAME 
f ADDRESS. : 
l CITY, 


STATE ee 





April 
1955 
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"Instrument check- 
ups open the doors 
to profitable equip- 






QUALITY INSTRUMENTS — 
that Pay for Themselves | 


The FYRITE Service Kit provides a complete set of accurate, 
quality-built combustion-testing instruments at the lowest cost. 
It includes the FYRITE CO 2 Indicator which is unsurpassed for 
fast, accurate flue gas analysis; and also contains the popular 
DRAFTRITE Draft Gauge and the 950° F. 
mercury Stack Thermometer, all packed in 
a sturdy steel instrument chest. 










The chest is equipped with brackets for the mercury 
thermometer, and the TEMPOINT 200°-1000° F. Dial 
Thermometer shown at the right which may be sub- 
stituted for the mercury thermometer at slight extra cost. 


Ask your Jobber or Write for Bulletin 730 


BACHARACH Industrial Instrument Co. 


7301 PENN AVENUE a PITTSBURGH 8, PA. 








‘“‘Four Factors Essential to Success 
in the Fuel Oil Business are: 


* A Top-Quality Product 


* Dependable Automatic | 
Metered Deliveries | 


* Prompt Efficient Afford- | 
able Burner Service | 


* An Organized Aggressive 
Marketing Program” 





says James Murphy, Jr. 
J. M. Murphy Oil Company 


GULF SOLAR HEAT DEALER 


MARCELLUS, N. Y. 


Gulf proudly salutes this enter- 
prising dealer, who’s business has 
prospered by giving good service 
selling a preferred brand backed by 
The Gulf Solar Heat Marketing Plan. 


GULF OIL CORPORATION 
GULF REFINING COMPANY 
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SOLAR HEAT 


heating oil 























| quer (Oil and Waterproof) 





PROPELLED 
AEROSOL BOOMS 
PRIMCIPLE 
s ‘ l 
ensationa 


INSTANT 
PAINT! 


Plumbing and Heating 
Contractor’s Friend 


Used Across America 


Excellent for Painting or Touching Up 


Radiators Convectors 

Boilers Furnaces 

Water Heaters Fin Pipes 

Piping and Cocks Air Conditioning Equip. 
Refrigerators Oil Burners 


Oil Tanks And 101 other uses 


For better work and profit! No mixing, 
no clean-up, no compressor or hose 
needed. Just shake the can and paint. 
New type can with new guaranteed 
non-clogging inner mechanism. Com- 
plete your jobs the modern way. 
Ask your jobber for Sprayon today! 
Attention Representatives! Some select terri- 


tories still open. Write for money making 
details today! 





COLORS: Chrome Aluminum e 
Gloss White ¢ Gloss Black « 
Meadow Green ¢ Bright Red « 
Medium Gray « Royal Blue « Ivory 
¢ Bright Gold « Copperplate « 
Yellow ¢ Clear Acrylic Plastic e« 
Black, White and Aluminum Lac- 


CHAMPION BRONZE POWDER 





& PAINT CO., Inc. 


Dept. F, 2101-2121 N. 


Elston Ave., 
cago 14, ‘ 












=» Versatile! 
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ie Attractively Priced - 


i PY” 
= Economical | ee 
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KING ENGINEERING CORP. 
Box 410 ° Ann Arbor, Mich. 


MANUFACTURERS OF GAUGING EQUIPMENT FOR OVER 30 YEARS 








. . . « Manufacturers’ Activities 


viewing salesmen, how to pay salesmen 


and how to train a single salesman that 
is so frequently required in the small 
business operation. 

In an effort to help the dealers main- 
tain a record of the information gained 
at the school, the subjects have been 
prepared in written form and are dis- 
tributed to all of the attendance at 
the school’s conclusion. 

Offered by Perfex as an industry 
contribution, the company’s name is 
The 


school made several trial runs in small 


not mentioned in the course. 








SP 





OIL THRIFTY 





midwestern communities before open- 
ing formally in the major market area 
of Buffalo. 

According to Joe Collins, general 
manager of Frontier’s Wholesale and 
Equipment Division, the school was re- 
ceived with enthusiasm throughout the 
area. (See photo, page 168.) 

As a result of the general industry- 
wide favorable reaction to the course, 
schools are now scheduled for Harris 
burg, Pa.; New Jersey; Cleveland, 
Ohio; Baltimore, 


southern — Illinois; 


Maryland; Richmond, Indiana; Roch-4 


| 

















Efficient LOW PRESSURE 


Specially designed, burns only minimum amounts of oil 


required by small heating units. 
Trouble free, easy to service. 


nozzle. 


Non-clogging large orifice 
Individually fire 


tested, guaranteed. Free catalog. 








“DIAL” CORRECT FIRING RATE 


NO NOZZLE CHANGES 


Sundstrand fuel pump with 10 settings 
from 0.4 to 1.5 gals. per hour. No 
nozzle changes or adjustments. 
Thrifti-Fier delivers maximum, clean 
heat. 


Herco 


Other Herco Products: high pressure oil burners, boiler-burner 


units, oil and gas fired warm air units. 
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HERCO OIL BURNER CORP., LANCASTER, PA., U.S.A. 


Free catalogs. 








ester, N. Y.; Detroit, Flint, Grand 
Rapids, and Kalamazoo, Mich., with 
other cities already applying for fy. 
ture dates. 


Armstrong’s Feeney to head 
Boys’ Town heating School 


AS THE FIRST STEP toward the estab 
lishment of a university-type heating 
and airconditioning school, Msgr, 
Nicholas H. Wegner, director of 
Father Flanagan’s Boys’ Home, Boys 
Town, Nebraska, has named Lou 
Feeney, engineer at the Armstrong 
Furnace Co., Columbus, Ohio, as 
chairman of an arrangements commit- 
tee. Feeney will be assisted by the 
following Boys’ Town _ personnel: 
Father Wegner, Peter F. Mulready, 
director of vocational training, and 
Richard H. Blacker, trade school in- 
structor. 

three six-month 
periods, the course of study will be 
devoted to both theory and practice 
during the first period. The second six- 


Broken up _ into 


month section will stress servicing and 
particular systems, while the final term 
will be a continuous review with pri 
mary emphasis on the duties of a serv 
ice manager, including finance, job 





Studying plans for incorporating 4 
heating and airconditioning service 
engineers’ school into the vocational 
education facilities at Father Flana- 


gan’s Boys’ Town are members 0} the 
arrangements committee. From left to 
right are Peter F. Mulready, director 
of vocational training at Boys Town 
Msgr. Nicholas H. Wegner, director 
of Boys Town; Lou Feeney, engimeet 
at the Armstrong Furnace Company, 
Columbus, O., and Richard H. Blacker, 


instructor in the sheet metal shop. 


April 


1955 
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COMBUSTION 
CHAMBERS 


Tough 
and flawless! 


GEM Combustion Chambers are die formed from hi-grade 
lightweight insulating materials and then kiln-fired to with- 
stand 2600° F temperatures . . . that’s why they're “tough” 
and give years of “flawless” performance. GEM’s construc- 
tion guarantees high combustion efficiency and excellent 
performance with high or low pressure burners. 


The universal design of GEM Chambers enables fast and 
easy installations in any boiler or furnace. The scientific 
“float packaging” used assures maximum protection from 
breakage. Enjoy GEM’s many advantages on your jobs— 
Write Today! 


Special designs to meet furnace and boiler manufac- 
turers specifications are our specialty. Inquiries are 
invited for prompt free estimates. 








GK CLAY FORMING CO. 
Sebring, Ohio © Phone: 8-6141 








Mig's. of RADIANTS © BACKWALLS ¢ STOVE LINERS 
COMBUSTION CHAMBERS ¢ INSULATING BRICK ¢ ELEMENTS 





the Sure Cure 
for COLD 
RADIATORS 


HEATING 
CORPORATION 











i im Wi. 


i term 1 | 











Fig. P2— Perimeter Diffuser Register — 
All sizes available. 


Model D2— 
(Wall) 
Diffuser Register 


Besides Diffuser Type registers the National Line 
includes all types and sizes of registers and grilles. 


Write for Catalog. 


GRILLE AND 
REGISTER co. 


3169 East 80th Street Cleveland 4, Ohio 

















Use “CRESCENT PARTS” Service 


Serving St. Louis Trade Area 
"FACTORY REBUILT" Repair Exchange con- 


trol service on all popular makes at regular 
manufacturers list prices a and trade discounts. 


es, 





commors | Crescent Parts and 


Minneapolis Honeywell O1L—GAS—STOKER 


er" Equipment €0., (nC. | cans 2 conten 


White-Redgers MAIN OFFICE 
a 825-831 S. Boyle Ave. Installations Matertate 
Detroit » Portex St. Louis 10, Mo. & Accessories 
Penn BRANCH 
i 1140 St. Louis Ave. 
werd + General East St. Louis, Ill 


Heating Specialties 








DRAFT INDUCTION 
with 
NO OBSTRUCTION 


with the 


quickdraft 


DRAFT CREATOR 


No compromise, but a tested and proved 
draft inducer built for one purpose—to pro- 
vide all the draft you need . . . safely, quiet- 
ly, efficiently. Functions as an integral part 
of the heating plant. Can be vented through 
walls or short stacks. 

Handles to 5,000,000 BTU input. 


Write for literature. 


QUICKDRAFT COMPANY, Dept. N 
1150 So. Erie Blvd. Hamilton, Ohio 






























. . . « Manufacturers’ Activities 


bookkeeping and other paperwork, ad- 
vertising, and public relations. 

During the early stages of the 
course, Boys’ Town anticipates proc- 
essing around 40 students each six 
months, and it is hoped that guest in- 
structors and lecturers from the indus- 
try can be brought in at all phases of 
the training. 


American Sand-Banum moves 
executive offices to Freeport 


EXECUTIVE OFFICES of the American 
Sand-Banum Co., Inc., have been 
moved from 9 Rockefeller Plaza, New 
York City, to the Meadow Brook Na- 
tional Bank Building, Freeport, N. Y. 

The move to suburban Long Island 
is in keeping with the trend away from 
highly populated areas. 


UNARCO names Kramer as 


Winner of sales Contest 


FIRST PRIZE in the 1954 sales contest 
sponsored by the Heating and Cool- 
ing Division of the Union Asbestos 
& Rubber Co., Chicago, IIl., has been 
won by John J. Kramer, head of John 
J. Kramer and Associates, Dearborn, 
Mich., John Blach, executive vice pres- 
ident of UNARCO announced recently. 
The prize is two round trip tickets by 
air to Rome, Zurich, London and 
Paris. 

According to Chester S. Stackpole, 
general sales manager of the Heating 
and Cooling Division, Kramer was one 


“Tells” in gallons. Has 
overwhelming customer 
appeal. Conveniently 
packaged, easy to in- 
stall even in tight 
quarters. Costs less to 
ship, takes only %4 
of the storage space 
required by most 
| gauges. Under- 
writers approved. 











of the first sales representatives to be- 
come associated with UNARCO when 
the company organized the Division. 


Bell & Gossett Co. issues 
cooling tower pump Manual 
THE SIZING of cooling tower pumps 
and piping is explained in a new six- 
step manual recently introduced by the 
Bell & Gossett Co., Morton Grove, IIl. 
Said to be the first of its kind any- 
where, the new 8-page manual is pat- 





Two-Day regional Meeting 
is held by Detroit Controls 


WEST CENTRAL and west regional office 
personnel, Detroit Controls, Detroit, 
Mich., met at a two-day sales meeting 
to hear company plans and policies for 
the future. 

Sales representatives from 10 states 
attended the meeting which was un- 


These gauges can bring you 


CUSTOMER SATISFACTION and MORE BUSINESS!!! 


Best of lever arm type gauges 
for your medium priced field. 
Factory assembled for 

&y immediate installation. 








f Large,  easily-read 
f numbers on the alumi- 
r num dial are cali- 
brated in ‘‘eighths’’. 

4 Underwriters approved. 


Contact your distributor or write direct to:— 





es 


terned after the Bell & Gossett Hand 
book, and is aimed at providing th 
most efficient and economical selectioy 
of cooling tower pumps and piping. 





Released at the same time was the 
company’s newly revised “Selection 
Chart,” and “List Price Sheet CSp. 
155° on Series 1522 and 1531 Cen 
trifugal Pumps. 





Both the manual and the new selec. 
tion sheet are available without charge 
upon request to the factory. 





der the direction of T. C. McKee, Jr., 


manager. 


western central regional 
Among the speakers were F. G. Cog: 
gin, assistant general sales manager; 
F. Y. Carter, manager, Refrigeration 
H. L. Walker, 
Heating Controls Division; and W. S. 


Barbour, 


Division: manager, 


western sales supervisor, 


valve and castings sales. 


















Fil -Chru 


Gauge, vent- and fill-pipe 
all in one unit for 55-gal- 
lon drums. Can be _ in- 
stalled without tools. 













APPLIED MECHANICS CO. *.c°s2" 
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AUTOMATIC HUMIDIFIER 


OFFERS QUICKEST — FASTEST INSTALLATION 
ADJUSTABLE TO SLOPING OR STRAIGHT 


BONNET FURNACES 


— 


SERIES 577 





Stainless steel construction. Drip-feed puts just enough 
water in pan for fastest vaporization. Eliminates 
scum... no stagnant water pan. 


Pre-assembly cuts labor time and costs. To install 
simply cut hole in plenum wall, slip VAPORITE in 
just as it comes from shipping package. 


Get complete information. Write FO-4 


Automatic Humidifier Co. 
CEDAR FALLS, IOWA 





OIL HEATING MEN— 


BE AN EXPERT IN YOUR FIELD! 


> The oil heating industry has great need for men 
with specialized training. 


> The Boston School of Advanced Oil Heat Train- 
ing offers a 3-day course covering: proper firing 
rates—combustion chamber design—baffling of boil- 
ers—draft control—mating of air and oil patterns 
—nozzle application tests. 


> For men with one or more years experience in 
the installation and service field only. 


> This course is offered every other week during 
most months of the year. 


Write for complete details 


BOSTON SCHOOL of ADVANCED 
OIL HEAT TRAINING, INC. 


Manufacturers—Central National Bank Bidg. 


Lynn, Massachusetts 


i 





NEW 
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SPECIFIC SOLUTION. — 
10 3 SPECIFIC _————— 
HEATING PROBLEMS |5 






For lowest cost industrial heating. Ideal for fac- 
tories, warehouses, commercial buildings, and 
locations requiring high velocity air delivery. 





DELTA 
SUSPENDED-HORIZONTAL 
FURNACE 


Especially shallow for narrow crawl spaces and 
attics. Larger models for offices, partitioned 
spaces, stores, gas stations. 


DELTA GUN-TYPE 
FLOOR LEVEL FURNACE 


Provides an extremely effective, 


yet extremely economical central 


heating system for small 
cellarless homes. 





FOR THE 


Representatives in all major cities 






Order. ~ 
otalizer 


PNehre)V-Vile 

-| on-the-spot 
| check of AIR 
Ree ine iic 

or HEATING 


est. ' systems 
55.00 Hee i Ue B 







No more wasting time in checking the operation of any installation—be it a 
new air conditioning unit, oil burner or heating plant. The PORTABLE Recorder + 
Totalizer furnishes all the data you could get with a stopwatch, pad, pencil 
and adding machine. It makes a chronological record on tape of the time and 
length of every “on”, every ‘off’ period, and it also gives you a total of the 
“on” time on the totalizer. The Recorder + Totalizer operates electrically—in any 
plant large or small, old or new. Use the portable model from job to job... 
or better yet make it a part of every installation . . . it’s so low priced. You can 
satisfy yourself .. . and give assurance to your customers that the job is right. 


tc HEAT-TIMER opin” 


RECORDER DIVISION 657 Broadway + New York 12, N.Y. 

Mfrs. of HEAT-TIMER electronic weather controls, HEAT Recorder-Totalizer, 

Varivalve, Thermovalve, Main Line Quick-Vent Valve, Motorized Valves, 
Smoke-Eye Smoke Alarm, Fire-Chief Fire Alarm, H-T Burner Alarm. 








WRITE 
FACTS! 
YOU can beat all your competition with this profit-packed trio 
of fine heating equipment . . . made exclusively and only by DELTA! 


DELTA HEATING CORPORATION, TRENTON 8, NEW JERSEY 















































Names in the News was eastern regional manager for Frank E. Malone, fueloil manage 


(Begins on page 8) Norge Heat, director of sales training for Shell Oil Company’s Chicago Dj 
Larry J. Studnicky recently became for York-Shipley and before that was vision, recently be 
national sales manager of Lincoln Fur- with the Timken organization. completed thirty mil 
nace Co., Haw- years of service 


thorne, N. J. He John E. Nesbitt recently joined the with the company 





has been in the sales engineering organization of Air and was honored 
oilheating Conditioning Engineering Co., Cam- by his fellow 
business since bridge, Mass. Connected with the oil- employees at a 
1932, much of the heating industry since 1923, Nesbitt special luncheon 
time as a manu- was district sales representative for | where he received 





facturers’ repre- Williams Oil-O-Matic during the last a diamond stud- 
17 years. He will work out of the ded pin. Beginning with Shell in 1925 
Cambridge, Mass., plant. as a salesman in Chicago, Malone has 
held the positions of office sales repre- 


sentative, tank car salesman, and fuel- 


oil salesman. He was promoted to 
HOW LOW aN Bal CAN A fueloil manager in 1940. 
=g Louis G. Pacent, Jr., has been elected 
C 
ALITY Wi A BURNER BE? vice president in charge of manufac 
“7 A ih * turing by the Emerson Radio and 


Phonograph Corp. by the firm’s Board 

p—* h Are you of Directors it was announced recently, 

i ® Formerly works manager for Emerson, 

an OIL BURNER > ‘te MANUFACTURER Pacent had been vice president of 
Quiet Heet Mfg. Corp., Newark, 


N. J., an Emerson subsidiary, prior to 


sentative. In addi- 
tion, Studnicky 








feeling the squeeze | 4 of shrinking profits 2 
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joining the parent organization. 








. { . ‘ " = 
Now a leading M, » pioneer in oil burner nun eh aes cae 
manufacturing > has fo -SV-1 (0) of-Yo Me) the Timken Silent Automatic Div., 
4 . Rockwell Spring & Axle Co., died 
NEW PROFIT Nd PLAN Tey g yfoltR aa suddenly on February 7 at Jackson, 
Mich. of a coronary thrombosis. Ap’ 
pointed sales manager in November, j 
e P 1954, Marks was 56 years old and a 
MANUFA CTURE-IT- YOURSELF veteran of 30 years experience in the 
OIL BURNER PACKAGE sales divisions of the heating and appli 
. ance industry. | 
] 
\ as been ap- 
that enables you to Our organization is well fi- elated neociecie one ate ] 
produce the lowest nanced, market conscious and ag ae ' 
priced oil burner of its thoroughly experienced with L ee P 4 
type... that meets the latest competitive designs aie . wel k sia 
all competition with-. This burner with die-cast or to joining & 
out reducing your aluminum housing, new sim- Lynn, Chapman 7 
profits .. . complete plified mounting, attractive was with Auto- 
with sales engineer- design, added to your present matic Bu rne r 
ing, assembly fixture, line (under a. oe name) Corp., Chicago, ( 
; will bring in the extra busi- Hl. for a veriod 
a eee ness you have been missing. 4 
Underwriters’ listing y Y ‘9 of 22 years in the 
; : ou may purchase certain aii wile call 
assistance (as basic parts from your present sources 8 ; P anada. Other in 
burner is already ap- if desired. ACT NOW to the nation and in Canada. Ut od 
proved, you only need take advantage of the full dustry activities of Chapman ne!" , 
submit routine forms). SUGS senson, work with the Institute of Appliance | 
Manufacturers and president of the | 
_ > anufacturers 
SP NOUNS mee) ORATION RAEN Cotas aia ee Distillate Burner Man & 





Association. 
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| WEBCO § _ . the Portable Sheet Metal 


bends 20 gauge 
mild steel 










ductwork pro 







cooling job. Compare specifications and constr 














simplicity, low in cost. 
Let us Show You! Write: 





a4 
MEICCORKLE © 


McCorkle Controls are backed by a 
record of 18 years of dependable 


accurate operation. 





THIRD EDITION 
Beacon Boiler Reference Book | 


YOU CAN SAVE TIME AND MONEY 
WITH THIS NEW THIRD EDITION OF 
BEACON BOILER REFERENCE BOOK. 


HAS COMPLETE DATA ON ABOUT 11,000 
HEATING BOILERS—UP TO 3,000 SQ. 
FT. STEAM AND EQUIVALENT HOT 
WATER. 


ORDER BLANK 





HEATING PUBLISHERS, INC. 
2W. 45th St., New York 36, N. Y. 


O.K. ... Please ship ............ 
Edition of BEACON BOILER REFERENCE BOOK @ 
$4.00 each. 


copies of the New 3rd ¢ 


Keep all your 
this one tool, you can both form 
and lock ducts and fittings. Enables you to 
keep up to 35% more profits on each warm air or 


WEBCO is an exceptionally strong, precision unit, engineered for 


HALLMOR we.—Mcmurray Road, Bridgeville, Pa. | 


for Vaporizing Oil Burners 
Satisfy dealers ... Satisfy customers 


service. Dealers endorse them, because 
their rugged simple construction reduces 
service calls to a minimum. Customers 
appreciate them for their dependable, 


KENT 


Double fans, double dust-bags, extra 27-gallon dirt tank...all in- 





Bending _ oR: 


fits! With 


uction — 








Write today for literature 
and specifications to cover 
your particular requirements. 








a4 @ 


D. H. MNICCORKLE co. 


Box E, Station A + Berkeley, California 





Double 
power 
cuts costs, 
clean-up 
time 





Shown here is a Kent Suction Deluxe Vacuum 
Cleaner in use at the Parkside Apartments, 
Bethesda, Maryland. Kent ends messy clean- 
up time, removes soot and increases boiler 
efficiency. 


rease boiler cleaning efficiency — cut down heat losses due to 


accumulated soot in boiler tubes. Modern building management 
demands Kent service for boiler cleaning at frequent intervals. 


MAIL TODAY 





eee ee eeeereseee 


Enclosed is our check [], Money order [(] for this 











The Kent Company, Inc., 434 Canal St., Rome, N. Y. 


| want to eliminate costly soot in my customers boilers. Send 
complete details on Kent equipment. 


ee 


Address 


ee 


City’... 











order. 
ueloil 


























































| Dealer Advertising 


MAKE NEW FRIENDS | 


| many years their chief promotional in. 


| terest has lain in the automotive field 
" R YO UR B URNERS | and fueloil retailers have had to shift 
| for themselves. However, some sup- 


pliers have taken more interest than 


~~ 


=F 
2 











a e.: 


others and today some are doing ex. 
ceptional jobs of helping their resellers 
do better advertising and promotion. 
Significant work in this field has been 
done by the Coastal Oil Company of 
Newark, N. J. 
The bombs of World War II had — 
hardly ceased dropping before Wiley 
Butler, president of Coastal began 











planning the company’s program of heat 
promotional assistance. Research was side 
done into needs, and about a year and T 
a half later, Coastal issued what is be: and 
lieved to be the first comprehensive — ¢lim 
selection of advertising material for whe 
fueloil dealers. Entitled “Profit Build- a fe 
ers for fueloil Dealers,” it was wel- min 
comed and used enthusiastically. Coas- droy 
tal thereupon committed itself to con- the 
tinuing research and _ development: and 
“Profit Builders” have been revised wat 
and improved several times, and a start 
completely new sixth edition was put idle. 





out early this year. 
An important feature of the port: tota 


2 SFORM FRS folio is that it gives a retailer assistance se 
with ACME ELECTRIC TRAN in just about every area in which he boil 


is interested. It contains material to won 
In many fields the name Acme Electric means dependable | help sell new oilburners, moderniza’ fF ld 
transformer performance beyond the standards expected. tion, oil users, budget plans and service PI 
In television, luminous tube signs, cold cathode lighting, contracts, It also has material to help JB ™ 
electronic computation, military and electronic applica- meet gas competition and to hold pres Be W* 
tions, Acme Electric transformers are first choice of lead- ent oil customers. sar 
ing manufacturers. Acme Electric oil burner ignition Coastal pays the cost of producing ti 
transformers can be supplied with a mounting base and the portfolio; its customers pay for J ™* 
other mechanical specifications to meet your exact needs. printing the quantities of literature J ™t 
They will add a measure of dependability and make new they want, newspaper space they run, 
friends for your oil burner. and other costs of this kind. The point ( 
is, the Coastal program enables even 4 
We invite any oil burner manufacturer to com- small fueloil dealer to have the kind of f 
petitively test Acme Electric oil burner ignition advertising which consumers will be 





transformers against any other make. Samples 


spect < hich they 
will be furnished for this purpose on request. bound to respect and to watc 


will be more likely to respond. 
Is it worthwhile? Experience with 


ACME ELECTRIC CORPORATION sissies ct destensees 


504 WATER STREET e CUBA, NEW YORK only have they been enabled to doa 


| better advertising and selling job, but 
the fact that so many of them have 
grown healthily through the years and 
stand high in their respective com 


TRAWNSF ORME. R S munities is the payoff. 
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DECKER BROTHERS 


for TOP VALUE in 1955 
completely* packaged 


FUEL OIL 
TRUCKS 


*Iincludes chassis, 
tank, pumping ond 


metering equipment. 


Depend on 


ll 


‘the secret's in the orifice” 
Spray symmetry is assured when you use 
ULTRA perfect-pattern nozzles. We're 
proud of our precision work. Try ULTRA 

























HAwthorne 7-2100-01-02 
















Write for Catalog FO 
300 LINCOLN AVENUE, HAWTHORNE, N. J. 


















and see for yourself! 


METAL UTILITIES CORP. 


27-07 Astoria Bivd., Long Island City 2, N. Y. 








Unique Control 

(Begins on page 64) 
heating loads can be carried by con- 
siderably lower gph rates. 

The accompanying wiring diagram 
and its caption reveal fully how he 
eliminates control time lag completely 
when, because hot water is drawn at 
a rate in excess of one gallon-per- 
minute, (1) the boiler should instantly 
drop its heating load (if at this time 
the circulator happens to be running) 
and devote itself entirely to heating 
water, and (2) the oilburner should 
start, if at this time it happens to be 
idle. 

The second Pate fundamental is 
total elimination of control time lag, 
during the critical minutes when the 
boller would cool off excessively if it 
were carrying both the water-heating 
load and the house-heating load. The 
application of this second funda- 
mental, which hinges on the use of the 
water-flow switch in the wiring dia- 
gram, is intended to produce far more 
satisfactory hot water from a boiler 
ired at 1.35 gph than can be produced 
without the instantaneous switch-over 



































FUSIBLE 
LINK 


CONVENTIONAL 










action given by the water-flow switch. 


[f the circulator is running and the 
oilburner is idle when someone opens 
a hot-water faucet and draws off water 
in excess of one gallon-per-minute, 
the single-pole, double-throw switch 
of the water-flow switch goes into 
action. Instantaneously, with no time 
lag whatsoever, the circulator stops 
and the oilburner starts. Before its 
temperature can drop, the boiler de- 
votes its entire capacity to heating 
water. 
readying the entire equipment for a 


The burner goes into action, 


heavy water heating load. 

Following this the heavy water heat- 
ing load may not be experienced. Hot 
water may be drawn for many minutes 
at a rate lower than three gallons-per- 
minute. In that case, an increase in 
the temperature of the boiler water 
will cause the oilburner to be stopped 
by the temperature control in the wir- 
ing diagram, indicated to be usually 
set at 200°F. 

A serviceman may set the two tem- 
perature controls in the wiring dia- 
gram at 190°F. and 210°F., if he de- 
sires, instead 0 of ee 180°F. and 200°F. 





Convention or Fusible Link REMCO FIRE VALVES 


For New Bottom Outlet Tanks ;~ 


INDUSTRY'S LEADING TANK 
VALVE MANUFACTURER 


* 
MONUMENTAL AVENUE AND 
B. & 0. RAILROAD 
LANSDOWNE, BALTIMORE, MD. 


indicated in the drawing. 


Re Link Fire Valve 


Sold through Leading 
Wholesalers everywhere 
Write for full information— 
we will advise your nearest jobber 


A 20°F. 
difference between the settings of the 
two controls should exist whether they 
are set in the usual manner or in any 
unusual manner. 

As with usual forced hot-water jobs 
having tankless water heaters, with the 
Pate system the tankless coil cannot 
work at its maximum capacity when 
the boiler is carrying its house-heating 
load. The house-heating load always 
can be dropped from the boiler auto- 
matically for a few minutes, for the 
sake of proper water heating—which 
can’t wait a few minutes. In every 
case, the hot-water load of the boiler 
is the “preferred load.” When the 
boiler cannot handle both the house- 
heating load and the water-heating 
load, it drops the house-heating load 
automatically and favors the water- 
heating load—devotes its full capacity 
to heating water. 

The way Walker Pate does things, 
there’s no indecision, no dilly-dallying, 
no waiting a few minutes—for the 
boiler to drop the heating load when 
someone starts drawing hot water at 
a high rate. 


Excessive temperature will cause 
valve to close automatically 


FILTER VALVE 
<4 Also available—Fusible 















ANNOUNCING 


New Completely Packaged 
Quality Fuel Oil Trucks 
— 1955 CHASSIS — 


1300 GALLON Tank—2 Ton Chassis with 
6 — 8:25 x 20 — 10 Ply tires; complete 


1500 GALLON Tank-Chassis with 6—900 
x 20 — 10 Ply tires; complete ..$4725.00 


1600 GALLON Tank-2% Ton Chassis 
with 6 — 900 x 20 — 10 Ply tires; com- 

$5125.00 
1750 GALLON Tank-Chassis with 6 
900 x 20 — 10 Ply tires; complete $5450.00 
2100 GALLON Tank-3 Ton Chassis with 
6 — 10:00 x 20 — 12 Ply tires, complete 


The above base prices include all Federal 


Excise Taxes, The tanks include 2 com- | 


partments, with 2” Printing Meter, 2” 
Pump, Electric Hose Reel, with 125’1%” 


3 Braid Quality Hose, 2” Seamless Steel | 


Tubing lines, manifolded, complete light- 
ing system. Tank is of 10 Gauge shell 


construction with fully flanged heads. | 


Wire or Write— 


RUSSELL OIL 


EQUIPMENT CORP. 


765 Humboldt Street, Brooklyn 22, N. Y. 





both-ON US! 


Works in|l\ seconds! 





nuts... screws. 


LIQUID. 


A powerful blend of quick- 
acting solvents that frees 
“frozen’’ parts without 
breakage. Safe for all 


metals and alloys 


Makes joints 
LEAKPROOF! 


le 
TiteSeal 

GASKET & JOINT 
SEALING COMPOUND 


Makes all assemblies 
leakproof and pressure- 
tight. Easy to apply with 
brush-in-handle. 


CASkey 
SEA & JOINT 


LING ComPouK 
—— gy] 


@ NON-SOLVENT—WILL NOT HARDEN 
@ WILL NOT SHRINK, CRACK OR CRUMBLE 
@ HEATPROOF AND VIBRATION-PROOF 


TWO of the many famous SOLDER SEAL 
products available from your Automotive, 
Plumbing or Hardware wholesaler. 


RADIATOR SPECIALTY COMPANY 
Charlotte, N. C. 


Loosens Rusted Bolts# 


. . parts 


OHI Convention 
(Begins on page 63) 


facturers and independent labora- 
tories. Flame pulsation, combustion 
test standards, fueloil tanks and fur- 
nace oil surveys are some of the topics 
scheduled for discussion. 


Two extra events on the social side 
are set for Wednesday, April 20, a 
luncheorventertainment for the ladies 
who will attend and the Old Timers’ 
Jamboree. This gets under way at 
6:00 P.M. at the Western Society of 
Engineers Building. Chief Jim Owens 
and Secretary “Mac” Maccubbin have 
made the usual arrangements. 

The program for Thursday, April 
21, includes a morning dealer session 
on year-round airconditioning, an all- 
day commercial-industrial session and 
afternoon dealer round tables. 

Highlight of the convention proba- 
bly will be the Thursday, April 21, 
luncheon, which takes the place of the 
annual banquet, and during which the 
Honorable Douglas McKay, Secretary 
of the Interior, will be guest speaker. 
His topic is to be “America’s oil 
Resources.” 
and 


usually conducted at the banquet will 


OHI awards other activities 


be taken care of during the luncheon. 


Heating and Cooling 


The morning dealer session is to ex- 
plore types and methods for heating- 
cooling systems, with two principal 
speakers. One is to be a well-known 
authority who will outline combina- 
tion heating and cooling systems used 
with warm air furnaces. He is to be 
assisted by E. B. Root, chief engineer, 
Superior Safety Furnace Pipe Co., 
Detroit. Next, liquid heating and cool- 
ing systems are to be the subject of a 
presentation made by Prof. W. S. 
Harris, in charge of the Institute of 
Boiler and Radiator Manufacturers’ 
research home at the University of Illi- 
Arthur Wales, BR technical 
secretary, will assist. 


nois. 


Then the four men will form a panel 
to answer questions and point up the 
need for a better knowledge of avail- 
able equipment to enable oilheating 
dealers to participate in the growing 
acceptance for heating-cooling units. 


The all-day commercial-industria! 
session will hear a report by Secretary 
C. H. Pesterfield on the progress of 
the Section’s chief projects. And, the 
morning session will be rounded out 
with a discussion of heavy oilburner 
controls, consideration of oil as a fuel, 
questions and answers. 

After the industry luncheon, the 
session will resume with a panel of 
prominent people in the commercial. 
industrial field and C. H. Pesterfield 
as moderator. Subjects slated for coy- 
erage are those of primary interest to 
dealers, jobbers and manufacturers, 
The C-I activities will conclude with 
a cocktail party. 

The dealer round tables, conducted 
by section leaders, will have dealers 
assigned to tables considering the topic 
in which he is most interested. The 
discussions will cover oilburner service, 
fueloil operations, fueloil office pro- 
cedures and management. Dealers are 
urged to bring along a man to sit in 
each section and then pool the accumu: 
lated knowledge later. 


Registration 


For the first time a modest registra’ 
tion fee is being charged, $2.50 each, 
for April 20 and 21, plus charges of 
$4 for the Accessory Division lunch 
eon, April 20, and $5 for the industry 
luncheon on April 21. 

A registration desk also is to be 
provided for “Old-Timers” to sign up 
for their banquet-entertainment. 

There will be no equipment exhibits 
in connection with these meetings; the 
entire program is being devoted to the 
institute’s annual meeting and conven’ 
tion. Close study of the program will 
reveal a wealth of potential informa 
tion available to the dealer who can 
get to Chicago and attend the sessions. 
It is particularly gratifying to note that 
the speakers who have accepted assign’ 
ments and those who are being sought 
are experienced men who are able to 
impart a practical flavor to their talks, 
drawing upon their background of 
actually having performed the func’ 
tions about which they are to speak. 

There’s much oilheating inform 
tion to be had just by being in Chicag? 
for the OHI 33d annual Convention a 
the Conrad Hilton Hotel, April 1: 
20 and 21. 


April 
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Many diagrams. 


2 W. 45 St. 





VAPORIZING BURNER SERVICE 


A compilation of articles from FUEL- || 
oi. & OIL HEAT by a veteran service | 
manager and an oilheating engineer. Gives || 
important wrinkles and angles of servicing 
pot-type units. 32 pages, 8% by 11 inches. 


(Please send remittance with order.) $1. 


HEATING PUBLISHERS, INC. | 
New York 36, N.Y. |. 















Pacific Coast Meeting 
(Begins on page 66) 


Thomas P. Allan, Acme Fuel Co., 
Olympia; and Leo R. Thomas, Sea- 
hurst Oil Co.; W. G. Warrington, 
Rossoe Mfg. Co.; Robert Watt, 
Electro-Watt, Inc.; M. N. Vining, 
Diesel Oil Sales Co., all of Seattle. 

Also, G. H. Whiteman, Whiteman 
Fuel Co., Wenatchee and Harvey 
Block, Block Distributing Co., Yakima. 

W. G. Warrington was general 
chairman of the Convention. Mrs. 
R.D. Watt was chairman of the ladies’ 
entertainment committee. 

The Exposition in the Civic Audi- 
torlum was open daily from 1:00 to 
\):00 P.M., with 54 exhibitors dis- 
laying a wide variety of oilheating 
«quipment and accessories. Products 
included just about every well-known 
brand name in oilheating, with a ma- 
rity of the exhibits represented and 
manned by factory personnel, the 
ithers being operated by local or re- 
sonal distributors. 

The accompanying photo montage 
tows displays of a representative 
umber of exhibitors. (See page 67.) 

The Northwest Regional Advisory 
Committee, composed of major oil 
‘“‘Mpany representatives and_ those 
“om the Oregon and Washington OHI 
“Tapters, met on March 17, with Mose 
Vining presiding. He described prog- 
fs in the “National Plan for indus- 
¥ Cooperation,” with a report on the 

East of the Rockies” procedure as 
“ompared with “West of the Rockies.” 

The public relations program for 
oe next was presented by 
eo. . and accepted for presenta- 

e dealers. The Roderick 


ol 


© POSITIVE RESULTS 


—— UR eG 













Not affected by tank pressures or vibrations. 


@ ECONOMICAL 


Tankit can be reused indefinitely. No pump out 
necessary. 


Replace Tank At Your Convenience 


Sizes: Standard for small leaks. Giant for 
porous areas up to 18 square inches. 


Available at your supply bouse only or 
write for full information and name of 
nearest distributor. 


tHe TANKIT co., inc. 
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Stephens & Associates program was 
described and progress to date defined 
as quite satisfactory. Griffin reported 
that 150 dealers have “invested” $80,- 
000 to date, toward a budget totaling 
$85,000. 

A similar budget for OHI of Oregon 
was presented by Len Gehrke, chair- 


man, Advertising Committee, Dale | 


Josephson, executive secretary, and 
Charles Holloway, Jr., the organiza- 
tion’s president. A total of $60,000 
has been pledged from 100 dealer par- 
ticipants. 

After some discussion the Oregon 
group requested that the budget be 
withdrawn to be submitted again at an 
early meeting of the Advisory Com- 
mittee. 

George P. Griffis, vice-president, 
Pacific Marketing & Research, Inc., 
Portland, gave a report on a survey 
made for the Oregon OH! Advertising 
Committee. It consisted of 2,375 per- 
sonal interviews with homeowners and 
renters in Oregon’s urban areas where 
the promotion campaign now is in ef- 
fect. The 58-item questionnaire pro- 
duced some interesting and surprising 
results, which it is planned to report 
on later in more detail. 

Highlights of Griffis’ report indi- 
cated that 68.8% of those interviewed 
would pay as much as $250 more for 
a house with oilheating installed than 
for an identical house with gas heating. 
In answering this question, 1/3 of 
those now heating with gas said they'd 
pay $250 more for a similar house with 
oilheating in it. 

When asked the “most important 
things” affecting their selection of fuel, 
“Cost of fuel” and ““Evenness of heat,” 


were lumped together by 50% of those | 





LEVELO 
Tank 


‘LIQUIDS WORTH STORING ARE WORTH MEASURING 





A G00D GAUGE COMPLETES 
A GOOD INSTALLATION 


o 


METE 
Gauges 





"THEVRE ALWAYS DEPENDABLE” 





o& 


re LEQUIDOMETER cor 


36-19SKILLMAN AVE., 0 ISLAND CITY, NY 





RENICK & MAHONEY, inc 


Get dependable EQUIPMENT 


NEPTUNE METERS 


Save space and weight in 
truck tank fueling service with 
Neptune Red Seal Meters. 
Meter and accessories are in 
one unit. Accurate, automatic. 
Consult us now about your 
plant or truck equipment prob- 
lems, or write for catalog. 


dependable SERVICE 
RENICK & MAHONEY, Inc. 


380 Second Ave. (at 22nd St.) 
New York 10, N. Y. 


Complete Equipment 
Service for the Oil Trade 


MAKING CONNECTIONS 
LEAK-PROOF IS NO 
“PROBLEM” WITH... 


® When you use 
Rectorseal #2, 
connections are 
permanently leak- 
proof. There’s nev- 
er any costly 
maintenance prob- 
lem due to leaking 
connections. Rec- 
torseal #2 is eco- 
nomical — easy to 
apply. Thin in the can for easy ap- 
plication . . . it thickens in the con- 
nection for positive sealing. Avail- 
able in % pt., % pt. and 1 pt. cans 
with brush top. 


Write for FREE SAMPLE— 
giving name of your dealer or jobber. 


RECTORSEAL, Dept. O 
2215 Commerce St, Houston 2, Texas 


~- 


RECTORSEAL 


Pereated Trade Mert beg Bi Par OW 


NUMBER TWO 


interviewed and “Cleanliness” and | 


“Dependability” by 25%. The re- 
mainder gave a variety of reasons. 
When asked the 


fuel” the answers varied with the 


“most satisfactory 


cities: 
Portland Eugene 
Oil 66.5% 50.0% 
Electric. 9.4 26.0 
Gas 8.8 a8 
Wood 3.4 11.8 
Sawdust 5.6 9.8 
Coal 0.6 0.8 
Other 1.8 0.4 
No Opinion 4.2 0.8 


Percentages total more than 100%, be- 
cause of double and equal choices by some 
respondents. 


In Longview, Wash., electricity was 
the highest choice with 69.5% and oil 
was second with 14.5%. It was noted 
that in all answers the people showed 
that is the number 
who defended their choice of fuel was 


a consistent “bias,” 


consistent as a percentage in each fuel 
class. Also, there was no deviation be- 
tween owners and renters in their an- 
swers to the questions. 

Among special program discussed 
by the Advisory Committee was a 
burner service training program pro- 


posed by Ken Goodall, Jr., of the OHI | 
of Oregon, covering a day school for | 
servicemen to be held in the Fall in | 


Eugene and Portland and possibly an 
evening course. Bob Elmslie, managing 
director of OHI of Washington, out- 
lined a management seminar for mem- 
bers to be held at the University of 


Washington, June 15 to 17, sponsored | 


by the Institute at a cost of $60 each. 


\/ 
“¢ 


Frank J. Rau, Medina, Ohio, has 


been appointed sales representative for 


the Ohio territory of the C. A. Olsen | 
Mfg. Co. Rau will contact wholesale | 


jobbers and heating contractors in 


Ohio, Kentucky, West Virginia and | 


Western Pennsylvania. 


Victor Vogel, Chicago, IIl., was re- 
cently named representative for Krue- | 
Green Bay, | 
Wisc., for that territory including Chi- | 


ger Sentry Gauge Co., 


cago, Northeastern Illinois and North- 
ern Indiana. 








IDEAL MONEY 


Loans on receivables involve 

no partnerships, no interference, 
anda the cost is generally 

less than the amount you can 
save by taking a 1% discount 
Unlike 
dividends, they are tax 
deductible. 


on your purchases. 


Write, phone or wire for 
information on the Lexington 


Plan. 


LEXINGTON 
CORPORATION 


Fuel Financing 
In the New England Area 


M. S. Lurio, Pres. D. A. Robinson, Treas. 


10 Milk Street, Boston 8, Mass. 
Liberty 2-6264 

















CROWN ely a wan 
line of standard oil burner 
electrode assemblies, cable 
assemblies, hardware, ter- 
minals and UL approved 
cable. Quality is the finest 
available. Ceramic insula- 
tors are UL approved. 
Prompt, efficient, reliable 
service on all orders—large 
or small. 


Complete Sernuiee 


CROWN engineering service 
is complete. Call or write 
today for complete infor- 
mation on standard of 
custom-built assemblies. 
Literature on request. 


"2. 
= 


Crown Engineering 
Ro RR es 


ple: 


CL OEE 
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CURE DRAFT TROUBLES 


TJERNLUND 
"Auto Draft" Inducer 


No smokepipe obstruction, just 
cut a rectangular slot in smoke- 
pipe and band on. 

Can be mounted horizontally 
or vertically. 


Save Fuel, Service Calls, 
Customer Goodwill 


TJERNLUND MFG. CO. | 
2140 Kasoth, St. Paul 14, Minn. 
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fueloil & oilheat 


CLASSIFIED ADVERTISING 


Advertisements are payable in advance 75c a line; 
minimum charge of $4.50 for 6 lines or less. 


No Advertising Agency Commissions. No discounts. 


NOTICE — Those writing to Box Numbers, address: c/o 
FUELOIL & OIL HEAT, 2 West 45th St., New York 36. 





Handy, compact slide-rule. Eliminates cumber- 
Single setting gives both K-factor and degree 
Degree Day Systems, Dept. FO, 3930 58th 


K” FACTOR CALCULATOR. 
some charts. Speedy. Accurate. 
day of usable oi] _ Only $5.50. 
Sueet, Woodside 77, New York. 


DECALS—Service, nameplate or truck lettering and trademark decals made to 
your order. Easy to apply, uniform, distinctive, economical for small or large 
needs. Write for catalog. Mathews Co., $27 S. Harvey, Oak Park, Ill. 


SAVE UP TO 60% ON YOUR CONTROL REBUILDING. No control obso 
lee with us. Write for price list. You will be amazed at the saving. Our 10th 
year rebuilding controls for the trade. Distributors wanted, Atlantic Burner 
Supply Co., Inc.. Ozone Park 16, New York. 


TURN YOUR SURPLUS INVENTORY 
into cash, Mail Jist and price to Box 885. 


of stoker, oil burner or gas controls 


Send list 


WANTED surplus inventory of new and used oil burner controls. 
and prices to Box 1215 


MANUFACTURERS AGENT WANTED. Well known manufacturer of pro- 
pller fan blades desires manufacturers representative with following among 
original equipment manufacturers of air conditioning, heating and ventilating 
products and related fields. Several areas open. Reply to Box 1218. 


DISTRICT SALES MANAGER, age 35, married, desires change in locality. 
Wisconsin and neighboring states desired. 10 years experience in retail and 
pee ‘asta At present with nationally known heating corporation, Write 


Box 122 


NEW COMBUSTION PRINCIPLE (Holoflame Patent), no delicate adjust- 
ments, Excels by far the performance of best head type or special burners. 

ably priced. U.L. & Com. Stds. Approved. Flange or pedestal 1 to 3 
h for furnace of boiler mfgrs. and mfgrs. agents. Exclusive franchises to dis- 
ttibutors quantity installers or agents selling to dealers. Airflame, 646 Mc- 
Alister Waukegan, Ill. 












AIR BASEBOARD 
HEATING 


Get the facts now on these low- 
cost easy-to-install air base- 


TRICO 
board diffusers. 
Reps: Some choice territories open, write. 


TRICO BASEBOARD HEATING CORP. 


P. O. Box (46 Pompton Lakes, N. J. 










WANTED INDUSTRIAL SALESMEN—Here's your opportunity to earn above 
average income right in your own locality. Your only investment is your time 
and ability to sell to industrial and commercial establishments. The line— 
automatic heating and power plant accessories and specialties: fuel oil pre- 
heaters, pumps, draft controls, induced draft fans, gauges, valves—manufac- 
tured by one of the recognized leaders in the industry. Complete training pro- 
vided. A very attractive commission rate makes this opening the opportunity 
you have been seeking to get into business on your own. Get in your applica- 
tion now. Outline your activities for the last 10 years. Write Box 1221 


PATENTS THAT ARE PROFIT-MAKERS in the right hands are for sale, in 
Canada and the U. S. They cover a vertical gun-type burner of high efficiency 
with a ‘‘basket-type’ suspended flame, air cooled nozzle. There is also, from 
this patent, a_‘‘converter’ which turns the ordinary horizontal burner into a 
vertical type. There is also a patented cast iron hearth, and a ‘‘Cylconic’’ Power 
Gas Burner—AGA listed for 5 types of gases. Illness prevents my continuing, 
and we would make a generous deal with someone who will push the burners. 
James H. Jackson, 18639 Greenfield, Detroit 35, Michigan. 


WE ARE 
charge of the sales and service of our heating department. 
resume of your past experience. Write Box 1222. 


LOOKING FOR A MAN that is experienced and capable of taking 
Please send us a 


LEARN AIR CONDITIONING-REFRIGERATION—One of Americas largest 
and oldest combination home study and resident training schools is now accept- 
ing new applicants. Course covers all phases of domestic and commercial air 
conditioning and refrigeration, including 116 home study assignments plus 
two weeks laboratory training at Youngstown, Ohio. We are members of the 
National Home Study Council and many of the country’s leading man facturers 
use us as a source of obtaining trained technicians. For complete information 
write ‘““Depr. F,”’ Air Conditioning Training Co., 789 Wick Ave., Youngs- 
town, Ohio. 


motors, and controls. Any condition— 


WANTED—Used oil burner pumps, 
all makes, Send your list to Box 1223. 


DEALER-DISTRIBUTOR FRANCHISES. New system of 3 products (a) re- 
duces stack temperature (b) improves burner efficiency and (c) creates effective 
chamber radiation. Purchased and sold individually or complete package. 
Patented and approved. Test these products with a full money back guarantee. 
Protected territories available in U. S. and Canada. Lyn Products Co., P. O. 
Box 96, Providence 5, Rhode Island. 


ARE YOU THE MAN? We are interested in getting together with aggressive 
manufacturers representatives who are interested in a lucrative—high volume— 
highly competitive line of oilheating accessories. Must have following among 
wholesalers and distributors. Many choice territories open. State details in 
reply. Box 1224. 


MANUFACTURERS REPRESENTATIVES with 12 associates covering 34 states 
looking for accessory items to sell to the automatic heating industries—oil, gas, 
or electric. Box 1225 





BEACON RADIATION BOOK 


The second printing of the BEAcon RADIATION 
Rererence Book & Heat Loss Gume is now avail- 
able. A reprint of the original edition, published 
in 1946, the new issue reproduces the entire series 
of tables showing heat loss requirements for rooms 
of various sizes. Range of rooms covered begins 
with those measuring 5 ft. x 5 ft. and continues 
Up to rooms with 20 ft. x 30 ft. dimensions. $4. 


HEATING PUBLISHERS, INC. 
2 West 45th Street New York 36, N. Y. 











ELECTRIC IGNITOR For Vaporizing Oil Burn- 
ers—Round Pot and Chan- 
nel Types—now available 
to Manufacturers, Dealers 
and Service Organizations, 
with or without Control As- 
sembly to provide Full 
Automatic On-Off opera- 
tion. 
SIMPLE in Design 

PRACTICAL in Application 
DEPENDABLE in Operation 


Created and manufactured 
by the Producers of World 
Known Reliance Horizontal 
Range Oil Burners. 
Write for complete 
information 
RELIANCE MANUFACTURING CO., Inc. 
P. O. Box 2231, Portland 14, Oregon, U.S.A. 





U. 8. and Canadian Patents 
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3 simple steps to clean: 


LIFETIME FILTER 


‘a mn 


TRAP-IT 








a few minutes to 
remove dirt and 


Jaa 


MODEL 
Remove 2 wing — 243 SY 
nuts. 
FOR ALL 
Hold filter ele- GRAVITY -TYPE AND 
ment under hot POWER BURNERS 
water faucet for (~~ 


using up to 5% gph 
of No. 1 or 2 fuel oil. 








impurities. 


Empty water ond 
heavy residue 
out of cup 


24 
reassemble filter. me WN. 


In Canada: 





Install profitable trouble-free 
Trap-it on that next job 


AFA-D CONTROLS CORPORATION 


A-P Controls Corp., 





32nd Street, Milwaukee 45, Wis. 


Ltd., Cooksville, Ont. 
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Telegraph Company ........ 28 
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ee 6 rrr 169 


Bell & Gossett Company 


Inside Back Cover 


Berkshire Transformer Company . 166 
Bethlehem Foundry & Machine Co. 104 
Boston School of Advanced 

Oil Heat Training, Inc. 173 
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Brodie Company, Ralph N. 
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Fluid Heat Division ......... 7 
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HAY WARD 


Rotary Atomizing Burners 
3%, to 12 Gph 


Boiler-Burner Units 
400 to 730 Sq. Ft. EDR Steam 


Pressure Atomizing Burners 
%, to 10 Gph 


Boiler-Burner Units 
200 to 2000 Sq. Ft. EDR Steam 
Write for franchise information: 


HAYWARD OIL BURNER CORP. 
86 Kirkland Street, Cambridge, Mass. 


Factories in Brooklyn, 
N.Y. and Taunton, Mass. 








M-P Research Corp. plocotapoesehetees 40 
Mack Trucks, Inc. 69: 70. 74,902 
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Manning & Lewis Engineering Co. 85 
Marietta Metal Products Corp. .. 167 
Marquart Manufacturing Co. 168 
Master-Craft Supply Co. ...... 26 
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@ Replacement Parts for 


Fuel-Units 
e Electrodes 
@ Gaskets 





INCREASE YOUR SERVICE PROFITS 
with the fast-moving 
HYDROVALVE OIL BURNER 

SERVICE PARTS 


Available from Your Jobber. Write for our latest FREE catalog. 


HYDROVALVE COMPANY, Dept. F 


1319 Utica Ave., Brooklyn 3, New York 
BUckminster 4-1330 


line of 


e "Controlled Tension" 
Ignition Wire Terminals 

e Service Tools 

@ Shatt Seal Assemblies 

e Accessories 








LITE-CAST |i 


COMBUSTION CHAMBERS 
QUICK HEAT 





































U.S. Pat. Ne. 2078433 








*MONOGRAM has... 


137 Standard Designs and 
sizes of LITE-CAST Insulating 
Refractory Combustion Cham- a 
bers for ALL Boilers and 


Furnaces. 
.715 TO 12 GALLONS PER HOUR 


Renick & Mahoney, Inc. 180 

Rochester Manufacturing Co. .... 134 

Rockford Brass Works ........ 144 

Russell Oil Equipment Corp. 178 
eee 

Scully Signal Company ..... 11, 130 

Shell Oil Company .......... 131 


Siemon Manufacturing Company 81 
Sinclair Refining Company 
Skuttle Manufacturing Company . 31 
Smith Corp., A. O., 


Permaglas Division ........ 95 
Smith Corp., A. O., Meter Division me 
Socony- Vacuum Oil Co., Tne. 5. 
Sparkler Manufacturing ‘Company 166 
Steinen Manufacturing Co., Wm. 152 
Stewart-Hall Chemical Corp. 30 
Stewart-Warner Corp., 

U.S. Machine Div: o.0.5. 0 38 
Sun Ray Burner 

Manufacturing Corp. ........ 34 
Sundstrand Machine 

TOOl COMPANY 5 0. <i0 0.00 0 nas 3 

ies, Ss 
Tato Pieaters, ANC, ons kos wale 118 
Tankit Company .. 179 
Thrush & Company, ‘H. 7 ae 141 
Timken Silent Automatic Division 15 
Tjernlund Manufacturing 

ee ee es 181 
Tokheim Corp., General 

PEOGUCE TOY, cinlstecn ce haan 93 
Torrington Manufacturing ‘ 

alr a | ae aera aero re 47 
Trico Baseboard Heating vised 181 
Turtle and Bailey, Inc. .... « 8 


2 5 ee 
Ultra Metal Utilities Corp. 


Union Electric Manufacturing Co. 16 

V & E Products, Inc. ......-- 116 

Victory Engineering Corp. ..... 142 
i 

Walker Manufacturing & 


Sales Corp. 


Waterfilm Boilers, Inc. ....... 119 
Weatherall Engineers, Inc. .... 8 
Webster Electric Company ...48, 49 
Weil-McLain Company ......-: 1” 
White Motor Company ......- . 92 





Williams Division .........-. 4 
Williamson Heater Co., The . .18, 19 
Wing Manufacturing Co., L. J 
Yula Water Heaters, Inc soi 8 
TONGUE & GROOVE 
NTS 
HIGH 
SIDE WALLS 
ze) ° 
ee DOUBLE SEAL 
BETWEEN 
FLOOR & WALLS 


* 
PRE-CAST FLOOR 


AIR SPACE 
BENEATH FLOOR 





MONOGRAM PRODUCTS CO., INt 






731 NORTH 35% 


STREET, PHILADELPHIA 4 PA 
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Begins on 
page 

Accounts Receivable 15 

Airconditioning 15 

Central cooling Unit 

Combination heating-cooling 
Unit 

Benches, Work 15 

Blenders, Fueloil 15 

Boiler Accessories 15 

Automatic door closer 

Boiler amplifier 

Fittings 

Insulation 

Jackets 

Protective anodes 

Trim 

Water feeders 

Other 

Boilers, Commercial 16 

Boilers, Domestic 16 

Coal (to 2,000 sq. ft. steam) 

Gas (to 2,000 sq. ft. steam) 

Oil (to 2,000 sq. ft. steam) 

Boiler-Burner Units 5 

Hot water, atomizing vertical 
rotary burner 

Hot water, gun burner (high 
pres.) * 

Hot water, gun burner (low 
pres.) * 

Hot water, wall flame vertical 


rotary burner 
Steam, atomizing vertical rotary 
burner 
Steam, gun burner (high pres.) * 
Steam, gun burner (low pres.) * 
Steam, vaporizing burner 
Steam, wall flame vertical rotary 
burner 
Steam generator 
* Refers to burner type, not 
boiler. 


Bulk Plant Eng. 
Burner Parts 

Air cones and diffusers 
Combustion heads 
Electrodes, ignition 
Flame mirrors 

Fuses 

Ignition assemblies 
Ignition terminals 
Insulators, ignition 
Radio-interference eliminators 


Cable 


High tension 
Armored, three-wire 
Armored, five-wire 


17 
17 


17 


Fittings 
Terminals 


Calculators, heat Loss 
Chimney 


Liners 

Cleaning tools 
Extensions 

Hoods 

Prefabricated chimneys 
Caps 

Stack heat Exchanger 


17 
18 


2 


Begins on 
page 


Compounds & 
Chemicals 

Boiler sealing 

Boiler water treatment 

Fueloil treatment 

Fueloil Deodorant 

Furnace cement 

Grease removing 

Hand cleaning 

Heat exchanger cleaning 

Oil absorbent 

Pipe joint, oil 

Pipe joint, steam 

Rust preventing 

Soot destroyer 

Water indicator 


18 


19 


Controls 


Air flow switch 

Air pressure 

Combination fan and limit 

Damper regulating 

Draft 

Electric valve 

Humidity 

Limit, air temperature 

Limit, steam pressure 

Limit, water temperature 

Low water 

Oilburner primary 

Panel heating 

Pneumatic valve 

Pressure gauge 

Relays, plain 

Room temperature 

Safety, combustion 

Systems, individual room 
temperature 

Systems, large building heating 

Systems, power plant boiler 

Temperature modulating 

Thermometers, airconditioning 
system 

Thermometers, heating boilers 

Thermometers, hot water storage 
tanks 

Thermometers, warm air furnaces 

Thermostatic lock boxes 

Thermostats, locking devices 

Time switches 

Variable speed, fan 

Water flow switch 

Water level and feeder 

Weather compensated 

Couplings 22 

Flexible, shaft 

Pipe 


Ducts and Fittings 22 


Aluminum 

Asbestos 

Coated fabric 
Dampers 

Fiber 

Fittings 

Furnace pipe, round 
Hangers 
Prefabricated, galvanized 
Screws 

Smokepipe 


Fans and Blowers 


Attic cooling 

Draft booster 

Duct 

Induced draft 
Oilburner, air impellers 
Warm air heating 


24 





INDEX TO CLASSIFICATIONS 


Begins on 
page 
Fertilizer, liquid 24 
Filters, Strainers 25 
Air, cleanable 
Air, electrostatic 
Air, non-renewable 
Air, renewable 
Feed or boiler water 
Nozzle 
Oil, cartridge 
Oil, kits with tank valve 
Oil, metal mesh 
Oil, metal slot 
Oil, throw-away 
Strainers, #5 or #6 Oil 
Strainers, bulk plant 
Fire fighting Eqpt. 25 


Fittings 26 


Boiler 

Duct 

Fill and vent 

Hose 

Pipe 

Tank 

Tubing, compression 
Tubing, flare 
Tubing, sweat 


26 


Furnaces 


Commercial 

Domestic gas (to 200,000 Btu) 
Domestic oil (to 200,000 Btu) 
Furnace Accessories 28 
Automatic door closer 

Bearings 

Belts 

Blowers 

Humidifiers, pan type 
Humidifiers, spray type 

Jackets 

Pillow blocks 

Pulleys 


Furnace-Burner Units 7 

Ceiling suspended 

Floor furnaces 

Wall furnaces 

Forced air, atomizing vertical 
rotary burner 

Forced air, gun burner (high 


pres.) 

Forced air, gun burner (high 
pres.), with built-in water 
heater 

Forced air, gun burner (low 
pres. ) 


Forced air, vaporizing burner 

Forced air, wall flame vertical 
rotary burner 

Gravity, gun burner (high pres.) 

Gravity, gun burner (low pres.) 

Gravity, vaporizing burner 

Gravity, wall flame vertical 
rotary burner 

Pipeless, oilfired 

Portable 

Gauges 29 

Altitude 

Draft 

Filter 

Glass, water 

Liquid level, direct reading 

Liquid level, distant reading 

Pressure, air, steam 

Pressure, oil 

Recording 

Sticks, tank measuring 


Begins on 
page 


Gauges (cont.) 


Tank, low level, switch equipped 


Temperature 
Vacuum 


Grilles, Registers 
Automatic register 
Baseboard 

Dampers 

Diffusers, ceiling type 
Diffusers, floor type 
Diffusers. wall type 
Floor 

Perimeter 

Splitters 

Wall 


Instruments 
Advertising thermometers 
Air velocity 

Air volume 

COg Indicating, portable 
COz Indicating, stationary 
COz Recording 


Combustion test sets, portable 


Degree-day recorder 
Dial thermometers 
Draft indicating 

Draft recording 

Flow indicating 

Flow recording 
High-low thermometers 
Humidity indicating 
Humidity recording 
Manometers 

Pocket thermometers 
Pressure, indicating 
Pressure, recording 
Psychrometer 
Pyrometers 

Room thermometers 
Temperature, indicating 
Temperature, recording 
Vacuum, indicating 
Vacuum, recording 


Insulation 

Boiler 

Duct 

Firebox, high temperature 
House, bats 

House, blanket 
House, blown 

House, reflective 

Pipe 

Sound 

Tank 

Wall-board, rigid 
Wall-board, semi-rigid 


Mirrors 


Flame inspection 


Motors, Electric 


Damper 
Hot water circulator 


‘Oilburner 


Warm air blower 


Nozzles 
Atomizing, heavy oil 
Atomizing, light oil 
Atomizing, water 
Extractors 

Oil delivery 

Service kits 


Oil Delivery 


Automatic delivery systems 
Emergency valves 
Flex:ble shaft drives 
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Oilbi 


Comb: 
Horiz 
Horiz 
driv 
Horiz 
driy 
Steam 
Vapor 
*U 
Pipe 
Alum 
Brass 
Cast-i 
Copp 
Copp 
Cover 
Insule 
Joint 
Plasti 


Steel 
Wrot 


Pre! 


Elect: 
Gas { 
Hot : 
Non- 
P; ipel 
Stear 
Stean 
Pri, 
Billh 
Buds 


Deca 
Degr 





BU) 








nS On 
ge Hose 
Hose line couplings 
29 Hose nozzles 
ped Hose reels, hand 


Hose reels, power 

Joints, swing 

Loaders, tank truck 
Loading rack equipment 
Manifold valves 

Meters 

Motor control at nozzle 
Power take-offs 

Quick couplings 
Separators, water 

Ticket printers 

Tight connections 

Truck axles 

Truck chassis 

Truck tanks 
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Oilburners, 
Commercial* 


Atomizing vertical rotary 
Combination oil-gas burners 
High pressure, gun 
Horizontal rotary cup 

Low pressure, gun 


* Over 6 gph. 


Oilburners, 
Domestic* 

Atomizing vertical rotary 

High pressure, gun 

Horizontal rotary cup 

Low pressure, gun 

Pot, vaporizing 

Shell, vaporizing 

Wall flame vertical rotary 


* Up to 6 gph. 


Oilburners, 
Residual* 


Combination oil-gas burners 


32 


driven 





driven 
Steam or air atomizing 
Vaporizing (gas generator) 





* Using No. 5 or 6 oil. 


Pipe and Fittings 
Aluminum 

Brass 

Cast-iron 

Copper tube, flexible 
Copper tube, rigid 
Avering 

Insulation 

Joint compound 
Plastic 

Steel 

Wrought iron 


Preheaters, Oil 
Electric 


Gas fired 


32 


32 


4 
4 


33 


Hot water (under the water line) 


on-contaminating type 
'ipeline resistance 

Steam, high pressure 
Steam, low pressure 


Printed Forms 
Billheads 


udget payment envelopes 
ecalcomanias 


Degree-day cards 


33 
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Oil Delivery (cont.) 33 


12 


13 


Horizontal rotary cup, air-driven 
Horizontal rotary cup, motor- 


Horizontal rotary cup, steam- 


34 


35 


36 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Begins on 
page 


Printed Forms (cont.) 36 


Delivery tickets 

Door knob notice cards 
Drivers’ daily reports 

Fueloil order forms 

Oilburner instruction cards 
Oilburner service order forms 
Oilburner service record cards 
Oilburner service tickets 
Price charts 

Statements 

Tank capacity charts 
Ticket holders 
Pumps 36 
Boiler feed 
Bulkplant 
Condensate 

Fuel unit 

Fuel unit booster 
Fuel unit tester 
Oil circulating unit 
Oil, lift 

Oil, wall 
Oilburner 

Sets, heavy oil 
Tank truck 
Vacuum 

Water circulating 
Radiators 37 
Baseboard 

Coils, copper 

Convectors, copper 

Convectors, iron 

Extended surface, copper 
Extended surface, iron 

Standing, cast-iron 


Radios, two-way 38 
Ranges, Oilfired 13 


Commercial, mechanical oilburner 
Commercial, pot burner 
Domestic, mechanical oilburner 
Domestic, pot burner 

Domestic, shell burner 


Refractories 38 

Castable 

Cement 

Chamber back-fill 

Firebrick 

Firebrick, insulating 

Firebrick, plastic 

Firebox baffles 

Precast combustion chambers 

Stainless steel combustion 
chambers 


Service Truck Bodies 39 


Service truck bodies 


Signals 39 


Liquid, low level 
Smoke 
Tank fill 


Space Heaters, 
Oilfired 


Circulating, pot burner, 
circulation 

Circulating, pot burner, gravity 
circulation 

Circulating, shell burner, forced 
circulation 

Circulating, shell burner, gravity 
circulation 

Floor furnaces 

Radiant, pot burner 

Radiant, shell burner 

Wall furnaces 
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forced 


Switches 39 
Manual 
Overload 


Pressure or vacuum actuated 


Begins on 
page 

Switches (cont.) 39 
Temperature 
Time 
Tail Gates, Truck 40 
Tanks 40 
Basement, steel, oil storage 
Bulk plant 
Expansion 


Hot water storage 

Range burner, oil 

Repair kits 

Space heater, oil 

Tank cleaning equipment 

Truck 

Underground, concrete, oil 
storage 

Underground, steel, oi] storage 

Water heating 


Tank Stands, Racks 


Fueloil storage, basement 
Hot water, storage 


41 


Tools, Pipe Ad 


Air hammer 

Benders 

Copper tubing tools, bend 
Copper tubing tools, cut 
Copper tubing tools, flare 
Copper tubing tools, ream 
Cutters 

Masonry drills 

Power stands 

Reamers 

Stocks and dies 
Threading machine 

Vises and stands 
Wrenches 


Tools, Portable 
Electric 

Drills 

Electric hammer 

Saws 


Tools, Powder- 
Actuated 
Powder-actuated 


Tools, Sheet Metal 
Band saws 

Brakes 

Hand shears 
Lockformers 

Portable brakes 

Portable shears 

Power shears 

Punches 
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Transformers 42 
Control 
Ignition 
Traps 42 
Boiler return 

Lifting 

Non-return 

Steam 


Truck Bodies 
Truck bodies 


Truck cranes 


Tubing 
Aluminum 
Benders 

Brass 

Coils 

Copper 
Hangers 
Metal flexible 
Plastic 

Steel 
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43 


Begins on 
page 


43 


Unit Heaters 
Direct oilfired 
Hot water 

Steam 


43 


Vacuum Cleaners 


Boiler and furnace 
Cleaning brushes 
Hose 


Tools and accessories 


Valves 


Air relief 

Angle 

Blow-off 

Boiler feed 

Emergency, truck 

Exhaust 

Flow control 

Fueloil 

Gate 

Globe 

Humidifier 

Magnetic 

Manifold (radiant heating) 

Manifold, truck 

Mixing 

Motor-operated 

Needle 

Oil, anti-hum 

Oil, anti-syphon 

Oil, check 

Oil, float 

Oil, foot 

Oil, fusible 

Oil, metering 

Oil, non-metering 

Oil, pressure-regulating 

Oil, safety cut-off 

Oil, solenoid 

Oil, 3-way tank 

Plug 

Pop, safety 

Radiator, adjustable orifice 

Radiator, air (above 3 lbs.) 

Radiator, air (below 3 lbs.) 

Radiator, control electric 

Radiator, control pneumatic 

Radiator, control self-actuated 

Radiator, manual modulating 

Radiator, manual on-off 

Radiator, vacuum 

Relief 

Saddle valve 

Safety 

Safety, hot water tanks, pressure 
relief 

Safety, hot water tanks, 
temperature 

Safety, hot water tanks, vacuum 

Slow closing 

Tank 

Tank, bottom outlet 

Tempering 

Thermostatic 

Vacuum breaking 

Vent 


Water Heaters 
Direct, oilfired, side arm 
Indirect tank. built-in 
Indirect tank, external 
Indirect tank, external for warm 
air furnace 
Indirect tankless, built-in 
Indirect tankless, external 
Steam mixer water heater 
Storage, direct, atomizing vertical 
rotary burner 
Storage, direct, pot burner 
Storage, direct, pressure burner 
Storage, direct, range burner 
Storage, direct, wall flame rotary 
burner 
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MANUFACTURERS OF OILBURNERS AND UNITS 


(Part I. Listed by types of equipment) 


Boiler-Burner Units 


Hot water, atomizing vertical rotary 


Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Clayton Mfg. Co., El Monte, Calif. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oil Burner Corp., Cambridge 38, 
Mass. 

Iron Fireman Mfg. Co., Cleveland, Ohio. 

La Salle Oil Co., Inc., Seattle, Wash. 

Marietta Metal Prods. Corp., Marietta, Pa. 

Petro, Cleveland, O. 


Hot water, high pressure burner 


Acme Heating Div., W. Hartford, Conn. 
Airflame, Inc., Waukegan, III. 
Airtemp Div., Dayton 1, Ohio. 
Alan Distributors, Inc., Wocester, Mass. 
Aldrich Co., Wyoming, III. 
Allied Federal Industries, Newark, N. J. 
Althem, Inc., New York 21, N. Y. 
American Oil Co., Baltimore, Md. 
American Rad. & Std. Sanitary Corp., Pitts- 
bugh 30, Pa. 
Ames Iron Works, Inc., Oswego, N. Y. 
Anchor Div., New Albany, Ind. 
Anchor Stove & Range Co., New Albany, 
Ind. 
Atlantic Steel Boiler Co., Philadelphia 46, 
Pa. 
Auburn Burner Co., Auburn, Ind. 
Avery Farm Machy. Co., Peoria, Ill. 
Axeman-Anderson Co., Williamsport, Pa. 
Barber Gas Burner Co., The, Cleveland 14, 
Ohio. 
Bethlehem Fdry. & Machine Co., Bethle- 
hem, Pa. 
Bock Corp., Madison 4, Wisc. 
Boiler Eng. & Supply Co., Inc., Phoenix- 
ville, Pa. 
Brown Fintube Co., Elyria, Ohio. 
Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 
Bryan Steam Corp., Peru, Ind. 
— Air Conditioning Corp., Philadelphia 
3, Pa. 
Burear Mfg. Co., Stamford, Conn. 
Burnham Corp., Irvington, N. Y. 
Century Eng. Corp., Cedar Rapids, Iowa. 
Clayton Mfg. Co., El Monte, Calif. 
Cleaver-Brooks Co., Milwaukee 12, Wisc. 
Coal-O-Matie Co., Trucksville, Pa. 
Columbia Boiler Co., Pottstown, Pa. 
Combustioneer Div., Springfield, Ohio. 
Conco Eng. Works, Mendota, III. 
Crane Co., Chicago 40, Ill. 
Crown Petroleum Corp., Hartford, Conn. 
Cyclotherm Div., Oswego, N. Y. 
Delco Appliance Div., Rochester, N. Y. 
Delta Htg. Corp., Trenton 8, N. J. 
DeSoto Oil Burner Co., York, Pa. 
— Boiler Co., Indianapollis 2, 
nd. 
Diesel Oil Burner Corp. of New York, 
Jamaica 5, N. Y. 
Eastern Boiler Co., Hartford, Conn. 
Eckhart Mfg. Co., Inc., Union, N. J. 
Eclipse Fuel Eng. Co., Rockford, Ill. 
Electric Furnace-Man, Inc., Emmaus, Pa. 
—s Burner Mfg. Co., Inc., Rutherford, 
Esso Standard Oil Co., New York 19, N. Y. 
Farrar & Trefts, Inc.; Buffalo 12, N. Y. 
Fairchester Oil Co., Inc., Port Chester, N.Y. 
Federal Boiler Co., Inc., Midland Park, N.J. 
oe Oil Burner Co., Inc., Philadelphia 
, Pa. 
= Boiler Co., Inc., New York 17, 
6 


Fluid Heat Div., Baltimore 24, Md. 


Gabriel Boiler & Fabrication Co., Portland 
9 


, Ore. 
——ee Prods. Corp., Baltimore 
General Htg. Prods. Co., Philadelphia, Pa. 
General Machine Co., Inc., Emmaus, Pa. 
General Oil Htg. Corp., W. New York, N. J. 
Gerstein & Cooper Co., Boston, Mass. 
= Corp. of America, Inc., Brooklyn, 


4 


Gilbert & Barker Mfg. Co., W. Springfield, 


Mass. 

Greene Mfg. Co., A., Philadelphia, Pa. 

Hanson-Gates Mfg. Co., Inc., Reading, 
Mass. 

Hapman-Dutton Co., Kalamazoo, Mich. 

Hart Heat Div., Peoria, Ill. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oil Burner Corp., Cambridge 38, 
Mass. 

Heil Co., The, Milwaukee 1, Wisc. 

Herco Oil Burner Corp., Lancaster, Pa. 

Hershey Motorstoker, Inc., Manheim, Pa. 

Ingersoll Conditioned Air Div., Kalamazoo, 
Mich. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio. 

Johnson Co., S. T., Oakland, Calif. 

Johnston Bros., Inc., Fennysburg, Mich. 

K. G. Mfg. Corp., Center Valley, Pa. 

Kewanee-Ross Corp., Kewanee, Ill. 

King Boiler & Furnace Co., Shade Gap, Pa. 

Kinsley Burner & Machine Co., Providence, 
: | ae a 

Kohler Co., Kohler, Wisc. 

Laco Oil Burner Co., Inc., Griswold, Ia. 

LaSalle Oil Burner Co., Inc., Seattle 3, 
Wash, 

Lycoming Div., Williamsport, Pa. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Manville Boiler Co., Inc., New York 17, N.Y. 

Marietta Metal Prods. Corp., Marietta, Pa. 

May Oil Burner Corp., Baltimore 30, Md. 

McPherson Furnace & Eqpt. Co., Seattle, 
Wash. 

Metro Oilburner Mfg. Co., Inc., East Hamp- 
ton, Mass. 

Michigan Tank & Heater Corp., Dearborn, 
Mich, 

Morheat Corp., Lansing 12, Mich. 

Mt. Hawley Mfg. Co., Peoria 4, Ill. 

Mueller Climatrol, Milwaukee 15, Wisc. 

National Airoil Burner Co., Philadelphia 
34, Pa. 

National Home Egpt. Co., New York 7, N.Y. 

National Rad. Co., The, Johnston, Pa. 

National Steel Construction Co., Inc., of 
Indiana, Logansport, Ind. 

New Yorker Steel Boiler Co., Inc., Colmar, 
Pa. 

Norse Boiler Co., Inc., New Market, N. J. 

Nu-Way Corp., The; Rock Island, Ill. 

Oil Eqpt. Laboratories, Inc., Elizabeth, N.J. 

Ontario Iron Works, Pulaski, N. Y. 

Orr & Sembower, Inc., Reading, Pa. 

Paragon Oil Burner Corp., Mineola, N. Y. 

Pate Co., The, Darby, Pa. 

Peerless Heater Div., Boyertown, Pa. 

Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 

Petro, Cleveland, O. 

Portmar Boiler Co., Brooklyn, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y¥. 

Quiet Automatic Burner Corp., Newark 4, 
N. J 


Ray Oil Burner Co., San Francisco 12, Calif. 

Red Wing Oil Burner Co., Medford, Mass. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Remco, Inc., Baltimore, Md. 

Robot Auto-Heat Corp., The, Middletown, 
Conn. 

Russo, Inc., Thomas D., Boston 31, Mass. 

Schwab Safe Co., Lafayette, Ind. 

Silent Glow Oil Corp., Hartford 6, Conn. 

Simplex Oil Heating Corp., Philadelphia 
11, Pa, 

Smith Corp., A. O., Milwaukee 1, Wis. 

Smith Co., Inc., H. B., Westfield, Mass. 

Steel Prods., Inc., W. Haven, Conn. 

Stewart Oil Burner Co., Hanover, Pa. 

Stout & Sons, David, St. Louis 17, Mo. 

Surface Combustion Corp., Toledo 1, Ohio. 

Thatcher Furnace Co., Garwood, N. J. 

Toridheet Div., Cleveland 2, Ohio. 

Triad Prods. Corp., Chicago 40, Ill. 

Tru-Heet Co., Trenton, N. J. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Rad. Corp., Detroit 26, Mich. 

Utica Radiator Corp., Utica, N. Y. 

V&E Prods., Inc., Schuylkill Haven, Pa. 

Viking Oil Co., Milwaukee, Wisc. 

Waltham Oil Burner Co., E. Boston, Mass, 





Waterfilm Boilers, Inc., Jersey City, N. J, 

Wayne Home Eqpt. Co., Inc., Ft. Wayne 4 
Ind. 

Weatherall Eng., Inc., Providence, R. I, 

Weil-McLain Co., Michigan City, Ind. 

Werner Fndry. & Machine Co., Lansdale, 
Pa 


Wiegan Co., E. L., Pittsburgh 8, Pa. 

Will-Burt Co., Orrville, Ohio. 

Williams Automatic, Inc., White Plains, 
IN; x. 

Wm. Bros. Boiler & Mfg. Co., Minneapolis, 
Minn. 

Williams Div., Bloomington, IIl. 

Winston Co., Inc., Newark 8, N. J. 

Winston Co, of Mass., Boston 18, Mass. 

York-Shipley, Inc., York, Pa. 


Hot water, low pressure burner 


Acme Welding Div., West Hartford, Conn. 
Airflame, Inc., Waukegan, Ill. 
Allied Federal Industries, Newark, N. J. 
American Rad. & Standard San. Corp, 
Pittsburgh, Pa. 
Cleaver-Brooks Co., Milwaukee 12, Wisc. 
Combustioneer Div., Springfield, Ohio. 
Delta Htng. Corp., Trenton, N. J. 
General Electric Co., Bloomfield, N. J. 
Kewanee-Ross Corp., Kewanee, III. 
Johnston Bros., Inc., Ferrysburg, Mich. 
Manville Boiler Co., Hackettstown, N. J. 
McPherson Furnace & Eqpt. Co., Seattle, 
Wash. 
National Radiator Co., Johnstown, Pa, 
Norse Boiler Co., New Market, N. J. 
Preferred Utilities Mfg. Corp., New York, 
IN Oe. 
Scott-Newcomb, Inc., St. Louis 19, Mo. 
U. S. Machine Div., Lebanon, Ind. 
U. S. Radiator Corp., Detroit, Mich. 
Utica Structural Steel, Inc., Utica, N. Y. 
V & E Prods., Inc., Schuylkill Haven, Pa. 
Viking Mfg. Corp., Cleveland, Ohio. 
Wayne Home Eqgpt. Co., Inc., Fort Wayne 
4, Ind. 
Williams Div., Bloomington, Ill. 
York-Shipley, Inc., York, Pa. 


Hot water, vaporizing 


Boiler Eng. & Supply Co., Inc., Phoenix- 
ville, Pa. 

Brandenburg Industries, Inc., Baltimore 9, 
Md 


Brown Fintube Co., Elyria, Ohio. __ 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Gibraltar Corp. of America, Inc., Brooklyn 
Ls 

HomEase Prods. Co., Paterson 3, N. J. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Kresno-Stamm Mfg. Co., Palisades Park, 
N. J. 

Michigan Burner Co., Detroit 28, Mich. 

Oil Eqpt. Laboratories, Inc., Elizabeth, N.J. 

Portmar Boiler Co., Inc., Brooklyn 15, N.Y. 


Hot water, wall flame vertical rotary 


Fluid Heat Div., Baltimore 24, Md. 

Gibraltar Corp. of America, Inc., Brooklyn 
Th. N.Y. 

Manville Boiler Co., Hackettstown, N. J. 

Marietta Metal Prods. Corp., Marietta, Pa. 

Norse Boiler Co., Inc., New Market, N. J. 

Portmar Boiler Co., Inc., Brooklyn 15, N. Y. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Toridheet Div., Cleveland 2, Ohio. 

V & E Prods., Inc., Schuylkill Haven, Pa. 

Viking Oil Co., Milwaukee, Wisc. 

Weil-McLain Co., Michigan City, Ind. 


Steam, atomizing vertical rotary 


Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Gem Fuel Oil Burners, Frankfort, Ky. y 

Hayward Mfg. Co., Inc., Brooklyn 31, N. 8 

Hayward Oil Burner Corp., Cambridge » 
Mass. 

Iron Fireman Mfg. Co., Cleveland, gy 

Marietta Metal Prods. Corp., Marietta, 

Staffeo Eng. Co., Chicago 38, Il. 


FUELOIL & OIL HEAT, APRIL 1955 




















Hay 


Alth 





— 
tae 


Pa, 


yne 


ix: 


9, 


ind 


Br 























Steam, horizontal rotary 


Hapman-Dutton Co., Kalamazoo, Mich. 
Hayward Mfg. Co., Brooklyn 31, N. Y. 


Steam generator 


Altherm, Inc., New York 21, N. Y. 

Ames Iron Works, Inc., Oswego, N, Y. 

Boiler Eng. & Supply Co., Inc., Phoenix- 
ville, Pa. 

Burkhart Eng. Asso., Boston, Mass. 

Brown Fintube Co., Elyria, Ohio. 

Clayton Mfg. Co., El Monte, Calif. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Columbia Boiler Co., Pottstown, Pa. 

Cyclotherm Div., Oswego, N. Y. 

Dewey-Shepard Boiler Co., Indianapolis, 
Ind. 

Dillon Steam Boiler Works, D. M., Fitch- 
burg, Mass. 

Dixon Boiler Works, Los Angeles, Calif. 

Eclipse Fuel Eng. Co., Rockford, IIl. 

Erie City Iron Works, Erie, Pa. 

Fitzgibbons Boiler Co., Inc., New York, 

¥ 


WN. Y. 
Fulton Boiler Works, Inc., Fulton, N. Y. 
Gabriel Boiler Fabrication Co., Portland 9, 
Ore, 
Hapman-Dutton Co., Kalamazoo, Mich. 
Hoffberger Co., C., Baltimore 2, Md. 
International Boiler Works Co., The, East 
Stroudsburg, Pa. 
Iron Fireman Manufacturing Co., Cleve 
land, Ohio. 
Johnston Bros., Inc., Ferrysburg, Mich. 
Keeler Co., E., Williamsport, Pa. 
Kisco Boiler & Engineering Co., St. Louis, 


Mo. 

Lattner Mfg. Co., P. M., Cedar Rapids, 
Iowa. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Leffel & Co., The James, Springfield, Ohio. 

Lookout Boiler & Mfg. Co., Chattanooga 1, 
Tenn. 

Mears-Kane-Offeldt, Inc., Bridgeport, Pa. 

Metro Oil Burner Mfg. Co., Inc., Easthamp- 
ton, Mass, 

Morheat Corp., Lansing 12, Mich. 

Mund Boilers, Inc., Los Angeles 63, Calif. 

Ontario Iron Works, Pulaski, N. Y. 

Orr & Sembower, Inc., Reading, Pa. 

Parker Boiler Mfg. Co., Inc., Sid E., Los 
Angeles 11, Calif. 

Petro, Cleveland, O. 

— Utilities Mfg. Corp., New York 

Ray Oil Burner Co., San Francisco 12, Calif. 

Riley Stoker Corp., Worcester, Mass. 

Sellers Eng., Chicago, Ill. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Staffeo Eng. Corp., Chicago 38, II. 

Stewart Oil Burner Co., Hanover, Pa. 

Springfield Boiler Co., Springfield, Ill. 

Stout & Sons, David, St. Louis 17, Mo. 

Superior Combustion Industries, Inc., New 
York, N. Y. 

Titusville Iron Works, Inc., Titusville, Pa. 
Vapor Heating Corp., Chicago, III. 

Wickes Boiler Co., Saginaw, Mich. 

Wm. Bros Boiler & Mfg. Co., Minneapolis, 
Minn, 

York-Shipley, Inc., York, Pa. 


Steam, high pressure burner 


Airflame, Inc., Waukegan, IIl. 

Airtemp Div., Dayton 1, Ohio. 

Alan Distributors, Inc., Worcester, Mass. 

Aldrich Co., Wyoming, Ill. 

Allied Federal Industries, Newark, N. J. 

Altherm, Inc., New York 31, N. Y. 

American Oil Co., Baltimore, Md. 

American Rad. & Std. Sanitary Corp., 
Pittsburgh 30, Pa. 

Ames Iron Works, Inc., Oswego, N. Y. 

Anchor Div., New Albany, Ind. 

— Stove & Range Co., New Albany, 


a Steel Boiler Co., Philadelphia 46, 

Auburn Burner Co., Auburn, Ind. 

Avery Farm Machy. Co., Peoria, Ill. 

paeman-Anderson Co., Williamsport, Pa. 
tre Gas Burner Co., The, Cleveland 14, 


raed Mfg. Co., Philadelphia, Pa. 
Paehem Fdry. & Machine Co., Bethlehem, 


Billow Corp., Chicago 6, Il. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Boiler Eng. & Supply Co., Inc., Philadel- 
phia, Pa. 

Brown Fintube Co., Elyria, Ohio. 

Bryan Steam Corp., Peru, Ind. 

Bryant Air Conditioning Corp., Philadel- 
phia 23, Pa. 

Burcar Mfg. Co., Stamford, Conn. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Clayton Mfg. Co., El Monte, Calif. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Coal-O-Matic Co., Trucksville, Pa. 

Columbia Boiler Co., Pottstown, Pa. 

Combustioneer Div., Springfield, Ohio. 

Conco Eng. Works, Mendota, II. 

Crane Co., Chicago 40, Ill. 

Cyclotherm Div., Oswego, N. Y. 

Delco Appliance Div., Rochester, N. Y. 

Delta Heating Corp., Trenton 8, N. J. 

DeSoto Oil Burner Co., York, Pa. 

Dewey-Shepard Boiler Co., Indianapolis, 
Ind, 

Eckhart Mfg. Co., Inc., Union, N. J. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Electric Furnace-Man, Inc., Emmaus, Pa. 

Electrol Burner Mfg. Co., Inc. 

Erie City Iron Works, Erie, Pa. 

Esso Standard Oil Co., New York 19, N. Y. 

Fairchester Oil Co., Inc., Port Chester, N.Y. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Farrar & Trefts, Inc., Buffalo 12, N. Y. 

Federal Boiler Co., Inc., Midland Park, 
N. J. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 

Fitzgibbons Boiler Co., Inc., New York 17, 
N. ¥ 


Flame Master Co., Inc., Chicago, Ill. 

Fluid Heat Div., Baltimore 24, Md. 

Fulton Boiler Works, Inc., Fulton, N. Y. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Gem Fuel Oil Burners, Frankfort, Ky. 

General Automatic Prods. Corp., Baltimore, 


Md. 
General Heating Prods. Co., Philadelphia, 
Pa, 
General Machine Co., Inc., Emmaus, Pa. 
General Oil Htg. Corp., W. Hartford, Conn. 
Gibraltar Corp. of America, Inc., Brooklyn, 
N 


Loe. 

Gilbert & Barker Mfg. Co., West Spring- 
field, Mass. 

A. Greene Mfg. Co., Philadelphia, Pa. 

Hapman-Dutton Co., Kalamazoo, Mich. 

Hart Heat Div., Peoria, Ill. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oil Burner Corp., Cambridge 38, 
Mass. 

Heil Co., The, Milwaukee 1, Wisc, 

Herco Oil Burner Corp., Lancaster, Pa. 

Hershey Motorstoker, Inc., Manheim, Pa. 

HomEase Prods. Co., Paterson 3, N. J. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio. 

Johnson Co., S. T., Oakland, Calif. 

Johnston Bros., Inc., Ferrysburg, Mich, 

K. G. Mfg. Corp., Center Valley, Pa. 

Kewanee-Ross Corp., Kewanee, IIl. 

King Boiler & Furnace Co., Shade Gap, Pa. 

Kohler Co., Kohler, Wisc. 

Kresno-Stamm Mfg. Co., Palisades Park, 
Calif. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Laco Oil Burner Co., Inc., Griswold, Ia. 

Leffel & Co., The James, Springfield, Ohio. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Manville Boiler Co., Inc., New York 17, N.Y. 

Marietta Metal Prods. Corp., Marietta, Pa. 

May Oil Burner Corp., Baltimore 30, Md. 

Metro Oil Burner Mfg. Co., Inc., Easthamp- 
ton, Mass. 

Morheat Corp., Lansing 12, Mich. 

Mt. Hawley Mfg. Co., Peoria 4, Ill. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

National Airoil Burner Co., Philadelphia 
34, Pa. 

National Home Eqpt. Co., New York 7, 
N.S 

National Radiator Co., The, Johnstown, Pa. 

New Yorker Steel Boiler Co., Inc., Colmar, 
Pa. 

Norge Heat Div., Kalamazoo, Mich. 

Norse Boiler Co., Inc., New Market, N. J. 

Nu-Way Corp., The, Rock Island, Ill. 

Oil Eqpt. Laboratories, Inc., Elizabeth, N.J. 

Ontario Iron Works, Pulaski, N. Y. 

Orr & Sembower, Inc., Reading, Pa. 


. . . « Boiler-Burner Units 


Paragon Oil Burner Corp., Mineola, N. Y. 
Peabody Eng. Corp., New York 36, N. Y. 
Peerless Heater Div., Boyertown, Pa. 
Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 
Petro, Cleveland, O. , 
Portmar Boiler Co., Inc., Brooklyn 15, N.Y. 
Preferred Utilities Corp., New York 23, 
N. Y 


Quiet Automatic Burner Corp., Newark. 4, 
N. J 


Ray Oil Burner Co., San Francisco 12, Calif. 

Red Wing Oil Burner Co., Medford, Mass. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Robot Auto-Heat Corp., The, Middletown, 
Conn. 

Russo, Inc., Thomas D., Boston 31, Mass. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Schwab Safe Co., Lafayette, Ind. 

Selectrol Eng. Co., Brooklyn'23, N. Y. 

Sherb, Inc., Warner J., New York 17, N. Y. 

Silent Glow Oil Corp., Hartford 6, Conn. 

Simplex Oil Heating Corp., Philadelphia 11, 
Pa. 

Sinclair Refining Co., New York, N. Y. 

Smith Co., Inc., H. B., Westfield, Mass. 

Staffco Eng. Co., Chicago 38, Ill. 

Steel Prods., Inc., W. Haven, Conn. 

Stewart Oil Burner Co., Hanover, Pa. 

Stout & Sons, David, St. Louis 17, Mo. 

Stutzman Oil Burner Co., Clifton Heights, 
Pa. 

Surface Combustion Corp., Toledo 1, Ohio. 

Thatcher Furnace Co., Garwood, N. J. 

Titusville Iron Works Div., Titusville, Pa. 

Toridheet Div., Cleveland 2, Ohio. 

Triad Prods. Corp., Chicago 40, Ill. 

Tru-Heet Co., Trenton, N. J. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit 26, Mich, 

Utica Radiator Corp., Utica, N. Y. 

V&E Prods., Inc., Schuylkill Haven, Pa. 

Viking Oil Co., Milwaukee, Wisc. 

Waltham Oil Burner Co., E. Boston, Mass. 

Wayne Home Egpt. Co., Inc., Fort Wayne 
4, Ind, 

Weatherall Eng., Inc., Providence, R. I. 

Weil-McLain Co., Michigan City, Ind. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Williams Automatic Inc., White Plains, 
). eg 

Wm. Bros Boiler & Mfg. Co., Minneapolis, 
Minn. 

Williams Div., Bloomington, Il. 

Winston Co., Inc., Newark, N. J. 

Winston Co. of Mass., Boston 18, Mass. 

York-Shipley, Inc., York, Pa. 


Steam, low pressure burner 


Acme Welding Div., West Hartford, Conn. 
Airflame, Inc., Waukegan, IIl. 
Allied Federal Industries, Newark, N. J. 
American Radiator & Std. San. Corp., Pitts- 
burgh, Pa. 
Cleaver-Brooks Co., Milwaukee 12, Wisc. 
Combustioneer Div., Springfield, Ohio. 
Delta Heating Corp., Trenton, N. J. 
Flame Master Co., Inc., Chicago, IIl. 
General Electric Co., Bloomfield, N. J. 
Johnston Bros., Inc., Ferrysburg, Mich. 
Kewanee-Ross Corp., Kewanee, III. 
Manville Boiler Co., Inc., Hackettstown, 
N. J. 
National Radiator Co., The, Johnstewn, Pa. 
Norse Boiler Co., New Market, N, J. 
Scott-Newcomb, inc., St. Louis, Mo. 
Simplex Oil Heating Corp., Philadelphia, 
Pa. 
U. S. Machine Div., Lebanon, Ind. 
U. S. Radiator Corp., Detroit, Mich. 
Utica Structural Steel, Inc., Utica, New 
York. 
V. & E. Prods., Inc., Schuylkill Haven, Pa. 
Viking Mfg. Corp., Cleveland, Ohio. 
Wayne Home Egpt. Co., Ft. Wayne, Ind. 
Williams Div., Bloomington, Ill. 
York-Shipley, Inc., York, Pa. 


Steam, vaporizing 


Boiler Eng. & Supply Co., Phoenixville, Pa. 
Browne Fintube Co., Elyria, Ohio. 
Clayton Mfg. Co., El Monte, Calif. 

Erie City Iron Works, Erie, Pa. 

Gibraltar Corp. of America, Inc., Brooklyn, 


Marietta Metal Prods. Corp., Marietta, Pa. 
Michigan Burner Co., Detroit 28, Mich. 
Oil Eqpt. Laboratories, Inc., Elizabeth, N.J. 
Wilgus Mfg. Co., Los Angeles 21, Calif. 


Steam, wall flame vertical rotary 


Fluid Heat Div., Baltimore 24, Md. 

Gibraltar Corp. of America, Inc., Brooklyn 
a3. 1. Z 

Marietta Metal Prods. Corp., Marietta, Pa. 

Norse Boiler Co., Inc., New Market, N. J. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Toridheet Div., Cleveland 2, Ohio. 

V&E Prods., Inc., Schuylkill Haven, Pa. 

Viking Oil Co., Milwaukee, Wisc. 

Weil-McLain Co., Michigan City, Ind. 


Furnace—Burner Units 
Ceiling, Suspended 


Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Allied Federal Industries, Newark, N. J. 

Altherm, Inc., New York 21, N. Y. 

American Furnace Co., St. Louis 10, Mo. 

American Ideal-Aire Corp., Westbury, N. Y. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Anchor Stove & Range Co., New Albany, 
Ind. 

Armstrong Furnace Co., Columbus 8, Ohio 

Auburn Burner Co., Auburn, Ind. 

Auburn Fdry., Inc., Auburn, Ind. 


Bard Mfg. Co., Bryan, Ohio 

Beck Eng. Combustion Ko., St. Louis 6, Mo. 

Besser Metal Prods. Corp., Charlotte, N. C. 

Bethlehem Fdry. & Machine Co., Bethlehem, 
Pa. 

Bryant Heater Div., Cleveland, Ohio 


Campbell Heating Co., Des Moines, Iowa 

Century Eng. Corp., Cedar Rapids, Iowa 

Chicago Steel Furnace Co., Chicago 17, Il. 

Columbia Boiler Co., Pottstown, Pa. 

Combustioneer Div., Springfield, Ohio 

Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 

Cox Mfg. Co., Ridgeville, Ind. 

Crane Co., Chicago 40, Ill. 

Delco Appliance Div., Rochester 1, N. Y. 

Delta Heating Corp., Trenton 8, N. J. 

DeSoto Oil Burner Co., York, Pa. 

Domestic Mfg. Co., Seattle, Wash. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Dravo Corp., Pittsburgh 22, Pa. 

Electro-Watt Industries, Inc., Salem, Ore. 

Esso Standard Oil Co., New York 19, N. Y. 

Ex Cel Co., Dowagiac, Mich. 

Farquhar Furnace Co., The, Wilmington, O. 

Fluid Heat Div., Baltimore, Md. 

Front Rank Mfg. Co., St. Louis 4, Mo. 

General Automatic Prods. Corp., Baltimore, 
Md. 

General Electric Co., Bloomfield, N. J. 

Gilbert & Barker Mfg. Co., West Spring- 
field, Mass. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Gross Aire Mfg. Co., Inc., St. Louis 14, Mo. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Hart Heat Div., Peoria, III. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hasko Utilities Co., New York, N. Y. 

Heat Controller, Inc., Manitou Beach, Mich. 

Heating Specialties, Inc., Baltimore, Md. 

Heil Co., The, Milwaukee, Wisc. 

Henry Furnace Co., Medina, Ohio 

Herco Oilburner Corp., Lancaster, Pa. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Jackson & Church Co., Saginaw, Mich. 

Johnson Heater Corp., Chelsea, Mass. 

Kalamazoo Furnace & Appl. Mfg. Co., 
Kalamazoo, Mich. 

— Furnace & Tank Corp., Perry, 

— Burner & Machine Co., Providence, 


Kleer Kleen Mfg. Co., Hayward, Calif. 

Ko-Z-Aire Prods., Inc., Red Oak, Iowa 

= Mfg. Co., Palisades Park, 

La Salle Oi] Burner Co., Inc., Seattle, Wash. 

Lennox Furnace Co., Marshalltown, Iowa 

— Air Conditioning Corp., Detroit 27, 
Mich. 

Lincoln Furnace Co., Inc., Hawthorne, N. J. 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Mammoth Furnace Co., St. Paul 4, Minn. 


6 


Marietta Metal Products Corp., Marietta, 


Pa. 

Mayflower Air-Conditioners, Inc., St. Paul 
6, Minn. 

Mechanical Products Co,. Seattle 4, Wash. 

Metrol Oil Burner Mfg. Co., Inc., Easthamp- 
ton, Mass. 

Meyer Furnace Co., Peoria 2, Iil. 

McPherson Furnace & Eqpt. Co., Seattle, 
Wash. 

Montag, Inc., Portland, Ore. 

Morrison Steel Prods., Inc., Buffalo, N. Y. 

Mueller Climatrol, Milwaukee 15, Wisc. 

National Heater Co., Inc., St. Paul 4, Minn. 

Niagara Furnace Div., Cleveland, Ohio 

Norge Heat Div., Kalamazoo, Mich. 

Norman Prods. Co., Columbus, Ohio 

Northwest Fdry. & Furnace Co., Portland 
2, Ore. 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Olson & Co., Arthur A., Canfield, Ohio 

Over Head Heaters, Inc., Detroit 26, Mich. 

Pacific Oil Co., Fall River, Mass. 

Paragon Oil Burner Corp., Mineola, N. Y. 

Patten Co., J. V., Sycamore, Ill. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Perfection Industries, Cleveland 4, O. 

Petro, Cleveland 11, Ohio 

Prat-Daniel Corp., So. Norwalk, Conn. 

Prentiss Waber Prods. Co., Wisconsin Rap- 
ids, Wisc. 

Quiet Automatic Burner Corp., Newark 4, 
N. J 


Radiation Furnace Corp., Benton Harbor, 
Mich. 
Red Triangle Heater Co., Wausau, Wisc. 
Reif-Rexoil, Inc., Buffalo 3, N. Y. 
Rossoe Mfg. Co., Inc., Seattle, Wash. 
Round Oak Co., Inc. of Indiana, Dowagiac, 
Mich. 
The Rybolt Heater Co., Ashland, Ohio 
Sandberg Mfg. Co., Portland 10, Ore. 
Shana Mfg. Co., Inc., Chicago 1, Ill. 
Silent Glow Oil Burner Corp., Hartford, 
Conn. 
Sunbeam Air Conditioner Div., Elyria, O. 
Superior Furnace & Mfg. Co., Plymouth, 
Mich. 
Surface Combustion Corp., Toledo, Ohio 
Syncromatic Corp., Watertown, Wisc. 
Thatcher Furnace Co., Garwood, N. J. 
Thermo-Products, Inc., North Judson, Ind. 
Tjernlund Mfg. Co., St. Paul 14, Minn. 
Toridheet Div., Cleveland 11, Ohio 
U. S. Rad. Corp., Detroit 26, Mich. 
Universal Prods. Corp., Auburn, Ind. 
Utica Structural Steel, Inc., Utica, N. Y. 


Viking Mfg. Corp., Cleveland 14, Ohio 
Viking Oil Co., Milwaukee, Wisc. 
Volcano Burner Corp., New York 61, N. Y. 


Waltham Oil Burner Co., Inc., E. Boston, 
Mass. 

Waterman-Waterbury Co., 

- Minn. 

Wayne Home Egpt. Co., Inc., Ft. Wayne, 
Ind. 

Weatherall Eng. Inc., Providence, R. I. 

Williams Div., Bloomington, II. 

Williamson Heater Co., Cincinnati 9, Ohio 

Wisconsin Oil Burner Co., Madison 5, Wisc. 


York-Shipley, Inc., York, Pa. 


Minneapolis, 


Floor Furnaces 


(See listing on page 13 under Space Heat- 
ers, Oilfired, Floor Furnaces) 


Forced Air, Atomizing Vertical Rotary 


Iron Fireman Mfg. Co., Cleveland, Ohio 
Mammoth Furnace Co., The, St. Paul, Minn. 
Marietta Metal Prods. Corp., Marietta, Pa. 
O'Halloran Inds., Detroit 4, Mich. 

Olson & Co., Arthur A, Canfield, Ohio 


Forced Air, High Pressure Burner 


Acme Heating Div., W. Hartford 10, Conn. 

Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Aire Director Mfg. Co., Seattle 9, Wash. 

Airflame, Inc., Waukegan. III. 

Airtemp Div., Dayton 1, Ohio 

Airtherm Mfg. Co., St. Louis 10, Mo. 





Airwasher Corp., Eaton Rapids, Mich 

Alan Distributors, Inc., Worcester, Mass. 

Allied Federal Industries, Newark, N. J. 

Altherm, Inc., New York 21, N. Y. 

American Boiler & Fdry. Co., Milan, Mich. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

American Ideal-Aire Corp., Westbury, N. Y. 

American Oil Co., Baltimore, Md. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Anchor Stove & Range Co., New Albany, 
Ind. 

Armstrong Furnace Co., Columbus §, Ohlo 

Auburn Burner Co., Auburn, Ind. 

Auburn Fdry., Inc., Auburn, Ind. 

Automatic Firing Corp., St. Louis, Mo. 

Avery Farm Machry. Co., Peoria, Ill 


Bard Mfg. Co., Bryan, Ohio 

Barton Products, Inc., Wheaton, II! 

Bascom Co., Inc., Geo. R., Dorchester 22, 
Mass. 

Beaver Mfg. Co., Portland 4, Ore, 

Beck Eng. Combustion Co., St. Louis 6, Mo. 

Berger Furnace Co., Pittsburgh 6, Pa. 

Berkley Mfg. Co., Philadelphia, Pa. 

Besser Metal Products Corp., Charlotte, 
bs Fa Se 


Bethlehem Fdry. & Machine Co., Bethle 
hem, Pa. 

Billow Corp., Chicago 6, Ill. 

Bonair Prods., Inc., Colwyn, Pa. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brandes Co., Madison 4, Wisc. 

Branford Tank & Heating Prods., Inc., 
Shelton, Conn. 

Brown Fintube Co., Elyria, Ohio 

Bryant Air Conditioning Corp., Philadel- 
phia 23, Pa. 

Bryant Corp., C. L., Cleveland 3, Ohio 

Bryant Heater Div., Cleveland, Ohio 

Burcar Mfg. Co., Stamford, Conn. 

Burtchaell Heating Co., Portland 2, Ore. 


Campbell Heating Co., Des Moines 17, [Iowa 

Carrier Corp., Syracuse, N. Y. 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Corp., Cedar Rapids, L[owa 

Certified Furnace Co., St. Paul 4, Minn. 

Chandler Co., Cedar Rapids, Iowa 

Chicago Steel Furnace Co., Chicago 17, Ill. 

Chimney Furnace Corp., Rockville, Md. 

Coal-O-Matic Co., Trucksville, Pa. 

Coleman Co., Inc., Wichita, Kan. 

Columbia Boiler Co., Pottstown, Pa 

Combustioneer Div., Springfield, Ohio 

Conco Eng. Works, Mendota, Ill. 

Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 

Connelley Co, St. Louis 3, Mo. 

Consolidated Industries, Inc., Lafayette, 
Ind. 

Cox Mfg. Co., Ridgeville, Ind. 

Crane Co., Chicago 40, Il. 

Delco Appliance Div., Rochester, N. Y 

Delta Heating Corp., Trenton 8, N. / 

DeSoto Oil Burner Co., York, Pa. 

Domestic Mfg. Co., Seattle, Wash. 

Dornback Furnace & Fdry. Co., Cleveland 
8, Ohio 

Dowagiac Steel Furnace Co., Dowaglat, 
Mich. 

Dravo Corp., Pittsburgh 22, Pa. 

Eclipse Fuel Eng. Co., Rockford, Ul 

Electric Furnace-Man, Inc., Emmaus, Pa. 

Electro-Watt Industries, Inc., Salem, Ore. 

Electro-Watt, Inc., Seattle 1, Wash 

Electrol Burner Mfg. Co., Inc., Rutherford, 
N. J. 

Enico Prods., Detroit 35, Mich. : 

Esso Standard Oil Co., New York 19, N. Y 

Ex Cel Co., Dowagiac, Mich. 

Excelsior Steel Furnace Co., Chicago, ll 

Fageol Heat Machine Co., Detroit 11, Mich. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Fairchester Oil Co., Inc., Port Chester, N. Y. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 1 

Firewel Co., Inc., The, Buffalo 25, N. ¥- 

Floral City Heater Co., Monroe, Mich. 

Fluid Heat Div., Baltimore 24, Md. 

Front Rank Mfg. Co., St. Louis 4, Mo 

General Automatic Prods. Corp., Baltimore. 
Md. peor 

General Heating Prods. Co., Philadelphia. 
Pa. 
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General Machine Co., Inc., Emmaus, Pa. 

General Oil Heating Corp., W. New York, 
N. J. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Gillen Co., J. L., Detroit 28, Mich. 

Green Colonial Furnace Co., Des Moines, 
Iowa. 

Greene Mfg. Co., A., Philadelphia, Pa. 

Gross Aire Mfg. Co., St. Louis 14, Mo. 

Hali-Neal Furnace Co., Indianapolis, Ind. 

Hart Heat Div., Peoria, Ill. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Oil Burner Corp., Cambridge, 
Mass. 

Heating Specialties, Inc., Baltimore 29, Md. 

Hei] Co., The, Milwaukee 1, Wisc. 

Henry Furnace Co., Medina, Ohio 

Herco Oil Burner Corp., Lancaster, Pa. 

Hershey Motorstokor, Inc., Manheim, Pa. 

Hershner Mfg. Co., York, Pa. 

Hess Co., The, Chicago 50, Il. 

Henry Furnace Co., Medina, Ohio 

Holland Furnace Co., Holland, Mich. 

Home Furnace Co., Holland, Mich. 


Illinois Iron & Bolt Co., Chicago, Ill. 
International Heater Co., Utica, N. Y. 
International Oil Burner Co., St. Louis 10, 


Mo. 
International Sales Co., San Francisco, 
Calif. 
Iron Fireman Mfg. Co., Cleveland 11, Ohio 
Jackson & Church Co., Saginaw, Mich. 
Jettronaire, Inc., Pittsburgh, Pa. 
Johnson Heater Corp., Chelsea, Mass. 
Johnson Co., S. T., Oakland, Calif. 


K. G. Mfg. Corp., Center Valley, Pa. 

Kalamazoo Furnace & Appl. Mfg. Co., 
Kalamazoo, Mich. 

Kaustine Co., Inc., Perry, N. Y. 

Keith Furnace Co., Des Moines, Iowa 

Kinsley Burner & Machine Co., Providence, 
RI. 

Kleer-Kleen Mfg. Co., Hayward, Calif. 

KoZ-Aire Prods., Inc., Red Oak, Iowa 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Kresno-Stamm Mfg. Co., Palisades Park, 
RN. J. 


Laco Oil Burner Co., Inc., Griswold, Iowa 

LaSalle Oil Burner Co., Inc., Seattle 3, 
Wash. 

Leeson Air Conditioning Corp., Detroit 27, 
Mich. 

Lennox Furnace Co., Marshalltown, Iowa 
Lincoln Furnace Co., Inc., Hawthorne, N. J. 
Little Burner Co., Inc., San Rafael, Calif. 
Livingston, Inc., Marshall, Mich. 

Loxaire Corp., Tacoma, Wash. 

Luty Furnace Mfg. Co., Detroit 21, Mich. 
Lynch Co., Inc., The, Portland 11, Ore. 


McKee Air Conditioning Co., Minneapolis 
12, Minn. 

McPherson Furnace & Supply Co., Portland 
12, Ore. 

Madsen Service, Minneapolis, Minn. 

Majestic Co., Inc., The, Huntington, Ind. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Mammoth Furnace Co., The, St. Paul, Minn. 

— Boiler Co., Inc., Hackettstown, 

Marietta Steel Prods. Corp., Marietta, Pa. 

Maxon Premix Burner Co., Muncie, Ind. 

May Oil Burner Corp., Baltimore 30, Md. 
Mayflower Air-Conditioners, Inc., St. Paul 
6. Minn. 

— Furnace & Eqpt. Co., Seattle, 

ash. 

Mechanical Prod. Mfg. Co., Seattle 4, Wash. 
Metro Oil Burner Mfg. Co., Easthampton, 
Mass. 

Metromatic Mfg. Co., Everett 49, Mass. 
Meyer Furnace Co., Peoria 2, Ill. 

Montag, Inc., Portland 17, Ore. 

Morrison Steel Prods., Inc., Buffalo 7, N. Y. 
+ send Climstrol, Milwaukee 15, Wisc. 
soeee Co., J. F., Detroit 10, Mich. 

“—e Airoil Burner Co., Philadelphia 
4, Pa, 


national Heater Co., Inc., St. Paul 4, Minn. 
“re Furnace Div., Cleveland 13, Ohio 
— Heat Div., Kalamazoo, Mich. 

“orse Boiler Co., Inc., New Market, N. J. 
‘orthwest Fdry. & Furnace Co., Portland 
. Ore, 

‘orwalk Air Conditioning Corp., The, So. 

Norwalk, Conn. 


Onalioran Industries, Detroit 4, Mich. 
iElee-Tric Co., St. Paul 4, Minn. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Oil Eqpt. Laboratories, Inc., Elizabeth, N. J. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Olson & Co., Arthur A., Canfield, Ohio 

Omaha Stove Repair Works, Inc., Omaha, 
Nebr. 


Pacific Oil Co., Fall River, Mass. 

Paragon Oil Burner Corp., Mineola, N. Y. 

Patten Co., J. V., Sycamore, II. 

Peabody Eng. Corp., New York 36, N. Y. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Penn Boiler & Burner Mfg. Co., Lancaster, 
Pa. 

Perfection Industries, Cleveland 4, O. 

Petro, Cleveland 11, Ohio 

Prat-Daniel Corp., So. Norwalk, Conn. 

Premier Furnace Co., Dowagiac, Mich. 


Quick Furnace Co., Des Moines, Iowa 
Quiet Automatic Burner Corp., Newark 4, 
N.. J. 


Radiant-Aire Corp., Michigan City, Ind. 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Radiant Utilities Corp., Brooklyn 14, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Remco, Inc., Baltimore, Md. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Rheem Mfg. Co., Chicago 29, Ill. 

Robot Auto-Heat Corp., The, Middletown, 
Conn. 

Rossoe Mfg. Co., Inc., Seattle, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Russo, Inc., Thomas D., Boston 31, Mass. 

Rybolt Heating Co., Ashland, Ohio 


Sandberg Mfg. Co., Portland 10, Ore. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Schwab Safe Co., Lafayette, Ind. 

Scott-Newcomb, Inc., St. Louis 19, Mo. 

Shana Mfg. Co., Inc., Chicago 1, III. 

Silent Glow Oi! Burner Corp., Hartford, 
Conn. 

Sinclair Refining Co., New York, N. Y. 

Smith Corp., A. O., Milwaukee 1, Wisc. 

Souther Iron Co., E. E., St. Louis 20, Mo. 

Standard Heating Eqpt. Co., Waterloo, 
Iowa 

Steel City Furnace Corp., Springdale, Pa. 

Steel Prods., Inc., W. Haven, Conn. 

Stewart Oil Burner Co., Hanover, Pa. 

Stutzman Oil Burner Co., Clifton Heights, 
N. J. 

Sunbeam Air Conditioner Div., Elyria, O. 

Surface Combustion Corp., Toledo 1, Ohio 

Superior Furnace & Mfg. Co., Plymouth, 
Mich. 

Syncromatic Corp., Watertown 9, Wisc. 

Thatcher Furnace Co., Garwood, N. J. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Thermo-Prods., Inc., North Judson, Ind. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

Toridheet Div., Cleveland 2, Ohio 

Tru-Heet Co., Trenton, N. J. 

XXth Century Heating & Ventilating Co., 
Akron 1, Ohio 

U. S. Machine Div., Lebanon, Ind. 

U. S. Rad. Corp., Detroit 26, Mich. 

Universal Prods. Corp., Auburn, Ind. 

Viking Oil Co., Milwaukee, Wisc. 

Volcano Burner Corp., New York 61, N. Y. 

Waltham Oil Burner Co., E. Boston, Mass. 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 

Wayne Home Egpt. Co., Inc., 
Ind. 

Weatherall Eng. Inc., Providence, R. I. 

West Coast Quiet Heet, Inc., Portland, Ore. 

Williams Automatic, Inc., White Plains, 
N: SX. 

Williams Div., Bloomington, II. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

Wisconsin Oil Burner Co., Madison 5, Wisc. 

XXth Century Htng. & Ventilating Co., 
Akron, Ohio 

York-Shipley, Inc., York, Pa. 

Zink Co., John, Tulsa, Okla. 


Ft. Wayne, 


Forced Air, High Pressure Burner with 
Built-in Water Heater 


Flame-Master Co., Inc., Chicago, Ill. 


International Heater Co., Utica, N. Y. 
Metromatic Mfg. Co., Everett 49, Mass. 
Paragon Oil Burner Corp., Mineola, N. Y. 
Robot Auto Heat Corp., Middletown, Conn. 


. . « » Furnace-Burner Units 


Forced Air, Low Pressure Burner 


Acme Welding Div., West Hartford, Conn. 
Airflame, Inc., Waukegan, IIl. 

Airwasher Corp., Eaton Rapids, Mich. 
Allied Federal Industries, Newark, N. J. 
Auburn Foundry, Inc., Auburn, Ind. 
Bonair Prods., Inc., Colwyn, Pa. 

Brown FinTube Co., Elyria, Ohio 
Burtchaell Heating Co., Portland, Ore. 


Chicago Steel Furnace, Chicago, Il. 

Cleaver-Brooks Co., Milwaukee, Wisc. 

Combustioneer Div., Springfield, Ohio 

Cox Mfg. Co., Ridgeville, Ind. 

Delta Heating Corp.. Trenton, N. J. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Dravo Corp., Pittsburgh, Pa. 

Fano-Flame Oil Burner Co., 
Park, Calif. 

Farquhar Furnace Co., Wilmington, Ohio 

Flame Master Co., Inc., Chicago, Ill. 

General Electric Co., Bloomfield, N. J. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Herco Oil Burner Corp., Lancaster, Pa. 

Hess Co., Chicago, Ill. 

Illinois Iron & Bolt Co., Chicago, Ill. 

Johnson Heater Corp., Chelsea, Mass. 

Kalamazoo Furnace & Appl. Mfg. Co., 
Kalamazoo, Mich. 

Majestic Co., Inc., The, Huntington, Ind. 

Mammoth Furnace Co., The, St. Paul 4, 
Minn. 

Manville Boiler Co., Hackettstown, N. J. 

Mechanical Products Mfg. Co., Seattle, 
Wash. 

O'Halloran Industries, Detroit 4, Mich. 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Richmond Radiator Co., Metuchen, N. J. 

Rossoe Mfg. Co., Seattle, Wash. 

Sandberg Mfg. Co., Portland, Ore. 

Scott-Newcomb, Inc., St. Louis 19, Mo. 

Smith Corp., A. O., Milwaukee, Wisc. 

U. S. Machine Div., Lebanon, Ind, 

Wayne Home Egpt. Co., Inc., Ft. Wayne, 
Ind. 

Weatherall Eng. Inc., Providence 4, R. I. 

Williams Div., Bloomington, Ill. 


Huntington 


Forced Air, Vaporizing 


Allied Htg. & Air Conditioning Co., Lawn- 
dale, Calif. 

American Boiler & Fdry. Co.. Milan, Mich. 

Anchor Div., New Albany, Ind. 

Bauer Oil Burner, Inc., Wilmington, Del. 

Beyer Oil Burner Co., Rosamond, Calif. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Breese Burners, Inc., Santa Fe, New Mexico 

Brown FinTube Co., Elyria, Ohio 

Cary Mfg. Co., Waupaca, Wisc. 

Chandler Co., Cedar Rapids, Iowa 

Coleman Co., Inc., The, Wichita, Kans. 

Columbus Combustion Co., Columbus, O. 

Conn. State Furnace Co., Bridgeport, Conn. 

Domestic Mfg. Co., Seattle, Wash. 

Duo-Therm Div., Lansing 3, Mich. 

Electro-Watt Industries, Inc., Salem, Ore 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Firewel Co., Inc., The, Buffalo 25, N. Y 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Henry Furnace Co., Medina, Ohio 

Hess Co., The, Chicago 50, Ill. 

Illinois Iron & Bolt Co., Carpentersville, 
Ill. 

International Oil Burner Co., St. Louis 19, 
Mo. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Kleer-Kleen Mfg. Co., Hayward, Calif. 

Kresky Mfg. Co., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

Little Burner Co., Inc., San Rafael, Calif 

Meyer Furnace Co., Peoria 2, Ill. 

Morrison Steel Prods. Inc., Buffalo 7, N. Y. 

Northwest Metal Prods. Inc., Seattle, Wash 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Oran Co., Columbus, Ohio 

Patten Co., J. V., Sycamore, IIl. 

Perfection Industries, Cleveland 4, O. 

Radiation Furnace Corp., Benton Harbor. 
Mich. 

Reliance Prods. Corp., Portland 4, Ore. 

Richmond Rad. Co., New York 17, N. Y. 

Rybolt Heating Co., Ashland, Ohio 

Schurs Oil Burner Co., Los Angeles 1, Calif 

Scott-Newcomb, Inc., St. Louis 19, Mo. 














. . . « Furnace-Burner Units 


Silent Sioux Corp., Orange City, Iowa 

Steel City Furnace Corp., Springdale, Pa. 

Surface Combustion Corp., Toledo, Ohio 

Thatcher Furnace Co., Garwood, N. J. 

Thermo Prods., Inc., N. Judson, Ind. 

U. S. Radiator Corp., Detroit 26, Mich. 

Viking Oil Co., Milwaukee, Inc. 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 


Forced Air, Horizontal Rotary Burner 
Combustion Service Eng., W. Allis, Wisc. 


Forced Air, Wall Flame Vertical Rotary 


American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Fluid Heat Div., Baltimore 24, Md. 

Marietta Metal Prods. Corp., Marietta, Pa. 

O’Halloran Industries, Detroit 4, Mich. 

Pacific Oil Co., Fall River, Mass. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Toridheet Div., Cleveland 2, Ohio 

Viking Oil Co., Milwaukee, Wisc. 


Gravity, High Pressure Burner 


Airflame, Inc., Waukegan, II1. 

Airwasher Corp., Eaton Rapids, Mich. 

American Ideal-Aire Corp., Westbury, N. Y. 

American Rad. & Std. Sanitary Corp., 
Pittsburgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Armstrong Furnace Co., Columbus 8, Ohio 

Auburn Burner Co,, Auburn, Ind. 


Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Bethlehem Fdry. & Machine Co., Bethle- 
hem, Pa. 

Billow Corp., Chicago 6, I]. 

Bonair Prods., Inc., Colwyn, Pa. 

Bryant Air Conditioning Corp., Philadel- 
phia 23, Pa. 

Bryant Heater Div., Cleveland, Ohio 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng..Corp., Cedar Rapids, Ia. 

Certified Furnace Co., St. Paul 4, Minn. 

Chandler Co., Cedar Rapids, Iowa 

Chicago Steel Furnace Co., Chicago, Ill. 

Combustioneer Div., Springfield, Ohio 

Conco Eng. Works, Mendota, Ill. 

Delta Htg. Corp., Trenton 8, N.'J. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Eclipse Fuel Eng. Co., Rockford, II). 

Electro-Watt Industries, Inc., Salem, Ore. 

Ex Cel Co., Dowagiac, Mich. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Firewel Co., Inc., The, Buffalo 25, N. Y. 

Floral City Heater Co., Monroe, Mich. 

Fluid Heat Div, Baltimore 24, Md. 

Forest City Foundries Co., The, Cleveland 
13, Ohio 

— Colonial Furnace Co., Des Moines, 

a. 


Hall-Neal Furnace Co., Indianapolis, Ind. 

Hart Heat Div., Peoria, Ill. 

Henry Furnace Co., Medina, Ohio 

Heating Specialties, Inc., Baltimore 30, Md. 

Herco Oilburner Corp., Lancaster, Pa. 

Hess Co., The, Chicago 50, II. 

Home Furnace Co., Holland, Mich. 

Illinois Iron & Bolt Co., Chicago, III. 

Internatinal Heater Co., Utica, N. Y. 

International Oil Burner Co., St. Louis 10, 
Mo. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Jackson & Church Co., Saginaw, Mich. 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Kalamazoo Furnace & Appl. Mfg. Co., 
Kalamazoo, Mich. 

Kaustine Co., Inc., Perry, N. Y. 

Keith Furnace Co., Des Moines, Iowa 

KoZ-Aire Prods., Inc., Red Oak, Iowa 

se Mfg. Co., Palisades Park, 

Laco Oil Burner Co., Inc., Griswold, Ia. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Leeson Air Conditioning Corp., Detroit 27, 
Mich. 


Lennox Furnace Co., Marshalltown, Iowa 
Lincoln Furnace Co., Inc., Hawthorne, N. J. 
Little Burner Co., H. C., San Rafael, Calif. 
Majestic Co., Inc., The, Huntington, Ind. 
Major Oil Burner Co., Philadelphia 22, Pa. 
Marietta Metal Products Corp., Marietta, 


Pa. 

Mechanical Products Mfg. Co., Seattle 4, 
Wash. 

Metro Oil Burner Mfg. Co., Inc., Easthamp- 
ton, Mass. 

Meyer Furnace Co., Peoria 2, Ill. 

Montag Stove & Furnace Works, Portland 
17, Ore. 

Morrison Steel Prods. Inc., Buffalo 7, N. Y. 

Mueller Climatrol, Milwaukee 15, Wisc. 

National Airoil Burner Co., Philadelphia 
34, Pa. 

Niagara Furnace Div., Cleveland 13, Ohio 

Norge Heat Div., Kalamazoo, Mich. 


O'Halloran Industries, Detroit 4, Mich, 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Omaha Stove Repair Works, Inc., Omaha, 
Nebr. 


Patten Co., J. V., Sycamore, Ill. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Perfection Industries, Cleveland 4, O. 

Premier Furnace Co., Dowagiac, Mich. 

Radiant-Aire Corp., Michigan City, Ind. 

Round Oak Co., Dowagiac, Mich. 

Rybolt Heating Co., Ashland, Ohio 


Sandberg Mfg. Co., Portland 10, Ore. 

Shana Mfg. Co., Inc., Chicago 1, Ill. 

Silent Automatic Prods., Jackson, Mich. 

Souther Iron Co., E. E., St. Louis 20, Mo. 

Steel City Furnace Corp., Springdale, Pa. 

Stewart Oil Burner Co., Hanover, Pa. 

Sunbeam Air Conditioner Div., Elyria, O. 

Superior Furnace & Mfg. Co., Plymouth, 
Mich. 

Synchromatic Corp., Watertown, Wisc. 


Timken Silent Automatic Div., Jackson, 
Mich. 


U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit 26, Mich. 

Viking Oil Co., Milwaukee, Wisc. 

Volcano Burner Corp., New York 61, N. Y. 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 

Wayne Home Egpt. Co., Inc., Ft. Wayne, 
Ind. 

Williams Automatic, Inc., White Plains, 
i Dae Ge 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

Wisconsin Oilburner Co., Madison 5, Wisc. 

XXth Century Htg. & Ventilating Co., 
Akron, Ohio 


Gravity, Low Pressure Burner 


Airflame, Inc., Waukegan, III. 

Airwasher Corp., Eaton Rapids, Mich. 

Armstrong Furnace Co., Columbus, Ohio 

Bonair Products, Inc., Colwyn, Pa. 

Combustioneer Div., Springfield, Ohio 

Delta Htg. Corp., Trenton 8, N. J. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Farquhar Furnace Co., Wilmington, Ohio 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Hess Co., The, Chicago, IIl. 

Illinois Iron & Bolt Co., Chicago, Ill. 

Kalamazoo Furnace & Appl. Mfg. Co., 
Kalamazoo, Mich. 

Manville Boiler Co., Hackettstown, N. J. 

Mechanical Products Mfg. Co., Seattle 4, 
Wash. 

O’Halloran Industries, Detroit, Mich. 

U. S. Machine Div., Lebanon, Mich. 


Gravity, Vaporizing Burner 


Allied Htg. & Air Conditioning Co., Lawn- 
dale, Calif. 

American Gas Machine Co., Albert Lea, 
Minn. 

Beyer Oil Burner Co., Rosamond, Calif. 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Corp., Cedar Rapids, Ia. 

Certified Furnace Co., St. Paul 4, Minn. 

Chandler Co., Cedar Rapids, Ia. 


Coleman Co., Inc., The, Wichita, Kans. 

Columbus Combustion Co., Columbus, 0, 

Delco Appliance Div., Rochester, N. Y. 

Delta Htg. Corp., Trenton, N. J. 

Duo-Therm Div., Lansing 3, Mich. 

Electro-Watt Industries, Inc., Salem, Ore. 

Firewel Co., Inc., The, Buffalo 25, N. Y. 

Gillen Co., J. L., Detroit, Mich. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Henry Furnace Co., Medina, Ohio 

Illinois Iron & Bolt Co., Carpentersville, Ill, 

International Oil Burner Co., St. Louis 10, 
Mo. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Kresno-Stamm Mfg. Co., Palisades Park, 
N, J. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Ia. 

Little Burner Co., H. C., Inc., San Rafael, 
Calif. 

Meyer Furnace Co., Peoria 2, Ill. 

Northwest Mfg. Co., Mitchell, S. D. 

Northwest Metal Prods., Inc., Seattle, 
Wash. 

O’ Halloran Industries, Detroit 4, Ohio 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Oran Co., Columbus, Ohio 

Patten Co., J. V., Sycamore, Ill. 

Perfection Industries, Cleveland 4, Ohio 

Prentiss Wabers Prods. Co., Wisconsin 
Rapids, Wisc. 

Reliance Prods. Corp., Portland 14, Ore. 

Rybolt Heating Co., Ashland, Ohio 

Sam-Bee Oil Burner Co., So. Bend 14, Ind. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

U. S. Radiator Corp., Detroit 26, Mich. 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 


Gravity, Wall Flame Vertical Rotary 


O’ Halloran Industries, Detroit 4, Mich. 


Pipeless, Oilfired 


Airflame, Inc., Waukegan, Ill. 
Allied Federal Industries, Newark, N. J. 


Beyer Oil Burner Co., Rosamond, Calif. 


Delta Htg. Corp., Trenton 8, N. J. 
DeSoto Oil Burner Co., York, Pa. 


General Automatic Prod. Corp., Baltimore, 
Md. 
Gross Aire Mfg. Co., St. Louis 14, Mo. 


Harvey, C. T., Portsmouth, Va. 
Hasko Utilities Co., New York, N. Y. 


Montag Stove & Furnace Works, Portland, 
Ore. 


Pacific Oil Co., Fall River, Mass. 
Perfection Industries, Cleveland 4, O. 


Sunbeam Air Conditioner Div., Elyria, 0. 


Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 


Portable 


Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Allied Federal Industries, Newark, N. J. 

American Crop Drying Eqpt. Co., Crystal 
Lake, IIl. 

Auburn Burner Co., Auburn, Ind. 


Brown FinTube Co., Elyria, Ohio 
Heat Controller, Inc., Manitou Beach, Mich. 
Jackson & Church Co., Saginaw, Mich. 


Mechanical Products Mfg. Co., Seattle 4, 
Wash, 


Quiet Automatic Burner Corp., Newark 4, 
IN. cd. 


Norge Heat Div., Kalamazoo, Mich. 


Siebring Mfg. Co., George, Ia. 
Silent Glow Oil Corp., Hartford 6, Conn. 


Waltham Oil Burner Co., Inc., E. Bosto®, 
Mass. 


Wall Furnaces 


(See listing on page 13 under Space Heat- 
ers, Oilfired Wall Furnaces) 
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Oilburners, Domestic 


Atomizing Vertical Rotary 


Hardinge Oil Burner & Mfg, Co., Chicago 
43, Ii. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oil Burner Corp., Cambridge, 
Mass. 

Iron Fireman Mfg. Co., Cleveland, Ohio 

MacLeod Co., Cincinnati 22, Ohio 


High Pressure, Gun 


Acme Heat & Power, Inc., Brooklyn 6, N. Y. 
Acme Oil Burner Co., Cedar Rapids, Iowa 
Acme Tool & Gauge Co., Providence 4, R, I. 
Alan Distributors, Inc., Worcester, Mass. 
Allied Federal Industries, Newark, N. J. 
American Lava Corp., Chattanooga 5, Tenn. 
Aire Director Mfg. Co., Seattle 9, Wash. 
Airflame, Inc., Waukegan, III. 
Airtemp Div., Dayton 1, Ohio 
Aldrich Co., Wyoming, II. 
Allied Eng. Co., Allston, Mass. 
American Crop Drying Eqpt. Co., Crystal 
Lake, Ill. 
American Furnace Co., St. Louis 10, Mo. 
American Mohawk Co., Inc., New York 14, 
N.Y 
American Oil Burners & Htg. Utilities, 
Brooklyn 20, N. Y. 
American Oil Co., Baltimore, Md. 
American Rad, & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 
Anchor Div., New Albany, Ind. 
Anchor Stove & Range Co., New Albany, 
Ind. 
Armstrong Furnace Co., Columbus 8, Ohio 
Arrow Petroleum Co., Chicago, Ill. 
Aston Products, Inc., Hazel Park, Mich. 
Atlas Mfg. Corp., Brooklyn, N. Y. 
Auburn Burner Co., Auburn, Ind. 
Auto-Heat Corp., Middletown, Conn. 
Automatic Burner Corp., Chicago 12, IIl. 
Automatic Firing Corp., St. Louis, Mo. 
Avery Farm Mach’ny Co., Peoria, IIl. 
Bard Mfg. Co., Bryan, Ohio 
Barclay, Inc., Robert, Chicago 7, Ill. 
Bascom Co., Inc., Geo. R., Dorchester 22, 
Mass. 
Beck Eng, Combustibles Ko., St. Louis 6, 
Mo. 
Beckett Corp., R. W., Elyria, Ohio 
Berkley Mfg. Co., Philadelphia, Pa. 
Bethlehem Fdry. & Machine Co., Bethle- 
hem, Pa. 
we Oil Burner Co., Marshalltown, 
Oowa 
Blue Hill Oil Burner Mfg. Co., Inc., Roslin- 
dale, Mass. 
Branford Tank & Heating Prods, Inc., Shel- 
ton, Conn, 
Braun Bros. Oil Co., Winnetka, III. 
Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 
Bryan Steam Corp., Peru, Ind. 
Bryant Air Conditioning Corp., Peru, Ind. 
Bryant Heater Div., Cleveland 10, Ohio 
Burear Mfg. Co., Stamford, Conn. 
Burn-Rite Products Co., Yonkers 2, N. Y. 
Caloroil Burner Corp., Hartford, Conn. 
Campbell Machine Co., Minneapolis, Minn. 
Capson Co., Brooklyn, N. Y. 
Carlin Co., Wethersfield, Conn. 
Carlton Oil Burner Co., Hartford 3, Conn. 
Cary Mfg. Co., Waupaca, Wisc. 
tury Eng, Corp., Cedar Rapids, Iowa 
certified Furnace Co., St. Paul 4, Minn. 
Chalmers Oil Burner Co., Minneapolis, 
Minn, 
Chandler Co., Cedar Rapids, Iowa 
-itles Service Oil Co. (Pa.), New York, N. Y. 
oe Burners Corp., Pompton Lakes, 


Coleman Co., Ine., Wichita, Kan. 
Columbia Boiler Co., Pottstown, Pa. 
combustioneer Div., Springfield, Ohio 
— Eng. Works, Mendota, III. 
~oncord Oil Corp., Lawrence, N. Y. 
Onnecticut Refining Co., W. Haven, Conn. 
Onn. State Furnace Co., Inc., Bridgeport, 
Conn, 
connelley Co., St. Louis 3, Mo. 
med Industries, Inc., Lafayette, 


Cane Co., Chicago 40, Ill. 
C own Petroleum Corp., Hartford, Conn. 


“urtis Refrigerating Machine Div., St. 
uls, Mo, 





BUYER'S GUIDE & INDUSTRY DIRECTORY 


Cuthrell Machine Works, Norfolk 6, Va. 


‘David’? Automatic Oil Burners, Camden, 
N. J. 

Davis Eng. Co., Yonkers, N. Y. 

Delco Appliance Div., Rochester, N. Y. 

D’Elia Oil Burner Co., Bridgeport 8, Conn, 

Delta Heating Corp., Trenton 8, N. J. 

Des Moines Furnace & Stove Repair Co., 
Des Moines 5, Iowa 

De Soto Oil Burner Corp., York, Pa. 

Dewey-Shepard Boiler Co., Indianapolis, 
Ind. 

Diamond Instrument Co., Wakefield, Mass. 

Diamond Iron Works, Inc., Minneapolis 11, 
Minn. 

Diesel Burners Mfg. Co., Moosup, Conn. 

Diesel Oil Burner Corp. of N. Y., Jamaica 5, 
N; ¥. 

Domestic Mfg. Co., Seattle, Wash. 

Dornback Furnace & Fdry. Co., Cleveland 
8, Ohio 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Drexel Mfg. Co., Philadelphia, Pa. 

Duff, David & Son, New Bedford, Mass. 


East Coast Co., Boston 9, Mass. 

Eastern Boiler Co., Hartford, Conn. 

Eastern Tool Co. of Springfield, Mass. 

Eckhart Mfg. Co., Inc., Union, N. J. 

Eddy Stoker Corp., Chicago, IIl. 

Eds-Wil Burner Corp., Chicago, Ill. 

Electric Furnace-Man, Inc., Emmaus, Pa. 

Electro-Watt, Inc., Seattle 1, Wash. 

Electro-Watt Industries, Inc., Salem, Ore. 

Electrol Burner Mfg. Co., Inc., Rutherford, 
N. d. 

Engineer Co., The, New York 6, N. Y. 

Enterprise Engine & Machinery Co., San 
Francisco 10, Calif: 

Esso Standard Oil Co., New York 19, N. Y. 

Ewbank Co., Matamoras, Pa. 

Ex Cel Co., Dowagiac, Mich, 

Excelsior Steel Furnace Co., Chicago, IIl. 


Fairchester Oil Co., Inc., Port Chester, N. Y. 

Fairfield Oil Heating Co., Inc., Greenwich, 
Conn. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Fargo Fdry. Co., Inc., Fargo, N. D. 

Farquhar Furnace Co., Wilmington, Ohio 

Faultless Oil Burner Co., St. Albans, L. I., 

Federal Boiler Co., Inc., Midland Park, 

J 


N,. J. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 

Fitzgibbons Boiler Co., Inc., New York 17, 
N.Y. 

Flame-Master Co., Chicago, Ill. 

Floral City Heater Co., Monroe, Mich. 

Fluid Heat Div., Baltimore 24, Md. 

Front Rank Mfg. Co., St. Louis 4, Mo, 


General Automatic Prods, Corp., Baltimore 
13, Md. 

General Machine Co., Inc., Emmaus, Pa. 

General Oil Heating Corp., W. New York, 
N. J. 

General Utilities Corp., Philadelphia 21, Pa. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Gillen Co., J. L., Detroit 39, Mich. 

Glo-Heat Co., Philadelphia 40, Pa. 

Gold Star Oil Burner Mfg. Co., Inc., Yon- 
kers 2, N. Y. 

Golden Flame Mfg. Co., Camden 3, N. J. 

Goodrich Oil Burner Mfg. Co., Camden 3, 
N. J. 

Gould Oil Burner Co., Boston 20, Mass. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Greene Mfg. Co., A., Philadelphia, Pa. 

Greene & Hodgson, Inc., Providence 5, R. I. 

Greenwood Eng. Co., Baltimore 30, Md. 


Hall-Neal Furnace Co., Indianapolis, Ind. 

Hart Heat Div., Peoria, Ill. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oilburner Corp., Cambridge, 
Mass. 

Heatcraft Co., Louisville 2, Ky. 

Heating Specialties, Baltimore, Md. 

Heet-Master Prod. Co., Baltimore 18, Md. 

Heil Co., The, Milwaukee 1, Wisc. 

Henry Furnace Co., Medina, Ohio 

Herco Oil Burner Corp., Lancaster, Pa. 

Hershey -Motorstokor, Inc., Manheim, Pa. 

Hershner Mfg. Co., York, Pa. 

Holland Furnace Co., Holland, Mich. 








HomEase Prods. Div., Inc., Paterson, N. J. 
Howell Eng. Corp., Oregon, Ill. 

Hubbard Co., Minneapolis, Minn. 

Hy-Lo Burner Co., Inc., Eddington, Pa. 
Hyle Oil Burner Co., Catonsville, Md. 


Illinois Iron & Bolt Co., Chicago, Ill. — 

Ingersoll Conditioned Air Div., Kalamazoo, 
Mich. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 


Jackson & Church Co., Saginaw, Mich. 
Jenkins Eng. Co., Seattle 1, Wash. 
Jettronaire, Inc., Pittsburgh 10, Pa. 
Johnson Co., S, T., Oakland, Calif. 


Kalamazoo Furnace & Appliance Mfg. Co., 
Kalamazoo, Mich. 

Keil’s, Wilmington, Del. 

Keith Furnace Co., Des Moines, Iowa 

Kinsley Burner & Machine Co., Providence, 
}; es 

Kleen Heet, Inc., Chicago 12, IIl. 

Kol-Master Corp., Oregon, Il. 

Ko-Z-Aire Prods., Inc., Red Oak, Iowa 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Kresno-Stamm Mfg. Co., Palisades Park, 
N.. J. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

Lamson Oil Corp., Providence 5, R. I. 

La Salle Oil Burner Co., Inc., Seattle 3, 
Wash. 

Lennox Furnace Co., Marshalltown, Iowa 

Lincoln Furnace Co., Ine., Hawthorne, 
i. ae F 

Lynn Prods. Co., Lynn, Mass. 


MacLeod Co., Cincinnati 22, Ohio 

McPherson Furnace Co., Marshalltown, Ia. 

Madsen Service, Minneapolis, Minn. 

Majestic Co., Inc., Huntington, Ind. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Malleable Iron Fittings Co., Branford, 
Conn. 

Manville Boiler Co., Inc., Hackettstown, 
N. J. 

Mar-Coil Heater Co., Union City, N. J. 

Marietta Metal Prods. Corp., Marietta, Pa. 

Marnis Oil Co., Inc., New York 51, N. Y. 

Master Automatic Oil Burner Co., Kansas 
City 3, Kan. 

May Oil Burner Corp., Baltimore 30, Md. 

Mayflower Air-Conditioners, Inc., St. Paul 
6, Minn. 

McPherson Furnace & Eqpt. Co., Seattle, 
Wash. 

Mechanical Prods. Co., Seattle 4, Wash. 

Merit Oil Heating Corp., Mt. Vernon, N, Y. 

Messer Co., Inc., The, Newark 7, N. J. 

Metalmaster Corp., Newark, N. J. 

Metro Oil Burner Mfg. Co., Inc., Easthamp- 
ton, Mass. 

Metromatic Oil Burner Co., Everett, Mass. 

Meyer Furnace Co., Peoria 2, Ill. 

Middleton & Meads Co., Inc., Baltimore 2, 
Md. 

Modern Heat, Inc., Philadelphia 4, Pa. 

Montag, Inc., Portland 17, Ore. 

Morrison Steel Prods. Inc., Buffalo 7, N. Y. 

Mt. Hawley Mfg. Co., Peoria 4, Ill. 

Mueller Climatrol, Milwaukee 15, Wisc. 


National Airoil Burner Co., Inc., Philadel- 
phia 34, Pa. 

National Home Egqpt. Co., New York 7, 
N.Y. 

National Oil Corp., Richmond, Va. 

National Rad. Co., Johnstown, Pa. 

Niagara Furnace Div., Cleveland 13, Ohio 

Noble Fuel Oil Burner Co., Chicago 22, IIL 

Nola Oil Burner Co., New Orleans 5, La. 

North American Mfg. Co., Cleveland 2, Ohio 

Northern New Jersey Oil Co., Newark, N. J. 

Norwalk Air Conditioning Corp., The, So. 
Norwalk, Conn. 

Northwest Fdry. & Furnace Co., Portland 
2, Ore. 

Nu-Way Corp., The, Rock Island, IIl. 


O’Halloran Industries, Detroit 4, Mich. 

Oil-Elec-Tric Co., St. Paul 4, Minn. 

Oil Eqpt. Laboratories, Inc., Elizabeth, 
N. J. 

Oil Gas Generator Burner, Inc., New Castle, 


a. 
Oil Heating Economy Corp., East Boston, 
Mass. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 
Olson & Co., Arthur A., Canfield, Ohio 
Pacific Automatic Htg. Co., Seattle, Wash. 
Paragon Oil Burner Corp., Mineola, N. Y. 
Park Oil Burner, Atlantic City, N. J. 


. .. « Oilburners, Domestic 


Pate Co., The, Darby, Pa. 

Patten Co., J. V., Sycamore, IIl. 

Peerless Fur. & Fdry., Inc., Indianapolis, 
Ind. 

Peerless Heater Div., Boyertown, Pa. 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Perfection Industries, Cleveland 4, O. 

Petro, Cleveland 11, Ohio 

Pilgrim Oil Burner Co., Hartford, Conn. 

Portmar Boiler Co., Inc., Brooklyn 15, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23; Ni YY. 

Premier Furnace Co., Dowagiac, Mich. 

Quiet Automatic Burner Corp., Newark 4, 
MN. J, 

Quiet Heet Mfg. Corp., Newark 5, N. J. 

Rackliffe Oil Co., New Britain, Conn. 

Radiant-Aire Corp., Michigan City, Ind. 

Radiant Utilities Corp., Brooklyn 14, N. - e 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rayfield-Staffco Burner Co., Chicago 8, Ill. 

Red Wing Oil Burner Co., Medford, Mass. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Remco, Inc., Baltimore, Md. 

Robot Auto-Heat Corp., The, Middletown, 
Conn. 

Ronci Machine Co., Centredale 11, R. I. 

Rossoe Mfg. Co., Inc., Seattle, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Russo Inc., Thomas D., Boston 31, Mass. 

S-Del Co., The, Berwyn, Pa. 

S. K. Co., Ine., The, Camden, N. J. 

Sandberg Mfg. Co., Portland 10, Ore. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Schwab Safe Co., Lafayette, Ind. 

Scott-Newcomb, Inc., St. Louis 19, Mo. 

Selectrol Eng. Co., Brooklyn 23, N. Y. 

Siemon Mfg. Co., Kansas City 8, Mo. 

Sigwald Eng. Co., Minneapolis, Minn. 

Silent Automatic Prods., Jackson, Mich. 

Silent Flame Mfg. Co., Inc., New York 72, 
i i A 

Silent Glow Oil Corp., Hartford 6, Conn. 

Simplex Oil Heating Corp., Philadelphia 
11, Pa. 

Sinclair Refining Co., New York, N, Y. 

Smith Corp., A. O., Milwaukee 1, Wis. 

Sorenson-Vana Corp., Omaha, Nebr. 

Souther Iron Co., St. Louis 20, Mo. 

Southern Heater Co., Compton, Calif. 

Steel Prods., Inc., West Haven, Conn. 

Stewart Oil Burner Co., Hanover, Pa. 

Stutzman Oil Burner Co., Clifton Heights, 
Pa. 

Sunbeam Air Conditioner Div., Elyria, O. 

Sunbeam Oil Burner Mfg. Corp., Bronx, 
i 

Sundstrand Eng. Co., Rockford, III. 

Sunland Refining Corp., Fresno, Calif. 

Sun-Ray Burner Mfg. Corp., Jamaica, N. Y. 

Super Oil Heater Co., Hartford, Conn. 

Swirling Oil Burner Mfg. Corp., Long Is- 
land City 6, N. Y. 

Synchronous Flame, Inc., Walworth, Wisc. 

Syncromatic Corp., Watertown, Wisc. 

Thatcher Furnace Co., Garwood, N. J. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Thermal Research Prods. Co., Sparks, Md. 

Thermo-Prods., Inc., No. Judson, Ind. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Tjernlund Mfg. Co., St. Paul 8, Minn. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Toridheet Div., Cleveland 2, Ohio 

Trenton Htg. Mfg. Co., Trenton, Mich, 

Tru-Heet Co., Trenton, N. J. 

Tubing Appliance Co., Inc., Los Angeles 
45, Calif. 

Tur-Bin Corp., Baltimore 2, Md. 

Twin Control Burner Mfg. Co., New York 
Sr, hy, X. 

U. S. Burner Div., Wethersfield, Conn. 

U. S. Machine Div, Lebanon, Ind, 

U. S Petroleum Co., Clifton, N. J. 

U. S. Rad. Corp., Detroit 26, Mich. 

Viking Oil Co., Milwaukee, Wisc. 

Volcano Burner Corp., New York 61, N. Y. 

Waltham Oil Burner Co., E. Boston, Mass. 

Waterfilm Boilers, Inc., Jersey City, N. J. 

Waterman-Waterbury Co., Minneapolis, 
Minn. 

Wayne Home Eqpt. Co., Inc., Ft. Wayne 4, 
Ind. 

Weatherall Eng. Inc., Providence, R. I. 

Westchester Home Egpt. Co., Bronx, N. Y. 

West Coast Quiet Heet, Inc., Portland, Ore. 


10 


White Fuel Corp., So. Boston, Mass. 

Will-Burt Co., The, Orrville, Ohio 

Williams Automatic, Inc., White Plains, 
N, 2. 

Williams Div., Bloomington, II]. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

Winston Co., Inc., Newark, N. J. 

Winston Co. of Mass., Boston 18, Mass. 

Wisconsin Ojl Burner Co., Madison 5, Wisc. 

York-Shipley, Inc., York, Pa. 


Horizontal Rotary Cup 


Ace Eng. Co., Chicago, II. 

Caloroil Burner Corp., Hartford, Conn. 

Eds-Wil Burner Corp., Chicago, III. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Iron Fireman Mfg. Co., Cleveland, Ohio 

Johnson Co., S. T., Oakland, Calif. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn: 1ON..Y. 

Macleod Co., Cincinnati 22, Ohio 

National Oil Burner Co. of New York, Inc., 
Brooklyn 17, N. Y. 

Pacific Oil Co., Fall River, Mass. 

Petro, Cleveland, O. 

Preferred Utilities Mfg. Corp., New York 
23. N.Y. 

Rayfield-Staffco Burner Co., Chicago 8, II. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Silent Glow Oil Corp., Hartford 6, Conn. 

Simplex Oj] Htg. Corp., Philadelphia 11, Pa. 

Todd Shipyards Corp., Elmhurst, N. Y. 

York-Shipley, Inc., York, Pa. 


Low Pressure, Gun 


Airflame, Inc., Waukegan, III. 

Allied Federal Industries, Newark, N. J. 

Armstrong Furnace Co., Columbus, O. 

Automatic Burner Corp., Chicago, Il. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Combustioneer Div., Springfield, O. 

Curtis Refrig. Machine Div., St. Louis 20, 
Mo. 

Delta Htg. Corp., Trenton 8, N. J. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Engineer Co., The, New York 6, N. Y. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Farquhar Furnace Co., The, Wilmington, O. 

Flame-Master Co., Inc., Chicago 18, Il. 

Gold Star Oil Burner Mfg. Co., Inc., Yon- 
kers, N. Y. 

Hart Heat Div., Peoria 2, Ill. 

Heil Co., The, Milwaukee, Wisc. 

Herco Oil Burner Corp., Lancaster, Pa. 

Hy-Lo Burner Co., Eddington, Pa. 

Illinois Iron & Bolt Co., Chicago, Il. 

Kalamazoo Furnace & Appliance Mfg. Co., 
Kalamazoo, Mich. 

Majestic Co., Inc., The, Huntington, Ind. 

Manville Boiler Co., Hackettstown, N. J. 

Mechanical Products Mfg. Co., Seattle 4, 
Wash. 

O'Halloran Industries, Detroit 4, Mich. 

Park Oil Burner Mfg., Atlantic City, N. J. 

Quiet Heet Mfg. Corp., Newark, N. J. 

Rayfield-Staffco Burner Co., Chicago 8, Ill. 

Red Wing Oil Burner Co., Medford, Mass. 

Rossoe Mfg. Co., Seattle, Wash. 

Sandberg Mfg. Co., Portland 10, Ore. 

Scott-Newcomb, Inc., St. Louis 19, Mo. 

Smith Corp., A. O., Milwaukee, Wisc. 

Stutzman Oil Burner Co., Clifton Heights, 
Pa. 

U. S. Machine Div., Lebanon, Ind. 

Wayne Home Egqpt. Co., Fort Wayne, Ind. 

Weatherall Eng., Inc., Providence, R,. I. 

Williams Div., Bloomington, Ill. 

York-Shipley, Inc., York, Pa. 


Pot, Vaporizing 


Allen Mfg. Co., Nashville 1, Tenn. 
American Furnace Co., St. Louis 10, Mo. 
Barridon Oil Burner Corp., Hartford, Conn. 
Beyer Oil Burner Co., Rosamond, Calif. 
Boston Machine Works Co., Lynn, Mass. 


Brandenburg Industries, Inc., Baltimore 9, 
Md. 


Breese Burners, Inc., Santa Fe, N. M. 











Brown Oil Burning Egpt. Co., Cambridge 
39, Mass. 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Corp., Cedar Rapids, Iowa 

Chandler Co., Cedar Rapids, Iowa 

Crane Co., Chicago 5, Ill. 

Delco Appliance Div., Rochester, N. yY. 

Delta Htg. Corp., Trenton 8, N. J. 

Domestic Mfg. Co., Seattle, Wash. 

Dornback Furnace & Fdry. Co., Cleveland 
8, Ohio 

Duo-Therm Div., Lansing 3, Mich. 

Faultless Oil Burner Co., St. Albans, L. I., 
1 is 

Hall-Neal Furnace Co., Indianapolis. Ind, 

Holland Furnace Co., Holland, Mich. 

Ingersoll Conditioned Air Div., Kalamazoo, 
Mich. 

Iron Fireman Mfg. Co., Cleveland 11. Ohio 

Kleer Kleen Mfg. Co., Hayward, Calif. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Ind. 

Little Burner Co., Inc., San Rafael, Calif, 

Lonergan Mfg. Co., Albion, Mich. 

Mason Machine Co., Inc., York, Pa. 

Meyer Furnace Co., Peoria 2, III. 

Michigan Burner Co., Detroit 28, Mich. 

Miller Co., The, Meriden, Conn. 

Northwest Metal Mfg. Co., Mitchell, S. D. 

Northwest Metal Prods. Inc., Seattle 4, 
Wash. 

Oran Co., Columbus, Ohio 

Prentiss Wabers Prods. Co., Brockton, 
Mass. 

Quaker Mfg. Co., Chicago 10, Ill. 

Quincy Stove Mfg. Co., Quincy, III. 

Reliance Prods. Corp., Portland 14, Ore. 

Safety Prods. Co., Brockton, Mass. 

Sam-Bee Oi! Burner Co., Centralia, Ill. 

Siegler Enamel Range Co., Centralia, Ill. 

Silent Sioux Corp., Orange City, Iowa 

Smith’s Htg., Inc., Kinston, N. C, 

Standard Utilities Corp., Newark 5, N. J. 

Sunland Refining Corp., Fresno, Calif 

Super Oil Heater Co., Hartford, Conn. 

Sure Heat Stove Co., Plano, Texas 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Trenton Htg. Mfg. Co., Trenton, Mich. 


Shell, Vaporizing 


Alasco Burner Co., Inc. 
Mass. 

Anchor Div., New Albany, Ind. 

Auburn Burner Co., Auburn, Ind. 

Automatic Burner Corp., Chicago 12, Ill. 

Barridon Oil Burner Corp., Hartford, Conn. 

Bland Burner Co., Hartford, Conn. 

Caloroil Burner Corp., Hartford, Conn. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Florence Stove Co., Gardner, Mass. 

Gem Giant Oi] Burner Co., Inc., Westmore 
land, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hillier’s Oil Htg. Co., Lodi, Wisc. 

Jackson & Church Co., Saginaw, Mich. 

Kinsley Burner & Machine Co., Providence, 
ty. Ws 

Kresno-Stamm Mfg. Co., Palisades Park, 
N. J. 

Lynn Prods. Co., Lynn, Mass. 

Metro Oil Burner Mfg. Co., Inc., East 
hampton, Mass. 

O’ Halloran Industries, Detroit 4, Mich. 

Pacific Oil Co., Fall River, Mass. 

Pilgrim Oil Burner Co., Hartford, Conn. 

Red Wing Oil Burner Co., Inc., Medford, 
Mass. 

Safety Blue Flame Oil Burner Mfg. Co. 
Brockton, Mass. 

Silent Glow Oil Corp., Hartford 6, Conn. 

Smith's Heating, Inc., Kinston, N. C. 

Super Oil Heater Co., Hartford, Conn. 

Victor Oil Burner Mfg. Co., Hartford, Conn. 

Winston Co., Inc., Newark, N, J. 


Wincehendon, 


’ 


Wall—Flame Vertical Rotary 


Crown Petroleum Corp., Hartford, Conn. 

Fluid Heat Div., Baltimore 24, Md. 

O'Halloran Industries, Detroit 4, Mich. 

Pacific Oil Co., Fall River, Mass. 

Safety Prods. Co., Brockton, Mass. 

Timken Silent Automatic Div., JacksoM, 
Mich. 

Toridheet Div., Cleveland 2, Ohio 

Viking Oil Co., Milwaukee, Wisc. 
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Oilburners, Commercial 


Atomizing Vertical Rotary 


Hayward Oil Burner Corp., Cambridge, 
Mass, 


Combination Oil-Gas Burners 


Ace Eng. Co., Chicago, Ill. 

Anchor Div., New Albany, Ind. 
Cleaver-Brooks Co., Milwaukee 12, Wisc. 
Columbus Combustion Co., Columbus, O. 
Dewey-Shepard Boiler Co., Indianapolis, 


Ind. 
Eclipse Fuel Equipment Co., Rockford, III. 
Enterprise Eng. & Machinery Co., San 
Francisco, Calif. 
Hauck Mfg. Co., Brooklyn, N. Y. 
Iron Fireman Mfg. Co., Cleveland, O. 
Johnson Co., S. T., Oakland, Calif. 
Johnston Bros., Inc., Ferrysburg, Mich. 
Mettler Co., Inc., The, Los Angeles 63, Calif. 
North American Mfg. Co., Cleveland, O. 
Northern Fuel Control, Minneapolis, Minn. 
Orr & Sembower, Inc., Reading, Pa. 
Petro, Cleveland, O. 
Preferred Utilities Mfg. Corp., New York 
28. es 
Ray Oil Burner Co., San Francisco, Calif. 
Reif-Rexoil, Inc., Buffalo 3, N. Y. 
Siemon Mfg. Co., Grandview, Mo. 
Simplex Oil Heating Corp., Philadelphia, 
Pa. 
Synchronous Flame, Inc., Walworth, Wisc. 
Todd Shipyards Corp., Elmhurst, N. Y. 
Vapofier Corp., Chicago 4, IIl. 
Williams Bros. & Miller, Inc., East Chicago, 
Ind. 
Wisconsin Oil Burner Co., Madison, Wisc. 
York-Shipley, Inc., York, Pa. 


High Pressure, Gua 


Acme Oil Burner Co., Inc., Cedar Rapids, 
Iowa 

Adelsman Boiler Co., Fengus Falls, Minn. 

Airflame, Inc., Waukegan, Ill. 

Aldrich Co., Wyoming, Il. 

Allied Eng. Co., Allston 34, Mass. 

Allied Federal Industries, Newark, N. J. 

American Mohawk Co., Inc., New York 14, 
N.Y. 

Anchor Div., New Albany, Ind. 

Anthony Co., Long Island City 1, N. Y. 

Armstrong Furnace Co., Columbus 12, O. 

Aston Prods. Inc., Hazel Park, Mich. 

Atlas Mfg. Corp., Brooklyn, N. Y. 

Auburn Burner Co., Auburn, Ind. 

Automatic Burner Corp., Chicago 12, Il. 

Beck Eng. Combustibles Ko., St. Louis 6, 
Mo. 

Beckett Corp., R. W., Elyria, Ohio 

Bethlehem Fdry. & Machine Co., Bethle- 
hem, Pa. 

Bettendorf Oil Burner Co., Marshalltown, 
Iowa. 

Blue Hill Oil Burner Mfg. Co., Inc., Roslin- 
dale, Mass. 

Branford Tank & Heating Prods., Inc., 
Shelton, Conn. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 


Carlin Co., Wethersfield, Conn. 

Century Eng. Corp., Cedar Rapids, Iowa 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Chandler Co., Cedar Rapids, Iowa 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Columbia Boiler Co., Pottstown, Pa. 

Connelley Co., St. Louis 3, Mo. 

Crane Co., Chicago 40, III. 

Delco Appliance Div., Rochester, N. Y. 

Delta Htg. Corp., Trenton 8, N. J. 

Dewey-Shepard Boiler Co., Indianapolis, 
nd. 

Diamond Iron Works, Inc., Minneapolis 11, 
Minn. 

7" Burner Corp. of N. Y., Jamaica 5, 


Eckhart Mfg. Co., Inc., Union, N. J. 
Eclipse Fuel Eng. Co., Rockford, III. 
Electric Furnace-Man, Inc., Emmaus, Pa. 
— Burner Mfg. Co., Inc., Rutherford, 


Enico Prods., Detroit 35, Mich. 
Ex Cel Co., Dowagiac, Mich. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Fairfield Oil Htg. Co., Inc., Greenwich, 
Conn. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 

Fitzgibbons Boiler Co., Inc., New York, 
N. Y. 

Flame-Master Co., Inc., Chicago 18, IIl. 

Fluid Heat Div., Baltimore 24, Md. 

Fuel Savers, Inc., Harrisburg, Pa. 


Gem Fuel Oil Burners, Frankfort, Ky. 

General Automatic Prods. Corp., Baltimore, 
Md. 

General Machine Co., Inc., Emmaus, Pa. 

General Oil Htg. Corp., W. New York, N. J. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Granberg Corp., Oakland, Calif. 

Greene & Hodgson, Inc., Providence 5, R. I. 

Greenwood Eng. Co., Inc., Baltimore 30, 
Md. 


Hall-Neal Furnace Co., Indianapolis, Ind. 

Hammel Oil Burning Eqpt. Co., Providence, 
Re. 3. 

Hart Heat Div., Peoria, Ill. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hayward Oil Burner Corp., Cambridge 38, 
Mass. 

Heet-Master Prod. Co., Baltimore 18, Md. 

Henry Furnace Co., Medina, Ohio 

Herco Oil Burner Corp., Lancaster, Pa. 

Hershey Machine & Fdry Co., Manheim, Pa. 

HomEase Products Div., Inc., Paterson, 
N. J. 

Illinois Iron & Bolt Co., Carpentersville, Ill. 

Ingersoll Conditioned Air Div., Kalamazoo, 
Mich. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 


Jackson & Church Co., Saginaw, Mich. 
Johnson Co., S. T., Oakland, Calif. 


Kleen Heet, Inc., Chicago 12, Ill. 
Kol-Master Corp., Oregon, III. 

Ko-Z-Aire Prods., Inc., Red Oak, Iowa 
La Salle Oil Burner Co., Inc., Seattle, Wash. 
Laco Oil Burner Co., Inc., Griswold, Iowa 
Lennox Furnace Co., Marshalltown, Iowa 
Lynn Prods. Co., Lynn, Mass, 


Madsen Service, Minneapolis, Minn. 

Malleable Iron Fittings Co., Branford, 
Conn. 

Manville Boiler Co., Hackettstown, N. J. 

MarCoil Heater Co., Union City, N. J. 

Marietta Metal Prods, Corp., Marietta, Pa. 

McPherson Furnace & Eqpt. Co., Seattle, 
Wash. 

Messer Co., Inc., The, Newark 7, N. J. 

Mettler Co., Inc., The, Los Angeles 63, 
Calif. 

Meyer Furnace Co., Peoria 2, Ill. 

Modern Heat, Inc., Philadelphia 4, Pa. 

Montag Inc., Portland 17, Ore. 

Mt. Hawley Mfg. Co., Peoria 4, Il. 

National Airoil Burner Co., Philadelphia, 
Pa. 

North American Mfg. Co., The, Cleveland 5, 
Ohio 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

Nu-Way Corp., The, Rock Island, IIl. 

O’Halloran Industries, Detroit 4, Mich. 

Oil-Elec-Tric Co., St. Paul 4, Minn. 

Oil Eqpt. Laboratories, Inc., Elizabeth, N. J. 

Olsen Mfg. Co., C. A., Elyria, Ohio 

Paragon Oil Burner Corp., Brooklyn 22, 


Peabody Eng. Corp., New York 36, N. Y. 

Perfection Stove Co., Cleveland 4, Ohio 

Petro, Cleveland 11, Ohio 

Petrol Oil Burner Mfg. Co., Inc., Malden 48, 
Mass. 

Preferred Utilities Mfg. Corp., New York 
23, N. ¥. 

Premier Furnace Co., Dowagiac, Mich. 

Quiet Automatic Burner Corp., Newark 4, 
N. J. 

Quiet Heet Mfg. Corp., Newark 5, N. J. 

Radiant Utilties Corp., Brooklyn 14, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rayfield Co., C. L., Chicago 8, Ill. 

Red Wing Oil Burner Co., Medford, Mass. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Robot Auto-Heat Corp., Middletown, Conn, 

Rockwell Co., W.S., Fairfield, Conn. 

Ronci Machine Co., Centredale 11, R. I. 





Rossoe Mfg. Co., Seattle, Wash. 

Russo, Inc., Thomas D., Boston 31, Mass. 

S. K. Co., Ine., The, Camden, N. J. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Selectrol Eng. Co., Brooklyn, N. Y. 

Siemon Mfg. Co., Kansas City 8, Mo. 

Silent Flame Mfg. Co., Inc., New York 72, 
N. Y. 

Silent Glow Oil Corp., Hartford 6, Conn. 

Simplex Oil Heating Corp., Philadelphia, 
Pa. 

Stewart Oil Burner Co., Hanover, Pa. 

Stout & Sons, David, St. Louis 17, Mo. 

Sun-Ray Burner Mfg. Corp., Jamaica, N. Y. 

Sunbeam Air Conditioner Div., Elyria, O. 

Sundstrand Eng. Co., Rockford, Ill. 

Synchronous Flame, Inc., Walworth, Wisc. 


Thatcher Furnace Co., Garwood, N. J. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Toridheet Div., Cleveland 2, Ohio 

Tru-Heet Co., Trenton, N. J. 

Twin Control Burner Mfg. Co., New York 
Gi, N. Y. 


U. S. Burner Div., Wethersfield, Conn. 
U. S. Machine Div., Lebanon, Ind. 
U. S. Radiator Corp., Detroit, Mich. 


Viking Oil Co., Milwaukee, Wisc. 
Volcano Burner Corp., New York 61, N. Y. 


Waltham Oil Burner Co., E. Boston, Mass. 

Wayne Home Egpt. Co., Inc., Ft. Wayne 4, 
Ind. 

Weatherall Eng., Inc., Providence, R. I. 

Will-Bert Co., The, Orrville, Ohio 

Williams Div., Bloomington, III. 

Winston Co., Inc., Newark, N. J. 

Wisconsin Oil Burner Co., Madison 5, Wisc. 


York-Shipley, Inc., York, Pa. 
Zink Co., John, Tulsa, Okla. 


Horizontal Rotary Cup 


Ace Eng. Co., Chicago 8, Ill. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Enterprise Engine & Machine Co., San Fran- 
cisco 10, Calif. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 

Gilbert & Barker Mfg. Co., W. Springfield, 


Mass. 

Hasko Utilities Co., New York, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Johnson Co., S, T., Oakland, Calif. 

Johnston Bros., Inc., Ferrysburg, Mich. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

National Airoil Burner Co., Philadelphia 
34, Pa. 

National Oil Burner Co. of N. Y., Inc., 
Brooklyn, N. Y. 

Petro, Cleveland 11, Ohio 

Preferred Utilities Mfg. Corp., New York 
23, N. ¥. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rayfield-Staffco Burner Co., Chicago, III. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Superior Combustion Industries, Inc., New 
York, N. Y. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Williams Bros, and Miller, Inc., E. Chicago, 
Ill. 

York-Shipley, Inc., York, Pa. 


Low Pressure, Gun 


Airflame, Inc., Waukegan, III. 

Anthony Co., Long Island City 1, N. Y. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Combustioneer Div., Springfield, Ohio 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Johnson Co., S. T., Oakland, Calif. 

Manville Boiler Co., Hackettstown, N. J. 

North American Mfg. Co., The, Cleveland, 
Ohio 

Northern Fuel Control, Minneapolis, Minn 

Orr & Sembower, Inc., Reading, Pa. 

Peabody Eng. Corp., New York 36, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y. 

Radiant Utilities Corp., Brooklyn, N. Y. 

Rayfield-Staffco Burner Co., Chicago, III. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Rockwell Co., W. S., Fairfield, Conn. 





.... Oilburners, Residual 


Simplex Oil Htg. Corp., Philadelphia 11, 
Pa. 

Todd Shipyards Corp., Elmhurst, N. Y. 

U. S. Machine Div., Lebanon, Ind. 

Weatherall Eng. Inc., Providence, R. I. 

Williams Div., Bloomington, Il. 

York-Shipley, Inc., York, Pa. 


Oilburners, Residual 


Combination Oil—Gasburners 


Ace Eng. Co., Chicago 8, Il. 

Cleaver-Brooks Co., Milwaukee, Wisc. 

Columbus Combustion Co., Columbus, O. 

Eclipse Fuel Eng. Co., Rockford 4, II. 

Enterprise Eng. & Mach. Co., San Fran- 
cisco, Calif. 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Iron Fireman Mfg. Co., Cleveland, Ohio 

Johnson Co., S. T., Oakland, Calif. 

Johnston Bros., Inc., Ferrysburg, Mich. 

Lund, Inc., Ernest, Little Falls, N. J. 

National Airoil Burner Corp., Philadelphia, 
Pa. 

North American Mfg. Co., The, Cleveland, 
Ohio 

Northern Fuel Control, Minneapolis, Minn. 

Orr & Sembower, Inc., Reading, Pa. 

Petro, Cleveland, O. 

Preferred Utilities Mfg. Corp., New York, 
1 fae 6 

Ray Oil Burner Co., San Francisco, Calif. 

Rayfield-Staffco Burner Co., Chicago 8, Ill. 

Simplex Oil Heating Corp., Philadelphia, 
Pa. 

Todd Shipyards Corp., Elmhurst, N, Y. 

Williams Bros. and Miller, Inc., East Chi- 
cago, Ill. 

York-Shipley, Inc., York, Pa. 


Horizontal Rotary Cup, Air-Driven 


Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Johnston Bros., Inc., Ferrysburg, Mich. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

National Airoil Burner Co., Inc., Philadel- 
phia 34, Pa. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Todd Shipyards Corp., Elmhurst, N. Y. 


Horizontal Rotary Cup, Motor-Driven 


Ace Eng. Co., Chicago 8, Ill. 

Best Combustion Eqpt. Co., Inc., 
Carlstadt, N. J. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Eds-Wil Burner Corp., Chicago, II]. 

Enterprise Engine & Machine Co., San 
Francisco 10, Calif. 

Esso Standard Oil Co., New York 19, N. Y. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Federal Oil Burner Co., Inc., Philadelphia 
4, Pa. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Hasko Utilities Co., New York, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Johnson Co., S. T., Oakland, Calif. 

Johnston Bros., Inc., Ferrysburg, Mich. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

National Airoil Burner Co., Inc., Philadel- 
phia 34, Pa. 

National Oil Burner Co, of N. Y., Inc., 
Brooklyn, N. Y. 

Petro, Cleveland 11, Ohio 

Preferred Utilities Mfg. Corp., New York 
23. N.Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rayfield-Staffco Burner Co., Chicago 8, Ill. 

Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Silver Heat Oil Burner Co.; W. Philadel- 
phia 43, Pa. 

Steel Prods., Inc., W. Haven, Conn. 

Superior Combustion Industries, Inc., New 
York, N. Y. 

Thatcher Furnace Co., Garwood, N. J. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Waterfilm Boilers, Inc., Jersey City, N. J. 

Westchester Home Egpt. Co., Inc., New 
Tork, N.Y. 


W.N,, 


12 


Williams Bros. & Miller, Inc., E. Chicago, 
Ind. 
York-Shipley, Inc., York, Pa. 


Horizontal Rotary Cup, Steam-Driven 


Best Combustion Eqpt, Co., Inc., W. N., 
Carlstadt, N. J. 

Enterprise Eng. & Machine Co., San Fran- 
cisco, Calif. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

National Airoil Burner Co., Inc., Philadel- 
phia 34, Pa. 

Ray Oil Burner Co., San Francisco 12, Calif. 


Steam or Air Atomizing 


Anthony Co., Long Island City 1, N. Y. 

Best Combustion Eqpt. Co., Inc., W. N., 
Carlstadt, N. J. 

Billow Corp., Chicago 6, Ill. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Coppus Eng. Corp., Worcester 2, Mass. 

Eclipse Fuel Eng. Co., Rockford, III. 

Engineer Co., The, New York 3, N. Y. 

Faber Eng. Co., Inc., Philadelphia, Pa. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Federal Oil Burner Co., Inc., Philadelphia 4, 
Pa. 

37em Industrial Oil Burners, Frankfort, Ky. 

Hammel Oil Burning Epgqt. Co., Providence, 
i. a> 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Johnson Co., S. T., Oakland, Calif. 

Lammert & Mann Co., Chicago 12, Il. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Lientz & Co., B. P., Kansas City 42, Mo. 

Maxon Premix Burner Co., Muncie, Ind. 

Mettler Co., Inc., The, Los Angeles 63, 
Calif. 

National Airoil Burner Co., Inc., Philadel- 
phia 34, Pa. 

North American Mfg. Co., The, Cleveland 
5, Ohio 

Orr & Sembower, Inc., Reading, Pa. 

Peabody Eng. Corp., New York 36, N. Y. 

Renneburg & Sons Co., Edw., Baltimore 
24, Md. 

Rockwell Co., W. S., Fairfield, Conn. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Stout & Sons, David, St. Louis 17, Mo. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Webster Eng. Co., Tulsa, Okla. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Woolley Co., E. L., Pawtucket, R. I. 

Zink Co., John, Tulsa, Okla. 


Vaporizing {Gas Generator) 
Vapofier Corp., Chicago 43, Ill. 


Ranges, Oilfired 


Commercial, Mechanical Oilburners 


Malleable Steel Range Mfg. Corp., South 
Bend 21, Ind. 

Preferred Utilities Mfg. Corp., New York 
23, N.Y, 

Ray Oil Burner Co., San Francisco 12, Calif. 

Washington Stove Works, Everett, Wash. 


Commercial Pot Burner 


Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Malleable Steel Range Mfg. Corp., South 
Bend 21, Ind. 

Viking Mfg. Corp., Cleveland, Ohio 

Washington Stove Works, Everett, Wash. 


Domestic, Mechanical Oilburner 


Knox Stove Works, Inc., Knoxville, Tenn. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Monarch ‘Range Co., Beaver Dam, Wisc. 

Preferred Utilities Mfg. Corp., New York 
2s. N.Y. 





Ray Oil Burner Co., San Francisco 12, Calif, 

Staffeco Eng. Co., Chicago 38, IIl. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Washington Stove Works, Everett, Wash. 


Domestic, Pot Burner 


Barridon Oil Burner Corp., Hartford, Conn. 

Knox Stove Works, Inc., Knoxville, Tenn, 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Monarch Range Co., Beaver Dam, Wisc. 

Montag Inc., Portland 17, Ore. 

Northwest Mfg. Co., Mitchell, S. D. 

Siegler Enamel Range Co., Centralia, Ill. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Washington Stove Works, Everett, Wash. 


Domestic, Shell Burner 


Barridon Oil Burner Corp., Hartford, Conn. 

Dortch Stove Works, Inc., The, Franklin, 
Tenn. 

Florence Stove Co., Gardner, Mass. 

Magic Chef, Inc., St. Louis 10, Mo. 


Space Heaters, Oilfired 


Circulating, Pot Burner, Forced 
Circulation 


Allen Mfg. Co., Nashville 1, Tenn, 

American Gas Machine Co., Albert Lea, 
Minn. 

Barridon Oil Burner Corp., Hartford, Conn. 

Coleman Co., Inc., Wichita, Kans, 

Columbus Combustion Co., Inc., Colum- 
bus, O. 

Delta Htg. Corp., Trenton 8, N. J. 

Duo-Therm Div., Lansing 3, Mich. 

Florence Stove Co., Gardner, Mass. 

Gray & Dudley Co., Nashville, Tenn. 

Htg. Eqpt. Mfg. Co., San Francisco, Calif. 

International Oil Burner Co., St. Louis 10, 
Mo. 

Knox Stove Works, Inc., Knoxville, Tenn. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Lonergan Mfg. Div., Albion, Mich. 

Makomb Steel Prods. Co., Div., Macomb, 
ili. 

Monarch Range Co., Beaver Dam, Wisc. 

Motor Wheel Corp., Lansing 3, Mich. 

Perfection Industries, Cleveland 4, O. 

Preway, Inc., Wisconsin Rapids, Wisc. 

Queen Stove Works, Inc., Albert Lea, Minn. 

Quincy Stove Mfg. Co., The, Quincy, Il. 

Siegler Corp., The, Centralia, Ill. 

Silent Sioux Corp., Orange City, Iowa 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

United Stove Co., Ypsilanti, Mich. 

Viking Mfg. Corp., Cleveland, Ohio 

Washington Stove Works, Everett, Wash. 


Circulating, Pot Burner, Gravity 
Circulation 


Allen Mfg. Co., Nashville 1, Tenn, 

American Gas Machine Co., Albert Lea, 
Minn. 

Barridon Oil Burner Corp., Hartford, Conn. 

Beyer Oil Burner Co., Rosamond, Calif. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Coleman Co., Inc., Wichita, Kans. 

Columbus Combustion Co., Inc., Colum- 
bus, O. 

Delta Htg. Corp., Trenton 8, N. J. : 

Dortch Stove Works, Inc., The, Franklin, 
Tenn. 

Duo-Therm Div., Lansing 3, Mich. 

Florence Stove Co., Gardner, Mass. 

Gray & Dudley Co., Nashville, Tenn. 

Htg. Eqpt. Mfg. Co., San Francisco, Calif. 

International Oil Burner Co., St. Louis 10, 
Mo. 

Knox Stove Works, Inc., Knoxville, Tenn. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Lonergan Mfg. Div., Albion, Mich. 

Magic Chef, Inc., St. Louis 10, Mo. 
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Makomb Steel Prods. Co., Div., Macomb, 





Ill. 
Motor Wheel Corp., Lansing 3, Mich, 
Oakland Fdry. Co., Belleville, Ill. 
perfection Industries, Cleveland 4, O. 
Ppreway, Inc., Wisconsin Rapids, Wis. 
Queen Stove Works, Inc., Albert Lea, Minn. 
Quincy Stove Mfg. Co., The, Quincy, Ill. 
Siegler Corp., Centralia, Ill. 
Silent Sioux Corp., Orange City, Iowa 
Spark Stove Co., Ine., Oakland 1, Calif. 
Therm Gas Generator Co., Inc., Seattle, 
Wash. 
United Stove Co., Ypsilanti, Mich. 
Viking Mfg. Corp., Cleveland, Ohio 
Washington Stove Works, Everett, Wash. 


Circulating, Shell Burner, Forced 
Circulation 


American Gas Machine Co., Albert Lea, 
Praca Mfg. Co., Inc., Seattle 9, Wash. 
Barridon Oil Burner Corp., Hartford, Conn. 
Carlton Oil Burner Co., Hartford 3, Conn. 
Dravo Corp., Pittsburgh 22, Pa. 

Florence Stove Co., Gardner, Mass. 
Prat-Daniel Corp., So. Norwalk, Conn. 
Queen Stove Works, Inc., Albert Lea, Minn. 


Circulating, Shell Burner, Gravity 
Circulation 


American Gas Machine Co., Albert Lea, 
Minn. 

Barridon Oil Burner Corp., Hartford, Conn. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Florence Stove Co., Gardner, Mass. 

Jungers Stove & Range Co., Grafton, Wisc. 

Motor Wheel Corp., Lansing 3, Mich, 

Oakland Fdry. Co., Belleville, Ill. 

Queen Stove Works, Inc., Albert Lea, Minn. 

Smith’s Heating, Inc., Kinston, N. C. 


Floor Furnaces 


Air Flame, Inc., Waukegan, Il. 

Airtemp Div., Chrysler Corp., Dayton, O. 

Allied Federal Industries, Newark, N. J. 

Altherm, Inc., New York 21, N. Y. 

American Gas Machine Co., Albert Lea, 
Minn. 

American Ideal-Aire Corp., Westbury, N. Y. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Beyer Oil Burner Co., Rosamond, Calif. 

Brown Fintube Co., Elyria, Ohio 

Bryant Heater Div., Cleveland, Ohio 

Campbell Heating Co., Des Moines, Iowa 

Chicago Steel Furnace Co., Chicago 17, Ill. 

Coleman Co., Inec., Wichita, Kan. 

Columbia Boiler Co., Pottstown, Pa. 

Columbus Combustion Co., Columbus, O. 

Conn. State Furnace Co., Inc., Bridgeport, 
Conn. n 

Curtis Refrigerating Machine Div., St. Louis 

, Mo. 

Crane Co., Chicago 40, Ill. 

Delta Htg. Corp., Trenton 8, N. J. (gun 
type) 

Domestic Mfg. Co., Seattle, Wash. 

Draco Furnace Co., Inc., Charlotte, N. C. 

Dravo Corp., Pittsburgh, Pa. 

Electrol Burner Mfg. Co., Rutherford, N. J. 

Electro-Watt Industries, Inc., Salem, Ore. 

Evans Prods,, Plymouth, Mich. 

Florence Stove Co., Gardner, Mass. 

Gillen Co., J. L., Detroit 28, Mich. 

Hart Heat Div., Peoria, Ill. 

Heat Controller, Inc., Manitou Beach, Mich, 
Holly Mfg. Co., Pasadena, Calif. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 
Kleer-Kleen Mfg. Co., Hayward, Calif. 

Klug & Sons, F, H., St. Joseph, Mich. 
Kresky Mfg. Co., Inc., Petaluma, Calif. 
wson Mfg. Co., Pittsburgh 8, Pa. 
mnox Furnace Co., Marshalltown, Iowa 
Mile Burner Co., Inc., H. C., San Rafael, 
vagic Chef, Inc., St. Louis 10, Mo. 

. ee Metal Products Corp., Marietta, 


Meyer Furnace Co., Peoria 2, IIl. 

Mission Appliance Corp., Hawthorne, Calif. 

Montag Stove & Furnace Works, Portland 
17, Ore. 

National Heater Co., Inc., St. Paul 4, Minn. 

Northwest Metal Products, Inc., Seattle, 
Wash, 

O’Halloran Industries, Detroit 4, Mich. 

Olson & Co., Arthur A., Canfield, Ohio 

Oran Co., Columbus, Ohio 

Pennsylvania Furnace & Iron Co., Warren, 
Paz 

Perfection Industries, Cleveland 4, O. 

Petro, Cleveland, O. 

Preway, Inc., Wisconsin Rapids, Wisc. 

Queen Stove Works, Inc., Albert Lea, Minn. 

Quiet Automatic Burner Corp., Newark 4, 
N. J. 


Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Reliance Prods. Corp., Portland 14, Ore. 

Rossoe Mfg. Co., Inc., Seattle, Wash. 

Shana Mfg. Co., Inc., Chicago, Ill. 

Siebring Mfg. Co., George, Iowa 

Surface Combustion Corp., Toledo, Ohio 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Thermo-Prods., Inc., No. Judson, Ind. 

U. S. Machine Div., Lebanon, Ind. 

Utica Structural Steel, Inc., Utica, N. Y. 

Volcano Burner Corp., New York 61, N. Y. 

Wayne Home Egqpt. Co., Inc., Ft. Wayne 4, 
Ind. 

Weatherall Eng. Co., Providence, R. I. 

Wisconsin Oil Burner Co., Madison, Wisc. 

York-Shipley, Inc., York, Pa. 


Radiant, Pot Burner 


American Gas Machine Co., Albert Lea, 
Minn. 

Barridon Oil Burner Corp., Hartford, Conn. 

Beyer Oil Burner Co., Rosamond, Calif. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Coleman Co., Inc., Wichita, Kan. 

Columbus Combustion Co., Columbus, O. 

Duo-Therm Div., Lansing 3, Mich. 

Evans Prods., Plymouth, Mich. 

Florence Stove Co., Gardner, Mass. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Magic Chef, Inc., St. Louis 10, Mo. 

Makomb Steel Prods. Co. Div., Macomb, III. 

Motor Wheel Corp., Lansing 3, Mich. 

Perfection Industries, Cleveland 4, O. 

Preway, Inc., Wisconsin Rapids, Wisconsin 

Queen Stove Works, Inc., Albert Lea, Minn. 

Quincy Stove Mfg. Co., The, Quincy, I]. 


Silent Sioux Corp., Orange City, Iowa 


Therm Gas Generator Co., Inc., Seattle, 
Wash, 


United Stove Co., Ypsilanti, Mich. 


Radiant, Shell Burner 


American Gas Machine Co., Albert Lea, 
Minn. 
Barridon Oil Burner Corp., Hartford, Conn. 


Carlton Oil Burner Co., Hartford 3, Conn. 
Florence Stove Co., Gardner, Mass. 
Motor Wheel Corp., Lansing 3, Mich. 
Queen Stove Works, Inc., Albert Lea, Minn. 


Wall Furnaces 


Altherm, Inc., New York 21, N. Y. 

American Gas Machine Co., Albert Lea, 
Minn. 

Beyer Oil Burner Co., Rosamond, Calif. 

Bryant Heater Div., Cleveland, Ohio 

Coleman Co., Inc., Wichita, Kan, 

Crane Co., Chicago 40, Ill. 

Delta Htg. Corp., Trenton 8, N. J. 

Domestic Mfg. Co., Seattle, Wash. 

Electro-Watt Industries, Inc., Salem, Ore. 

Electro-Watt, Inc., Seattle 1, Wash. 

J. L. Gillen Co., Detroit, Mich. 

Holly Mfg. Co., Pasadena, Calif. 

International Oil Burner Co., St. Louis 10, 
Mo. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 
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. ... Water Heaters, Oilfired 


Kleer-Kleen Mfg. Co., Hayward, Calif. 
Kresky Mfg. Co., Inc., Petaluma, Calif. 


La Salle Oil Burner Co., Inc., Seattle, Wash. 

Lawson Mfg. Co., Pittsburgh 18, Pa. 

Lennox Furnace Co., Marshalltown, Iowa 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 


Magic Chef, Inc., St. Louis 10, Mo. 

McPherson Furnace Eqpt. Co., Seattle, 
Wash. 

Morrison Steel Prods., Inc., Buffalo, N. Y. 


Norman Prods. Co., Columbus, Ohio 
Northwest Metal Prods., Inc., Seattle, 
Wash. 


Olson & Co., Arthur A., Canfield, Ohio 

Quincy Stove Mfg. Co., The, Quincy, Il. 

Reliance Prods. Corp., Portland 14, Ore. 

Siebring Mfg. Co., George, Iowa 

Silent Sioux Corp., Orange City, Iowa 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 


U. S. Machine Div., Lebanon, Ind. 


Water Heaters, Oilfired 
Direct Oilfired, Side Arm 


Carlton Supply Co., Hartford, Conn. 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Hanson-Gates Mfg. Co., Ine., 
Mass. 

Hotstream Heater Co., Cleveland, Ohio 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Kresno-Stamm Mfg. Co., Palisades Park, 
N, J. 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Perfection Industries, Cleveland 4, O. 

Portmar Boiler Co., Brooklyn 15, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Safety Prods. Co., Brockton, Mass. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Werner Fdry. & Machine Co., Lansdale, Pa. 


Reading, 


Storage, Direct, Atomizing, Vertical, 
Rotary Burner 


Lawson Mfg. Co., Pittsburgh 8, Pa. 
Mission Appliance Corp., Hawthorne, Calif. 


Storage, Direct, Pot Burner 


Allen Mfg. Co., Nashville 1, Tenn. 

American Gas Machine Co., Albert Lea, 
Minn, 

Bastian-Morley Co., Inc., La Porte, Ind. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Clayton & Lambert Mfg. Co., Louisville, Ky. 

Coleman Co., Inc., The, Wichita, Kans. 

Day & Night Div., Monrovia, Calif. 

Delco Appliance Div., Rochester, N. Y. 

DeSoto Oil Burner Co., York, Pa. 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Duo-Therm Div., Lansing 3, Mich. 

Evans Prods. Co., Plymouth, Mich. 

Ex Cel Co., Dowagiac, Mich. 

Gillen Co., J. L., Detroit 28, Mich. 

Hanson-Gates Mfg. Co., Inc., Reading, 
Mass. 

Holland Furnace Co., Holland, Mich. 

Hotstream Heater Co., Cleveland, Ohio 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Kresno-Stamm Mfg. Co., Palisades Park, 
N. J. 

Ladow Bros., Wallingford, Conn. 

Little Burner Co., H. C., Inc., San Rafael, 
Calif, 

Michigan Burner Co., Detroit 28, Mich, 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Perfection Industries, Cleveland 4, O. 

Platt Prods. Corp., Lansing 4, Mich. 

Queen Stove Works, Inc., Albert Lea, Minn. 

Rheem Mfg. Co., Chicago 29, IIl. 
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Seattle, 








Therm Gas Generator Co., Inc., 
Wash. 

Thermo-Prods., Inc., No, Judson, Ind. 

Viking Mfg. Corp., Cleveland, Ohio 


Waterfilm Boilers, Inc., Jersey City, N. J. 


Storage Direct, Oilfired, Pressure 
Burner 


Aldrich Co., Wyoming, IIl. 

Altherm, Inc., New York 21, N. Y. 

Auburn Burner Co., Auburn, Ind. 

Bastian-Morley Co., Inc., La Porte, Ind. 

Bock Corp., Madison 4, Wisc. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brown Oil Burning Equip. Co., Cambridge 
39, Mass. 

Brown Prods., Inc., Forest Hills 75, N. Y. 

Century Eng. Corp., Cedar Rapids, Ia. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Continental Water Heater Co., Los Angeles 
3, Calif. 

Delta Htg. Corp., Trenton 8, N. J. 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Electrol Burner Mfg. Co., Inc., Rutherford, 
MN. J. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Hansen Tool & Die Co., Milwaukee 4, Wisc. 

Hart Heat Div., Peoria 2, Ill. 

Henco Oil Burner Corp., Lancaster, Pa. 

Hotstream Heater Co., Cleveland, Ohio. 

Johnson Co., S. T., Oakland, Calif. 

Kinsley Burner & Machine Co., Providence, 
ys as 

Kresno-Stamm Mfg. Co., Palisades Park, 
MN. d. 

Macleod Co., Cincinnati 22, Ohio. 

Major Oil Burner Co., Philadelphia 22, Pa. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Mt. Hawley Mfg. Co., Peoria 4, IIl. 

Mund Boilers, Inc., Los Angeles 63, Calif. 

National Home Eqpt. Co., New York 7, 
Mm. Y. 

National Steel Construction Co., Inc., of 
Indiana, Loganport, Ind. 

National Steel Construction Co., Seattle 8, 
Wash. 

Nonse Boiler Co., Inc., New Market, N. J. 

Nu-Way Corp., The, Rock Island, II. 

Ontario Iron Works, Pulaski, N. Y. 

Pacific Oil Co., Fall River, Mass. 

Petro, Cleveland 11, Ohio 

Portmar Boiler Co., Inc., Brooklyn 15, N. Y. 

Preferred Utilities Mfg. Corp, New York 
a N.Y. 

Quiet Automatic Burner Corp., Newark 4, 
N. J 


Radiant Utilities Corp., Brooklyn 14, N. Y. 
Ray Oil Burner Co., San Francisco 12, Calif. 
Reif-Rexoil, Inc., Buffalo 3, N. Y. 

Rheem Mfg. Co., Chicago, III. 
Scott-Newcomb, Inc., St. Louis 19, Mo. 
Sigwald Eng. Co., Minneapolis, Minn. 
Shepard Heater Co., Inc., Terre Haute, Ind. 
Stout & Sons, David, St. Louis 17, Mo. 
Toledo Heater Co., Toledo 4, Ohio 
True-Heet Co., Trenton, N. J. 

U.S. Rad. Corp., Detroit 26, Mich. 
Weatherall Eng. Inc., Providence, R. I 
Wisconsin Oilburner Co., Madison 5, Wisc. 


Storage, Direct, Range Burner 


Queen Stove Works, Inc., Albert Lea, Minn. 

Safety Prods. Co., Brockton, Mass. 

Smith Corp., A. O., Milwaukee 1, Wisc. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Tower Mfg. Co., Boston, Mass. 

Victor Oil Burner Mfg. Co., Hartford, Conn. 


Storage, Direct Wall-Fiame, 
Rotary Burner 


Timken Silent Automatic Div., Jackson, 


Mich. 
Toridheet Diy., Cleveland 2, Ohio 
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Here is a practical tool, which 
you will want close at hand for 

every-day usefulness. From its 502 
pages of descriptions, definitions, Le 
tables, charts, diagrams, methods, Li 
and pointers you can get the answers Mz 
to question after question no matter i 
what oil heating problem it concerns. . M! 
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of $5.00 — postage postpaid. P 
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MANUFACTURERS OF 





Oilburner and Heating Accessories, Equipment 


and Supplies 


(Part Il. Listed by types of equipment) 


Accounts Receivable 
Lexington Corp., Boston 8, Mass. 


Air Conditioning 
Central Cooling Unit 


Addison Products Co., Addison, Mich. 

Air Conditioning Eng. Co., Cambridge, 
Mass. 

Airtemp Div., Dayton, O. 

American Furnace Co., St. Louis, Mo. 

American Radiator & Std. Sanitary Corp., 
Pittsburgh, Pa. 

Anchor Div., New Albany, Ind. 

Armstrong Furnace Corp., Columbus, O. 

Automatic Firing Corp., St. Louis, Mo. 


Barkow Mfg. Co., Inc., A. G., Milwaukee, 


Wisc. 

Besser Metal Products Corp., Charlotte, 
eC. 

Bonair Prods., Inc., Colwyn, Pa. 

Brunner Mfg. Co., Utica, N. Y. 

Bryant Div., Cleveland, O. 

Bush Mfg. Co., W. Hartford, Conn. 

Carrier Corp., Syracuse, N. Y. 

Chicago Steel Furnace Co., Chicago, III. 

Circle Air Industries, Inc., Brooklyn, N. Y. 

Coleman Co., Ine., Wichita, Kan. 

Conco Eng. Works, Mendota, III. 

Cool-ette Inc., Detroit, Mich. 

Curtis Refrig. Machine Div., St. Louis, Mo. 

Dowagiac Steel Furnace Co., Dowagiac, 
Mich. 

Ex-Cel Co., Dowagiac, Mich. 

Farquhar Furnace Co., Wilmington, O. 

Frigidaire Div., Dayton, O. 

Front Rank Mfg. Co., St. Louis, Mo. 

General Electric Co., Bloomfield, N. J. 

Gross Aire Mfg. Co., Inc., St. Louis, Mo. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Heil Co., The, Milwaukee, Wisc. 

Henry Furnace Co., Medina, O. 

Hess Co., Chicago, II]. 

Hupp Corp., Cleveland, O. 

Illinois Iron & Bolt Co., Chicago 5, Il. 

Ingersoll Conditioned Air Div., Kalamazoo, 
Mich. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland, O. 

Jackson & Church Co., Saginaw, Mich. 

Kennard Corp., St. Louis, Mo. 

Lennox Furnace Co., Marshalltown, Ia. 

Lincoln Furnace Co., Inc., Hawthorne, N. J. 

Lipman Refrig. Div., Beloit, Wisc. 

Majestic Co., Huntington, Ind. 

Mayflower Air-Conditioners, Inc., St. Paul 
6, Minn. 

Meyer Furnace Co., Peoria, III. 

Mitchell Mfg. Co., Chicago, Ill. 

Morrison Steel Products, Inc., Buffalo, N. Y. 

Mueller Climatrol, Milwaukee, Wisc. 

Niagara Furnace Div., Cleveland, O. 

Olsen Mfg. Co., C. A., Elyria, O. 

Patton Co., J. V., Sycamore, IIl. 


— Furnace & Fdry. Co., Indianapolis, 
nd. 


Penn Boiler & Mfg. Corp., Lancaster, Pa. 
Pennsylvania Furnace & Iron Co., Warren, 
a, 


Perfection Industries, Cleveland, O. 

Petro, Cleveland, O. 

Premier Furnace Co., Dowagiac, Mich. 
Primor Products Inc., Adrian, Mich. 

Quiet Heet Mfg. Corp., Newark 5, N. J. 
~—aen Furnace Corp., Benton Harbor, 
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Refrigeration Economics Co., Canton, O. 

Remington Corp., Auburn, N. Y. 

Rheem Mfg. Co., Chicago, Il. 

Round Oak Co., Dowagiac, Mich. 

Rybolt Heating Co., Ashland, O. 

Schnacke, Inc., Evansville, Ind. 

Shana Mfg. Co., Inc., Chicago, Ill. 

Smith Corp., A. O., Milwaukee, Wisc. 

Sunbeam Air Conditioning Div., Elyria, O. 

Surface Combustion Corp., Toledo, O. 

Thatcher Furnace Co., Garwood, N. J. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Trane Co., LaCrosse, Wisc. 

Typhoon Air Conditioning Co., Inc., Brook- 
lyn, N. Y. 

Union Asbestos & Rubber Co., Chicago, III. 

U. S. Air Conditioning Corp., Minneapolis, 
Minn. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit, Mich. 

Viking Mfg. Corp., Cleveland, O. 

Waterman-Waterbury Co., Minneapolis, 
Minn, 

Westinghouse Electric Corp., Sturtevant 
Div., Boston, Mass. 

Williams Div., Bloomington, Ill. 

Wiliamson Heater Co., Cincinnati, O. 

Worthington Corp., Harrison, N. J. 

Yates-American Machine Co., Beloit, Wisc. 

York Corp., York, Pa. 

York-Shipley, Inc., York, Pa. 

Yorktowne Machine Co., York, Pa. 

Young Radiator Co., Racine, Wisc. 


Combination Heating-Cooling Units 


Air Conditioning Engineering Co., Cam- 
bridge, Mass. 

Airtemp Div., Dayton, O. 

American Furnace Co., St. Louis, Mo. 

American Rad. & Std. Sanitary Corp., 
Pittsburgh, Pa. 

Anchor Div., New Albany, Ind. 

Beck Eng. Co., St. Louis 6, Mo. 

Besser Metal Products Corp., Charlotte, 
N. C. 

Bonair Prods., Inc., Colwyn, Pa. 

Bryant Heater Div., Cleveland, O. 

Bush Mfg. Co., West Hartford, Conn. 

Carrier Corp., Syracuse, N. Y. 

Century Eng. Corp., Cedar Rapids, Ia. 

Chicago Steel Furnace, Chicago, Il. 

Circle Air Industries Inc., Brooklyn, N. Y. 

Coleman Co., Wichita, Kan. 

Curtis Refrig. Machine Div., St. Louis, Mo. 

Delco Appliance Div., Rochester, N. Y. 

Delta Htg. Corp., Trenton, N. J. 

Dunham Co., C. A., Chicago, Ill. 

Ex-Cel Co., Dowagiac, Mich. 

Farquhar Furnace Co., Wilmington, O. 

Frigidaire Div., Dayton, O. 

Front Rank Furnace Co., St. Louis, Mo. 

General Electric Co., Bloomfield, N. J. 

Hall-Neal Furnace Co., Chicago, Il. 

Henry Furnace Co., Medina, O. 

Hess Co., Chicago, Ill. 

Illinois Iron & Bolt Co., Chicago 5, Il. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland, O. 

Jackson & Church Co., Saginaw, Mich. 

Johnson Co., S. T., Oakland, Calif. 

Lennox Furnace Co., Marshalltown, Ia. 

Lonergan Mfg. Div., Albion, Mich. 

Majestic Co., Huntington, Ind. 

Mayflower Air-Conditioner Inc., St. Paul 6, 
Minn. 


Meyer Furnace Co., Peoria, Ill. 

Modine Mfg. Co., Racine, Wisc. 

Mueller Climatro], Milwaukee 15, Wisc. 

Niagara Blower Co., New York, N. Y. 

Norwalk Air Conditioning Corp., South 
Norwalk, Conn. 

Olsen Mfg. Co., C. A., Elyria, O. 

Paragon Oil Burner Corp., Brooklyn, N, Y. 

Patton Co., J. V., Sycamore, IIl. 

Peerless Furnace & Fdry. Corp., Indian- 
apolis, Ind. 

Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 

Perfection Industries, Inc., 

Petro, Cleveland, O. 

Premier Furnace Co., Dowagiac, Mich. 

Remington Corp., Auburn, N. Y. 

Rheem Mfg. Co., Chicago, Ill. 

Rittling Corp., The, Buffalo, N. Y. 

Round Oak Co., Dowagiac, Mich. 

Rybolt Heating Co., Ashland, O. 

Servel, Inc., Evansville 20, Ind. 

Shana Mfg. Co., Inc., Chicago, Ill. 

Skinner Heating & Ventilating Co., St. 
Louis, Mo. 

Smith, A. O., Milwaukee, Wisc. 

Sunbeam Air Conditioner Div., Elyria, O. 

Surface Combustion Corp., Toledo, O. 

Syncromatic Corp., Milwaukee, Wisc. 

Thatcher Furnace Co., Garwood, N. J. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Typhoon Air Conditioning Co., Inc., Brook- 
lyn, N. Y. 

Union Asbestos & Rubber Co., Chicago, I). 

U. S. Air Conditioning Corp., Minneapolis, 
Minn. 

U. S. Radiator Corp., Detroit, Mich. 

Viking Mfg. Co., Cleveland, O. 

Vulcan Radiator Co., Hartford, Conn. 

Waterman-Waterbury Co., Minneapolis, 
Minn. 

Wayne Home Eqpt. Co., Inc., Fort Wayne, 
Ind. 

Westinghouse Electric Co., Sturtevant Div., 
Boston, Mass. 

Williamson Heater Co., Cincinnati, O. 

Worthington Corp., Harrison, N. J. 

York Corp., York, Pa. 

York-Shipley, Inc., York, Pa. 


Young Radiator Corp., Racine, Wisc. 


Cleveland, O. 


Benches, Work 


Fold-Away Type 
Handi-Eqpt. Co., Racine, Wisc. 


Blenders, Fueloil 


Proportioneers, Inc., Providence, R. I. 


Boiler Accessories 


Automatic door closer 
Falz Mfg., St. Paul 4, Minn. 


Leisur-Maid Mfg. Corp., Grand Rapids, 
Mich. 


Boiler Amplifier 
Crotty Mfg. Corp., Flushing, N. Y. 


Fittings 
Barco Mfg. Co., Barrington, Il. 
Bell & Gossett Co., Morton Grove, Il. 
Buckeye Iron & Brass Works, Dayton 1, 
Ohio 
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....~ Boilers 


Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Crane Co., Chicago 40, Ill. 

Elmira Steel Co., Brooklyn, N. Y. 

Ernst Water Column & Gage Co., 
ingston, N. J. 

Grinnel Co., Inc., Providence 1, R. I. 

Keeler Co., E., Williamsport, Pa. 

Lincoln Brass, Detroit, Mich. 

Madden Brass Prods. Co., Aurora, III. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 


Liv- 


Insulation 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., The Philip, Cincinnati, O. 

Dow Chemical Co., Midland, Mich. 

Eagle-Picher Co., The, Cincinnati 1, Ohlo. 

Federal Boiler Co., Inc., Midland Park, 
N. J. 

Gem Clay Forming Co., The, Sebring, Ohio. 

Johns-Manville Corp., New York 16, N. Y. 

Haydon Products Corp., New York, N. Y. 

Keeler Co., E., Williamsport, Pa. 

La Salle Oil Burner Co., Inc., Seattle, Wash. 

Mexico Refractories Co., Mexico, Mo. 

Nock Fire Brick Co., The, Cleveland 3, Ohio. 

Refractory & Insulation Corp., New York 5, 
m;. x, 

Sall Mountain Co., Chicago 3, Ill. 

Zonolite Co., Chicago 3, IIl. 


Jackets 


Atlas Mfg. Co., St. Paul 14, Minn. 

Ameican Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Carey Mfg. Co., The Philip, Cincinnati, O. 

Crane Co., Chicago 40, Ill. 

Dornback Furnace & Fdry. Co., Cleveland, 
Ohio, 

Dunkirk Radiator Corp., Dunkirk, N. Y. 

Elmira Steel Co., Brooklyn, N. Y. 

Federal Boiler Co., Inc., Midland Park, 
N,. J. 

—n Boiler Co., Inc., New York 17, 
N. 


Pe Mais Machine Co., Inc., Emmaus, Pa. 
Haydon Prods. Corp., Brooklyn a5; ON, x 
Mt. Hawley Mfg. Co., Peoria 4, Il. 
Norse Boiler Co., Inc., New Market, N. J. 
Oil Eqpt. Mfg. Corp., New Haven, Conn. 
Republic Prods. & General Heating Co., 
Philadelphia 36, Pa, 

Robot Auto Heat Corp., Middletown, Conn. 
U. S. Radiator Corp., Detroit 26, Mich. 
Valley Forge Metals Co., Lansdale, Pa. 


Protective Anodes 


Dow Chemical Co., Midland, Mich. 
McRay Prods. of Calif., Los Angeles 38, 
Calif. 


Seam protectors 
National Boiler Co., Dayton 2, Ohio. 


Trim 


Crane Co., Chicago 40, Ill. 

Federal Boiler Co., Inc., 
N. J. 

se Boiler Co., Inc., New York 17, 
N. 


Midland Park, 


New York Air Valve Corp., Brooklyn, N. Y. 
Wright-Austin Co., Detroit 7, Mich. 


Water feeders 


(See listings ‘‘Contols, water level & 
feeder’’) 


Boilers, Commercial 


Aldrich Co., Wyoming, II. 

Ames Iron Works, Inc., Oswego, N. Y. 

Atlantic Steel Boiler Co., Philadelphia, Pa. 

Babcock & Wilcox Co., New York, N. Y. 

Birchfield Boiler, Inc., Tacoma, Wash. 

Boiler Eng. & Supply Co., Phoenixville, Pa. 

Bros Boiler & Mfg Co., Wm., Minneapolis, 
Minn. 

Bryan Steam Corp., Peru, Ind. 

Burnham Corp., Irvington, N. Y. 

Central States Steel Boiler Co., Chicago, Ill. 

Columbia Boiler Co., Pottstown, Pa. 

Combustion Eng. Inc., New York, N. Y. 
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Consolidated Boiler Corp., Boston, Mass. 

Crotty Mfg. Corp., Flushing, N. Y. 

Dewey-Shepard Boiler Co., Indianapolis, 
Ind, 

Dillon Steam Boiler Wks., Inc., 
Fitchburg, Mass. 

Dutton Boiler Div., 


: BR 


Kalamazoo, Mich. 


Edge Moor Iron Wks., Inc., Edge Moor, Del. 


Erie City Iron Wks., Erie, Pa. 
Farrar Trefts, Buffalo, N. Y. 
Fitzgibbons. Boiler Co., Inc., 
NN. %. 

Hodge Boiler Wks., 
Johnston Bros., Inc., Ferrysburg, Mich. 
Keeler Co., E., Williamsport, Pa. 
Kewanee-Ross Corp., Kewanee, III. 


New York, 


East Boston, Mass. 


Koven & Bro., L. O., Inc., Jersey City, N. J. 


Leffel & Co., James, Springfield, Ohio 

Lookout Boiler & Mfg. Co., Chattanooga, 
Tenn. 

Morheat Corp., Lansing, Mich. 

Mt. Hawley Mfg. Co., Inc., Peoria, Ill. 

Mund Boilers, Inc., Los Angeles, Calif. 

National Radiator Co., The, Johnstown, Pa. 

Norse Boiler Co., Inc., New Market, N. J. 

Orr & Sembower, Inc., Reading, Pa. 

Pacific Steel Boiler Div., Detroit, Mich. 

Parker Boiler Mfg. Co., Sid E., Los Angeles, 
Calif. 

Portmar Boiler Co., Inc., Brooklyn, N. Y. 

Republic Boiler Corp., New York, N. Y. 

Smith Twin Tubular Boiler Co., Inc., Phila- 
delphia, Pa. 

Spencer Heater, Williamsport, Pa. 

Terre Haute Boiler Works Co., Terre Haute, 
Ind. 

Titusville Iron Wks. Co., Titusville, Pa, 

V & E Products, Inc., Schuylkill Haven, Pa. 

Waterfilm Boilers, Inc., Jersey City, N. J. 

Wickes Boiler Co., Saginaw, Mich. 


Boilers, Domestic 
Coal [to 2,000 sq. ft. steam) 


American Rad. & Std. Sanitary Corp., 
Pittsburgh 30, Pa. 

Axeman-Anderson Co., Williamsport, Pa. 

Burnham Corp., Irvington, N. J. 

Columbia Boiler Co., Pottstown, Pa. 

Crane Co., Chicago 40, Ill. 

Dunkirk Radiator Corp., Dunkirk, N. Y. 

Fitzgibbons Boiler Co., Inc., New York 17, 
eS Pile 


General Heating Prods. Co., Philadelphia, 
Pa. 

General Machine Co., Inc., Emmaus, Pa. 

Hasko Utilities Co., New York, N. Y. 

International Boiler Works Co., The, East 
Stroudsburg, Pa. 

International Heater Co., Utica, N. Y. 

K. G. Mfg. Corp., Center Valley, Pa. 

Kewanee-Ross Corp., Kewanee, IIl. 

Leffel & Co., The James, Springfield, Ohio. 

Loline Steel Boiler Co., Allentown, Pa. 

Lycoming-Spencer Div., Williamsport, Pa. 

National Radiator Co., The, Johnstown, Pa. 

Ontario Iron Works, Pulaski, N. Y. 

Peerless Heater Div., Boyertown, Pa. 

Petrol Oil Burner Mfg. Co., Inc., Malden 
48, Mass. 

Portmar Boiler Co., Inc., Brooklyn 15, N. Y. 

Smith Co., The H. B., Westerfield, Mass. 

Standard ‘Arcoil Corp., Newark 8, N. J. 

Stewart Oil Burner Co., Hanover, Pa. 

Terre Haute Boiler Works Co., Terre Haute, 
Ind. 

Thatcher Furnace Co., Garwood, N. J. 

Titusville Iron Works Co., The, Titusville, 
ra. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit’ 26, Mich. 

Utica Radiator Corp., Utica, N. Y. 

V&E Prods., Inc., Schuylkill Haven, Pa. 

Weil- McLain Co., ” Michigan City, Ind. 

Wise Furnace Co., The, Newark, Ohio. 


Gas (to 2,000 sq. ft. steam) 


Acme Heating Div., W. Hartford, Conn. 

Airflame, Inc., Waukegan, Ill. 

Aldrich Co., Wyoming, Til. 

Alert Boiler & Mfg. Co., Detroit 27, Mich. 

Altherm, Inc., New York a1, N, X. 

American Rad. & Std. Sanitary Corp., 
Pittsburgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Auburn Burner Co., Auburn, Ind. 

Axeman-Anderson Co., Williamsport, Pa. 


FUELOIL & OIL HEAT, APRIL 1955 


Barber Gas Burner Co., The, Cleveland 14, 
Ohio. 
Brandenburg Industries, Inc., Baltimore, 
Brown Fintube Co., Elyria, Ohio. 
Bryan Steam Heat Corp., Peru, Ind. 
Bryant Heater Div., Cleveland, Ohio. 
Burkhart Eng. Assoc., Boston, Mass. 
Cleaver-Brooks Co., Milwaukee 12, Wisc. 
Columbia Boiler Co., Pottstown, Pa. 
Crotty Mfg. Corp., Flushing, N. Y. 
Delco Appliance Div., Rochester, N. Y. 
Delta Heating Corp., Trenton, N. J. 
Dewey-Shepard Boiler Co., Indianapolis 2 
Ind. 
Dunkirk Radiator Corp., Dunkirk, N. Y. 
Eckhart Mfg. Co., Union, N. J. 
Federal Boiler Co., Inc., Midland Park, N.J, 
Fitzgibbons Boiler Co., Inc., New York 17, 
Noe. 
General Automatic Prods. Corp., Baltimore, 
Md. 
General Electric Co., Bloomfield, N. J. 
Gibraltar Corp. of America, inc., "Brooklyn, 
1 Ae ae 
Harvey-Whipple, Inc., Springfield, Mass. 
Hasko Utilities Co., New “ork, N.Y. 
Heil Co., The, Milwaukee 1, Wisc. 
International Boiler Works Co., The, East 
Stroudsburg, Pa. 
Iron Fireman Mfg. Co., Cleveland 11, Ohio. 
Kewanee-Ross Corp., Kewanee, Til. 
Lycoming-Spencer Div., Williamsport, Pa. 
Manville Boiler Co., Inc., New York 17, 
mM, 
Morheat Corp., Lansing 12, Mich. 
Mt. Hawley Mfg. Co., Peoria 4, IIl. 
Mund Boilers, Inc., Los Angeles, Calif. 
Mueller Climatrol, Milwaukee 15, Wisc. 
National Radiator Co., The, Johnstown, Pa. 
New Yorker Steel Boiler Co., Inc., Colman, 
Pa. 
Norge Heat Div., Kalamazoo, Mich. 
Norse Boiler Co., Inc., New Market, N. J. 
Ontario Iron Works, Pulaski, N. Y. 
Peerless Heater Div., Boyertown, Pa. 
Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 
Pennsylvania Furnace & Iron Co., Warren, 
Pa. 
Petro, Cleveland, O. 
Petrol Oil Burner Mfg. Co., Inc., 
48, Mass. 
Portmar Boiler Co., Inc., Brooklyn, N. Y. 
Republic & General Heating Prods. Co., 
Philadelphia, Pa. 
Richmond Rad. Co., Metuchen, N. J. 
Smith Corp., A. O., Milwaukee, Wisc. 
Smith Co., The H. B., Westfield, Mass. 
Springfield Boiler Co., Springfield, II. 
Standard Arcoil Corp., Newark 8, N. J. 
Stewart Oil Burner Co., Hanover, Pa. 
Struther Wells Corp., Titusville, Pa. 
Surface Combustion Corp., Toledo 1, Ohio. 
Synchronous Flame, Inc., Chicago 4, IIl. 
Terre Haute Boiler Works Co., Terre Haute, 
Ind. 
Thatcher Furnace Co., 


Malden 


Garwood, N. J. 


Timken Silent Automatic Div., Jackson, 
Mich. 

Titusville Iron Works Co., The, Titusville, 
Fa. 


Triad Products, Chicago, Ill. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit 26, Mich. 

Utica Radiator Corp., Utica, N. Y. 

Utica Structural Steel, Inc., Utica 2, N. Y. 

V&E Prods., Inc., Schuylkill Haven, Pa. 

Viking Mfg. Corp., Cleveland, Ohio. 

Viking Oil Co., Milwaukee, Wisc. 

Waterfilm Boilers, Inc. , Jersey City 7, N. J. 

Wayne Home Eapt. Co., Inc., Ft. Wayne 4, 
Ind. 

Weil-McLain Co., Michigan City, Ind. 

Wescott- Alexander, Inc., Madison, N. J. 

Williams Automatic, Inc., White Plains, 
NX, 

Williams & Davis Boiler & Welding Co., 
Dallas, Texas. 

Williams Div., Bloomington, Ill. 

Wise Furnace Co., The, Newark, Ohio. 

York-Shipley, Inc., York, Pa. 


Oil (to 2,000 sq. ft. steam) 


Acme Heating Div., W. Hartford 10, Conn. 
Airflame, Inc., Waukegan, Ill. 

Airtemp Div., "Dayton 1, Ohio. 

Aldrich Co., Wyoming, "Til. 

Alert Boiler & Mfg. Co., Detroit 27, Mich. 
Altherm, Inc., New York a. ON. XS 
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_,.. Boilers 


American Rad. & Std. Sanitary Corp., 
Pittsburgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Atlantic Steel Boiler Co., Inc., Philadelphia 
6, Pa. 

ph Rel Burner Co., Auburn, Ind. 

Axeman-Anderson Co., Williamsport, Pa. 

Barber Gas Burner Co., The, Cleveland 14, 
Ohio. 

Boggs Boiler Co., Akron, Ohio. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brown Fintube Co., Elyria, Ohio. 

Brown Products Co., Forest Hills, IN; ¥. 

Bryan Steam Corp., Peru, Ind. 

Bryant Air Conditioning Corp., Philadel- 
phia 23, Pa. 

Bryant Heater Div., Cleveland 10, Ohio. 

Burkhart Eng. Asso., Boston, Mass. 

Burnham Corp., Irvington, N. Y. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Cleaver-Brooks Co., Milwaukee 12, Wisc. 

Columbia Boiler Co., Pottstown, Pa. 

Combination Boiler Co., Benton Harbor, 
Mich. 

Crane Co., Chicago 40, Ill. 

Crotty Mfg. Co., Inc., Flushing, N. Y. 

Delco Appliance Div., Rochester, N. Y. 

Delta Heating Corp., Trenton 8, N. J. 

DeSoto Oil Burner Co., York, Pa. 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Dunkirk Radiator Corp., Dunkirk, N. Y. 

Eastern Boiler Co., Hartford, Conn. 

Eckhart Mfg. Co., Inc., Union. 

Electric Furnace-man, Inc., Emmaus, Pa. 

Electrol Burner Mfg. Co., Inc., Rutherford, 
N. J. 

Federal Boiler Co., Inc., Midland Park, N.J. 
Fitzgibbons Boiler Co., Inc., New York 17, 
N. Y. 

General Automatic Prods. Corp., Baltimore, 

General Electric Co., Bloomfield, N. J. 

General Machine Co., Inc., Emmaus, Pa. 

General Thriftmaster Products, Philadel- 
phia, Pa. 

Gibraltar Corp. of America, Inc., Brooklyn, 
N. Y 


Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Harner Boiler Corp., Brooklyn 12, N. Y. 

Hart Heat Div., Peoria, Il. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Hayward Oil Burner Corp., Cambridge, 
Mass. 

Heil Co., The, Milwaukee 1, Wisc. 

International Boiler Works Co., The, East 
Stroudsburg, Pa. 

International Heater Co., Utica, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio. 
Johnson, S. T., Co., Oakland, Calif. 

K. G. Mfg. Corp., Center Valley, Pa. 
Kewanee-Ross Corp., Kewanee, Ill. 

King Boiler & Furnace Co., Shade Gap, Pa. 
Va" Burner & Machine Co., Providence, 


Kohler Co., Kohler, Wisc. 

Lolino Steel Boiler Co., Allentown, Pa. 
Lycoming-Spencer Div., Williamsport, Pa. 
+" Boiler Co., Inc., Hackettstown, 


Marietta Metal Prods. Corp., Marietta, Ohio. 
Morheat Corp., Lansing 12, Mich. 

Mt. Hawley Mfg. Co., Peoria 4, Ill. 

Mund Boilers, Inc., Los Angeles, Calif. 
Mueller Climatrol, Milwaukee 15, Wisc. 
National Oil Company, Richmond, Va. 
National Radiator Co., The, Johnstown, Pa. 


= Yorker Steel Boiler Co., Inc., Colmar, 


Norge Heat Div., Kalamazoo, Mich. 

orse Boiler Co., Inc., New Market, N. J. 
Oil Eqpt. Laboratories, Inc., Elizabeth, N.J. 
Ontario Iron Works, Pulaski, N. Y. 

Otto Boiler Co., Inc., Springfield, Il. 
Paragon Of] Burner Corp., Mineola, N. Y. 
Peerless Heater Div., Boyertown, Pa. 


Penn Boiler & Burner Mfg. Co Lan- 
Caster, Pa, ‘ ” - 


Petro, Cleveland, O. 
“et Oil Burner Mfg., Inc., Malden 48, 


Porcupine Boiler, N. Adams, Mass. 
ortmar Boiler Co., Inc., Brooklyn, N. Y. 
Brey Ulilities Mfg. Corp., New York 


Quiet Automatic Burner Corp., Newark 4, 
N. J 


Red Wing Oil Burner Co., Inc., Medford, 
Mass. 

Republic Prods. & General Heating Co., 
Philadelphia, Pa. 

Riley Stoker Corp., Worcester, Mass. 

Schemenauer Mfg. Co., Holland, Ohio. 

Seidelhuber Iron & Brass Works, Inc., 
Seattle 4, Wash. 

Selectrol Eng. Co., Brooklyn 23, N. Y. 

Shepard Heater Co., Inc., Terre Haute, Ind. 

Siebring Mfg. Co., George, Iowa. 

Smith Co., The H. B., Westfield, Mass, 

Smith Twin Tubular Boiler Co., Inc., Phila- 
delphia 35, Pa. 

Springfield Boiler Co., Springfield, Mass. 

Standard Arcoil Corp., Newark 8, N. J. 

Stewart Oil Burner Co., Hanover, Pa. 

Struthers Wells Corp., Titusville, Pa, 

Surface Combustion Corp., Toledo 1, Ohio. 

Synchronous Flame, Inc., Chicago 4, Ill. 

Terre Haute Boiler Works Co., Terre Haute, 
Ind. 

Thatcher Furnace Co., Garwood, N. J. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Titusville Iron Works Co., The, Titusville, 
Pa. 

Toridheet Div., Cleveland 2, Ohio. 

Triad Products, Chicago, Ill. 

Tru-Heet Co., Trenton, N. J. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit 26, Mich. 

Utica Radiator Corp., Utica, N. Y. 

Utica Structural Steel, Inc.. Utica 2, N. Y. 

V&E Prods. Inc., Schuylkill Haven, Pa. 

Vapor Heating Corp., Chicago 23, Ill. 

Viking Mfg. Corp., Cleveland, Ohio. 

Viking Oil Co., Milwaukee, Wisc. 

Waterfilm Boilers, Inc., Jersey City 7, N. J. 

Wayne Home Egpt. Co., Inc., Ft. Wayne 4, 
Ind. 

Weatherall Eng., Inc., Providence, R. I. 

Weil-McLain Co., Michigan City, Ind. 

Westcott-Alexander, Inc., Madison, N. J. 

Williams Automatic, Inc., White Plains, 
N.Y. 

Williams & Davis Boiler & Welding Co., 
Dallas, Texas. 

Williams Div., Bloomington, Ill. 

Winston Co., Inc., Newark, N. J. 

Wise Furnace Co., The, Newark, Ohio. 

York-Shipley, Inc., York, Pa. 

Zambelli Boiler Works, Philadelphia 25, Pa. 


Bulk Plant Eng. 


Henwood Associates, Roy M., New York 6, 
N, ¥. 


Burner Parts, Misc. 


Air cones & diffusers 
Airflame, Inc., Waukegan, III. 
Burn-Rite Prods. Co., Yonkers 2, N. Y. 
Eddington Metal Specialty Co., Eddington, 
Pa. 
Future Prods. Co., Portland, Ore. 
Madsen Service, Minneapolis, Minn. 
Monarch Mfg. Works, Inc., Philadelphia, 
Pa. 


Combustion heads 


Airflame, Inc., Waukegan, III. 

Allied Eng. Co., Allston 34, Mass. 

Boston Machine Works Co., Lynn, Mass. 

Columbus Combustion Co., Inc., Colum- 
bus, O. 

Eddington Metal Specialty Co., Eddington, 
Pa 


Fuel Econ-O-Mizer Co., Providence 5, R. I. 

Madsen Service, Minneapolis, Minn. 

Modern Die & Machine Co., Boston 25, Mass. 

Monarch Mfg. Works, Inc., Philadelphia, 
P 


a. 

National Fuel Conservation Co., Inc., White 
Plains, N. Y. 

Oil Heating Economy Corp., East Boston, 
Mass. 

Robot Auto-Heat Corp., Middletown, Conn. 

Volcano Burner Corp., New York 61, N, Y. 


Electrodes, Ignition 


Auburn Spark Plug Co., Inc., Auburn, N, Y. 

Crown Eng. Corp., Keyport, N. J. 

Dielectric Prods. Co., Inc., Jersey City 5, 
N. J. 

Electrical Components Co., Newark 3, N. J. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 





.... Burner Parts 


Harvey, Inc., Sid, Valley Stream, N. Y. 

Hydrovalve Co., Brooklyn 3, N. Y. 

Kinsley Burner & Machine Co., Providence, 
Re. I. 

U. S. Igniter Corp., Philadelphia, Pa. 

Wheelco Div., Rockford, Ill. 


Flame Mirrors 
Eddington Metal Specialty Co., Eddington, 
P. 


a. 

Monarch Mfg. Wks., Inc., Philadelphia, Pa. 

Preferred Utilities Mfg. Corp., New York, 
iv Ae 

Steinen Mfg. Co., Wm., Newark 5, N. J. 


Fuses 


Bussmann Mfg. Co., St. Louis 7, Mo. 
Jefferson Electric Co., Bellwood, Ill. 


Ignition Assemblies 
Crown Eng. Corp., Keyport, N. J. 
—— Prods. Co., Inc., Jersey City 5, 
Electrical Components Co., Newark 3, N. J. 
Enterprise Eng. & Machine Co., San Fran- 
cisco, Calif. 
Hydrovalve Co., Brooklyn 3, N. Y. 
—T Burner & Machine Co., Providence, 
Soreng Prods. Corp., Schillen Pk., Ill. 
Union Spring & Mfg. Co., Jersey City, N. J. 
Westinghouse Industrial Heating Dept., 
Meadville, Pa, 


Ignition Terminals 
Aircraft-Marine Prods. Inc., Harrisburg, 
Pa. 
Crown Eng. Corp., Keyport, N. J. 
Rajah Co., The, Newark 4, N. J. 


Insulators, Ignition Ceramic 
American Lava Corp., Chattanooga 5, Tenn. 
Crown Eng. Corp., Keyport, N. J 
Auburn Spark Plug Co., Inc., Auburn, N. Y. 
Dielectric Prods. Co., Jersey City 5, N. J. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Hydrovalve Co., Brooklyn 3, N. Y. 


Radio—Interference Eliminators 
a cae Boiler Co., Indianapolis, 
nd, 
HomEase Prods, Div., Inc., Paterson, N. J. 
Sprague Electric Co., N. Adams, Mass. 
Union Electric & Mfg. Co., Jersey City, N.J. 
Union Spring & Mfg. Co., Jersey City, N. J. 


Cable 


High Tension 
Chase Brass & Copper Co., Waterbury 20, 
Conn. 
Chester Cable Corp., Chester, N. Y. 
Dielectric Prods. Co., Jersey City 5, N. J. 
HomEase Prods. Div., Inc., Paterson, N. J. 
Packard Electric Div., Warren, Ohio. 
Preferred Utilities Mfg. Corp., New York, 
N.Y; 
Seeger-Williams, Inc., Bridgeport 5, Conn. 


Armored, Three-Wire 
Chester Cable Corp., Chester, N. Y. 
Preferred Utilities Mfg. Corp., New York 
23, N. Y. 
Seeger-Williams, Inc., Bridgeport 5, Conn. 
(Not armored). 
U. S. Rubber Co., New York 20, N. Y. 


Armored, Five-Wire 


Chester Cable Corp., Chester, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y. 

U. S. Rubber Co., New York 20, N. Y. 


Fittings 
American Mfg. Co., Inc., Hartford, Conn. 
Unimatic Corp., Union, N. J. 


Terminals 
Crown Eng. Corp., Keyport, N. J. 
Dielectric Prods. Co., Inc., Jersey City 5, 
N. J. 


Calculators 


Heat Loss 


Calculator Specialties Co., Chicago, Il. 
Climatemaker Slide Rule, Bloomington, Iil. 
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Chimney 


Liners 


Acme Mfg. Co., Philadelphia, Pa. 

Condensation Eng. Corp., Chicago 51, I). 

Conn-State Furnace Co., Bridgeport, Conn. 

The Excelsior Steel Furance Co., Chicago 6, 
Ill. 

Gary Steel Prods. Co., Gary, Ind. 

Graven Tank & Mfg. Co., East Chicago, Ind. 
(Steel stack). 

Helman Chimney Sales Co., 
burg, Va. 

Insulating Refractories Co., San Rafael, 
Calif. 

Specialty Sheet Metal Mfg. Co., Chicago, Til. 

Straightsville Brick Co., New Straights- 
ville, O. 

Van-Packer Corp., Bettendorf, Ia. 


Fredericks- 


Cleaning Tools 


Breuer Electric Mfg. Co., Chicago 49, Ill. 

Kent Co., Inc., The, Rome, 1 Pe 

Master Supply Co., Inc., Haverstraw, N. Y. 

National Super Service Co., Inc., Toledo, 
Ohio. 

Premier Co., St. Paul, 

Schaefer Brush Mfg. Co., 
Wisc. 


Minn. 
Milwaukee 4, 


Extensions 


Artis Metals Co., Inc., Boise, Idaho. 


Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 

Excelsior Steel Furnace Co., The, Chicago, 
Nl. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Venturi Chimney Cap Co., Cleveland 9, Ohio. 

Hoods 
Accurate Sheet Metal & Mfg. Works, Chi- 


cago 47, Ill. 
Acme Mfg. Co., 
Adelta Mfg. Co., Inc., 
Artis Metals Co., Inc., 


Philadelphia, Pa. 
Philadelphia 46, Pa. 
Boise, Idaho. 


Conn. State Furnace Co., Inc., Bridgeport, 
Conn, 

Excelsior Steel Furnace Co., The, Chicago, 
Il. 

Gary Steel Prods. Co., Gary, Ind. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Venturi Chimney Cap Co., Cleveland 9, 
Ohio. 


Walker Mfg. & Sales Corp., St. Joseph, Mo. 


Pretabricated Chimneys 


Chimney Sales Corp., Washington, D. C. 
Condensation Eng. Corp., Chicago 51, IIl. 
General Prods. Inc., Fredericksburg, Va. 
Majestic Co., Inc., The, Huntington, Ind. 
Prefabricated Sales Corp., Fredericksburg, 


Va, 
Robot Auto-Heat Corp., 
Conn, 
Quickdualt Co., 
York-Shipley, Inc., 


The, Middletown, 


Hamilton, Ohio. 
York, Pa. 


Caps 
Accurate Sheet Metal & Mfg. Works, Chi- 
cago 47, Ill. 
Adelta Mfg. Co., Inc., Philadelphia, Pa. 
Boston Machine Works Co., Lynn, Mass. 
Excelsior Steel Co., Chicago 6, Ill. 
Little Burner Co., Inc., H. C., San Rafael, 
Calif. 
Specialty Sheet Metal Co., Chicago, Il. 
Venturi Chimney Cap Co., Cleveland 9, 
Ohio. 
Walker Mfg. & Sales Corp., St. Joseph, Mo. 
Wigwam Flue Top Co., Arlington, Mass. 
Wood Mfg. Co., A. R., Luverne, Minn. 


Stack heat Exchanger 
Hoskinson Free Heater, 
+. ae a 
Lepick Heater Co., Seattle, Wash. 
MP Research Corp., Floral Park, N. Y. 
Norse Boiler Co., New Market, N. J. 


Inec., Bellerose, 


Compounds & Chemicals 


Boiler Sealing 


Ampion Corp., Long Island City 1, N. Y. 

Atlantic Research Labs. Corp., Long Island 
Clty, N.Y. 

Brooks, B. M., Dover, N. J. 

Brown Products Co., Andover, Mass. 

Eagle Picher Co., Cincinnati, Ohio. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Hercules Chemical Co., Inc., New York 13, 
N. Y. 

Kalmide Chemicals, Inc., New York 17, N.Y. 

Kenite Laboratory, Madison, N. J. 

Kerner Chemical Co., Inc., Cedarhurst, 
m. 2. 

King Chemical Co., Mt. Vernon, N. Y. 

Metallizing Co. of America, Chicago, IIl. 

Park-Hill Chemical Corp., Mt. Vernon, N.Y. 

Radiator Specialty Co., Charlotte, N. C. 

S.O.S. Products Co., Inc., Brooklyn 22, 
N; 2. 

Stewart-Hall Chemical Corp., Mt. Vernon, 
N. Y 


Sunshine Chemical Co., Inc., 
6, Il. 
‘*X&’’ Laboratories, Inc., New York, N. Y. 


John, Chicago 


Boiler Water Treatment 


American Sand-Banum Co., Inc 
NX, 

Ampion Corp., Long Island City 1, N. Y. 

Atlantic Research Laboratories Corp., Long 
Island City 1, N. Y. 

Beck Co., A. C., Minneapolis 11, Minn. 

Brooks, B. M., Dover, N. J. 

Brown Products Co., Andover, Mass. 

Cannon Chemical Co., Inc., Cambridge 41, 
Mass. 

Dominion Chemical Co., Inc., New York 

Dow Chemical Co., The, Midland, Mich. 

Economy Lubricating Co., Charlestown 29, 
Mass. 

Evis Mfg. Co., San Francisco, Calif. 

Fitzgibbons Boiler Co., Inc., New York 17, 
Ni. 2. 

Gamlen Chemical Co., E. Paterson, N. J. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N, Y. 


, Freeport, 


Hercules Chemical Co., Inc., New York 13, 
IN. x. 
Kalmide Chemicals, Inc., New York 17, 


Kenite Laboratory, Madison, N. J. 

Kerner Chemical Co., Inc., Cedarhurst, 
mM; &. 

King Chemical Co., Mt. Vernon, N. Y. 

Kisco Boiler & Engineering Co., St. Louis, 
Mo. 

Kleenit Chemical Co., Medford, Mass. 

Lindy Heaters, Inc., New York, N. Y. 

Monsanto Chemical Co., St. Louis 4, Mo. 

National Aluminate Corp., Chicago 38, II]. 

National Oil Burner Co., Brooklyn, N. Y. 

Norman Chemical Co., St. Paul 4, Minn. 

Parke-Hill Chemical Corp., Mt. Vernon, 
N; Xs 

Radiator Specialty Co., Charlotte, N. C. 

Red Wing Oil Burner Co., Inc., Medford, 
Mass. 

S.O.S. Products Co., Inc., Brooklyn 22 

Saginaw Salt Prods. Co., Saginaw, Mich. 

Scientific Boiler Water Cond. Co., Linden, 
N. J. 

Sterling Water Treatment Co., The, Cleve- 
land 2, Ohio. 

Stewart-Hall Chemical Corp., Mt. Vernon, 
INS<d 

Strong, Carlisle & Hammond Co., Cleveland 
13, Ohio. 

Sunshine Chemical Co., 
6, Ill. 

Water Conditioning Co., Linden, N. J. 

Water Treatment Co. of America, Pitts- 
burgh 12, Pa. 

Wright Chemical Corp., Chicago, Il. 


Inc., John, Chicago 


Fueloil Deoderant 
Stewart-Hall Chemical Corp., Mt. Vernon, 


Tankit Co., The, Newark, N. J. 
Fueloil Treatment 
Allen Co., Robert, Mechanicville, N. Y. 


American Research Laboratories Corp., 
Long Island City, N. Y. 
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—— Sand-Banum Co., , Freeport, 
Amionic Chemical Co., Taunton, Mass. 
Ampion Corp., Long Island City 2 No 
Androc Chemical Co., Minneapolis, Minn. 
Armour & Co., Chemical Div., Chicago, Ill. 
Atlantic Research Laboratories Corp., Long 
Island City 1, N. Y. 
Beck Co., A. Cc. Minneapolis 11, Minn. 
Brooks, B. M., Dover, N. Jd. 
Cannon Chemical Co., Inc., 
Mass. 
Coughlan Co., C. N., W. Orange, N. J. 
Cristy Speciality Corp., Worcester, Mass. 
Delavan Mfg. Co., W. Des Moines, Iowa. 
—— Chemical Co., Tic... New York, 
Economy Lubricating Co., Charlestown 29, 
Mass. 
Eds-Wil Engineering, Chicago 47, Ill. 
Elmira Steel Co., Brooklyn, N. ¥ 
— Heat & Power Co., Chicago 22 
Evis Mfg. Co., San Francisco, Calif. 
oe Oil Burner Co., Inc., Philadelphia 
, Fa. 
Gamlen Chemical Co., E. Paterson, N. J. 
Harvey, Inc., Sid, Valley Stream, i“ 4 @ 
Hasko Utilities Co., New York, N. 
—— Chemical Co., Inc., New sis 13, 
Kalmide Chemicals, Inc., 
N.Y. 
Kam Water Heater Mfg. Co., Inc., 
lyn, N.Y, 
Kemix Laboratories, W. Springfield, Pa. 
ee Chemical Co., Ine., Cedarhurst, 
King Chemical Co., Mt. Vernon, N. Y. 
Kleenit Chemical Co., Medford, Mass. 
Kleer Products Co., Brooklyn, N. =. 
Kor Corp., Gary, Ind. 
Monsanto Chemical Co., St. Louis 4, Mo. 
National Aluminate Corp. Chicago 38, Il. 
National Oil Burner Co., Brooklyn, N, Y. 
Nock Fire Brick Co. The, Cleveland 3, Ohio 
Norman Chemical Co., St. Paul 4, Minn. 
Oil Heating Economy Corp., East Boston, 
Mass. 
Oronite Chemical Co., San Francisco 4, 
Calif. 
Oxi Corp., Gary Ind. 
OX’O Gas Co., New York 16, N., Y. 
— Chemical Corp., Mt Vernon, 
Radiator Specialty Co., Charlotte, N. C. 
Red Wing Oil Burner Co., Inc., Medford, 
Mass. 
— Products Co., Inc., 
=. 


Cambridge 41, 


New York 17, 


Brook- 


Brooklyn 22, 


wanaae Salt Products Co., Saginaw, Mich. 
Sanders Chemical Co., Philadelphia, Pa. 
—— Boiler Water Cond. Co., Linden, 
Shell Chemical Corp., New York, N. Y. 
Sherb, Inc., Warner J., New York 17, N. Y. 
Sterling Water Treatment Co., The 
Cleveland 2, Ohio 
—— Chemical Corp., Mt. Vernon, 


U.S. Petroleum Co., Clifton, N. J. 
Wright Chemical Corp., Chicago 6, IIl. 


Furnace Cement 


Armstrong Co., Chicago 28, Ill. 

Brooks, B. M., Dover, N. J. 

Carolina Refractories Co., Hartsville, S. 

Clinton Paint Co., Clinton, N. Y. 

Eagle-Picher Co., The, Cincinnati 1, Ohlo 

France Refractories Co., J. H., Snow Shoe, 
Pa. 

Gamlen Chemical Co., E. Paterson, N. J: 

Hasko Utilities Co., New York, N. Y. 

Hercules Chemical Co., Inc., New York 13 
IN. X. 

Nock Fire Brick Co., The, Cleveland 3, 
Ohio. 

Pecora Paint Co., Inc., Philadelphia 40, Pa. 

Preferred Utilities Mfg. Corp., New York, 
IN. 2. 

S.0.S. Products Co., Inc., Brooklyn 22, N. ¥ 

Sall Mountain Co., Hamilton, Ohio 

Walsh Refractories Corp., St. Louis 7, Mo. 
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_. Chemicals 


Grease Removing 


Alien Co., Robert, Mechanicville, N. Y. 

Ampion Corp., Long Island City, N.. ¥. 

Atlantic Research Laboratories Corp., Long 
Island City 1, N. Y. 

Brooks, B. M., Dover, N. J. 

Cannon Chemical Co., Inc., Cambridge 41, 
Mass. 

Dow Chemical Co., The, Midland, Mich. 

Gamlen Chemical Co., E. Paterson, N. 23 

Harvey, Inc., Sid Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Kerner Chemical Co., Inc., Cedarhurst, 
N.Y. 

King Chemical Co., Mt. Vernon, N. Y. 

Kor Corp., Gary, Ind. ; 

Norman Chemical Co., St. Paul 4, Minn. 

ParkeHill Chemical Corp., Mt. Vernon, 
NW, Y. 

S.0.S. Products Co., Inc., Brooklyn 22, 


Stewart-Hall Chemical Corp., Mt. Vernon, 
N. Y. 

Sunshine Chemical Co., John, The, Chicago 
6, Il. 


Hand Cleaning 


Ampion Corp., Long Island City 1, N. Y. 
Atlantic Research Laboratories Corp., Long 
Island City 1, N. Y. 
Gamlen Chemical Co., E. Paterson, N. J. 
Hasko Utilities Co., New York, N. Y. 
Kerner Chemical Co. Inc., Cedarhurst, 
nN. ¥; 
King Chemical Co., Mt. Vernon, N. Y. 
Muench Laboratories, Inc., The, St. Louis 
8, Mo. 
Norman Chemical Co., St. Paul 4, Minn. 
Parke-Hill Chemical Corp., Mt. Vernon, 
N.. Y. 
Pecora Paint Co., Inc., Philadelphia 40, Pa. 
Radiator Specialty Co., Charlotte, N. C. 
$.0.S. Products, Inc., Brooklyn 22, N, Y. 
Stewart-Hall Chemical Corp., Mt. Vernon, 
N.. Y. 


Heat Exchanger Cleaning 


Brooks, B. M., Dover, N. J. 

Dow Chemical Co., Midland, Mich. 

Gamlen Chemical Co., E. Paterson, N. J. 

Hasko Utilities Co., New York, N. Y. 

Kam Water Heater Mfg. Co., Inc., 
Brooklyn, N. Y. 

Kor Corp., Gary, Ind. 

Lindy Heaters, Inc., New York, N. Y. 

Parke-Hill Chemical Corp., Mt. Vernon, 
NM. ¥. 

$.0.S. Products, Inc., Brooklyn 22, N. Y. 

Wright Chemical Corp., Chicago, III. 


Oil Absorbent 


Ampion Corp., Long Island City, N. Y. 

Atlantic Research Labs., Inc., Long Island 
City, N. Y. 

Eagle-Picher Co., Cincinnati, Ohio 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

—. Chemical Co., Inc., Cedarhurst 

King Chemical Co., Mt. Vernon, N. Y. 

Kor Corp., Gary, Ind. 

Moore & Kling, Inc., Boston, Mass. 
Norman Chemical Co., St. Paul, Minn. 
S.0.S. Products, Inc., Brooklyn, N. Y. 
so Chemical Corp., Mt. Vernon, 


Tankit Co., Newark, N. J. 


Pipe Joint, Oil 


Brooks, B. M., Dover, N. J. 
—— Iron & Brass Works, Dayton 1, 
0 


se Packing Co., Chicago 13, Ill. 
} adage Eqpt. Co., New Haven, Conn. 
— & Barker Mfg. Co., W. Springfield, 


maphnton & Co., Inc., James K., Buffalo 2, 

Harvey, Inc., Sid, Valley Stream, N. Y. 

a Utilities Co., New York, N. Y. 
e- Chemical Co., Inc., New York 13, 


Kenite Laboratory, Madison, N. J. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Kerner Chemical Co., Inc., Cedarhurst, 
N.. ¥. 

Key, Co., E. St. Louis, Ill. 

King Chemical Co., Mt. Vernon, N. Y. 

Lake Chemical Co., Chicago 12, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Moore & Kling, Inc., Boston, Mass. 

Pecora Paint Co., Inc., Philadelphia 40, Pa. 

Preferred Utilities Mfg. Corp., New York 
Day. Wr Se 

Radiator Specialty Co., Charlotte, N. C. 

Rector Well Equipment Co., Inc., Houston 
2, Tex. 

S.O.S. Products, Inc., Brooklyn 22, N. Y. 

Sunshine Chemical Co., Inc., John, Chicago 
6, Ill. 

Whitlam Mfg. Co., J. C., Wadsworth, Ohio 


Pipe Joint, Steam 


Brooks, B. M., Dover, N. J. 

Cantleek Products Corp., Flushing 54, N. Y. 

Crane Packing Co., Chicago 13, III. 

Grinnell Co., Inc., Providence 1, R. I. 

Harbinson & Co., Inc., James K., Butfalo 
2 N.Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Hercules Chemical Co., Inc., New York 13, 
.. ¥ 


Kenite Laboratory, Madison, N. J. 

Kerner Chemical Co., Inc., Cedarhurst, 
N.Y. 

Key Co., E. St. Louis, Il. 

King Chemical Co., Mt. Vernon, N. Y. 

Lake Chemical Co., Chicago 12, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Preferred Utilities Mfg. Corp., New York 
2. N.S. 

Radiator Specialty Co., Charlotte, N. C. 

Recton Well Eqpt. Co., Inc., Houston, 
Texas. 

S.O.S. Products Co., Inc., Brooklyn 22, N. Y. 

Sunshine Chemical Co., Inc., John, Chicago 
6, Ill. 

Whitlam Mfg. Co., J. C., Wadsworth, Ohio 

‘*X’’ Laboratories, Inc., New York, N. Y. 


Rust Preventing 


American Sand Banum Co., Inc., Freeport, 
N.Y, 

Ampion Corp., Long Island City 1, N. Y. 

Armour & Co., Chemical Div., Chicago, Ill. 

Atlantic Research Laboratories Corp., Long 
Island City 1, N. Y. 

Brooks, B. M., Dover, N. J. 

Brown Products Co., Andover, Mass. 

Cannon Chemical Co., Inc., Cambridge 41, 
Mass. 

Dominion Chemical Co., Inc., New York, 


Gamlen Chemical Co., E Paterson, N. J. 

Harbinson & Co., Inc., James K., Buffalo 
a NM. ¥. 

Harvey, Inc., Sid, Valley Stream, L. I., 
WN: ¥. 

Hasko Utilities Co., New York, N. Y. 

Hercules Chemical Co., Inc., New York 13, 
|. SS ia 

Kalmide Chemicals, Inc., New York 17, 
WN. ¥. 

Kemix Laboratories, West Springfield, Pa. 

Kenite Laboratory, Madison, N. J. 

Kerner Chemical Co., Inc., Cedarhurst, 
Ie ye 

King Chemical Co., Mt. Vernon, N. Y. 

Kleenit Chemical Co., Medford, Mass. 

Kleer Products, Co., Brooklyn, N. Y. 

Monsanto Chemical Co., St. Louis 4, Mo. 

Parke-Hill Chemical Corp., Mt. Vernon, 
N. Y 

S.0.S. Products Co., Inc., Brooklyn 22, N. Y. 

Stewart-Hall Chemical Corp., Mt. Vernon, 
N. Y. 

Sudbury Laboratories, So. Sudbury, Mass. 

Sunshine Chemical Co., Inc., John, Chicago 
6, Ill. 

Wright Chemical Corp., Chicago, Ill. 

‘*X’’ Laboratories, Inc., New York, N. Y. 


Soot Destroyer 


Allen Co., Robert ©., Mechanicville, N.Y. 

Amionic Chemical Co., Taunton, Mass. 

Ampion Corp., Long Island City 1, N. Y. 

Atlantic Research Laboratories Corp., 
Long Island City 1, N.Y. 


....~ Controls 


Beck Co., A. C., Minneapolis 11, Minn. 

Brooks, B. M., Dover, N. J. 

Brown Products Co., Andover, Mass. 

Clean Sweep Co., So. Lansing 9, Mich. 

Coughlan Co., C.N., West Orange, N.J. 

Dominion Chemical Co., Inc., New York, 
N. Y. 

Elmira Steel Co., Brooklyn, N. Y. 

Gamlen Chemical Co., E. Paterson, N. J. 

General Filters, Inc., Novi, Mich. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Healy-Ruff Co., St. Paul 14, Minn. 

Hercules Chemical Co., Inc., New York 13, 
NX; 

Kalmide Chemicals, Inc., New York 17, 
N.Y. 

Kemir Laboratories, West Springfield, Pa. 

Kenite Laboratory, Madison, N. J. 

Kerner Chemical Co., Inec., Cedarhurst, 
N.Y. 

King Chemical Co., Mt. Vernon, N. Y. 

Kleenit Chemical Co., Medford, Mass. 

Kleer Products Co., Brooklyn, N. Y. 

Kor Corps., Gary, Ind. 

Marine Electrolysis Eliminator Co., Michi- 
gan City, Ind. 

Miller Prods. Co., Lansing, Mich. 

National Aluminate Corp., Chicago 38, III. 

Norman Chemical Co., St. Paul 4, Minn. 

Oxi Corps., Gary, Ind. 

OXO’-Gas Co., New York 16, N. Y. 

Parke-Hill Chemical Corp., Mt. Vernon, 
N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y¥. 

Rad. Specialty Co., Charlotte, N. C. 

Red Wing Oil Burner Co., Inc., Medford, 
Mass. 

$.0.S. Products Co., Ine., Brooklyn 22, 
NN: Y. 


Saginaw Salt Prods. Co., Saginaw, Mich. 

Scientific Boiler Water Cond. Co., Linden, 
N. J. 

Sherb, Inc., Warner J., New York 17, N. Y. 

Simplex Heater Control Co., St. Paul, Minn. 

Standard Railway Fusee Corp., Needham 
Heights 94, Mass. 

Sterling Water Treatment Co., The, Cleve- 
land 2, Ohio. 

Stewart-Hall Chemical Corp., Mt. Vernon, 
N.Y. 

Sunshine Chemical Co., Inc., John, Chicago 
6, Ill. 

Water Treatment Co. of America, Pitts- 
burgh 12, Pa. 


Water Indicator 


Brooks, B. M., Dover, N. J. 

zasoliair Eqpt. Co., New Haven, Conn. 
Hasko Utilities Co., New York, N. Y. 
Kol-Master Corp., Oregon, III. 

Oil Eqpt. Mfg. Corp., New Haven, Conn. 
Stewart-Hall Chemical Corp., Mt. Vernon, 


Tankit Co., The, Newark 8, N. J. 


Controls 
Air Flow Switch 


Cleveland Fuel Eqpt. Co., Cleveland, Ohio 
Crise Controls Div., Columbus, Ohio 
Dewey Gas Furnace Co., Detroit, Mich. 
Drying Systems, Inc., Chicago, Ill. 
General Controls Co., Glendale, Calif. 
Mercoid Corp., The, Chicago, Ill. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 
Soreng Prods. Corp., Schiller Park, Ill. 
Westinghouse Industrial Dept., Meadville, 
Pa. 


Air Pressure 


Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Damp-Vent Co., Bettendorf, Iowa 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dewey Gas Furnace Co., Detroit 2, Mich. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

General Controls Co., Glendale, Calif. 

Hammel Oil Burning Eqpt. Co., Providence, 
R. © 

Hays Corps., The, Michigan City 7, Ind. 
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Perfex Corp., The, Milwaukee, Wisc. 

W. S. Rockwell Co., Fairfield, Conn. 

Square D Co., Milwaukee 12, Wisc. 

Strong, Carlisle & Hammond Co., Cleveland 
13, Ohio 

Watts Regulator Co., Lawrence, Mass, 


Combination Fan & Limit 


A-P Controls Corp., Milwaukee, Wisc. 
Ace Instrument Co., Inc., Brooklyn 2, N, Y. 
ACRO Mfg. Co., Columbus, Ohio 
Automatic Devices Co., Inc., 
Springs, Ill. 
Cam-Stat Div., Los Angeles 64, Calif. 
Combustion Control Div., Boston 15, Mass. 
Crise Controls Div., Columbus, Ohio 
Cutler-Hammer, Inc., Milwaukee, Wisc. 
Detroit Controls Corp., Detroit 8, Mich. 
General Controls Co., Glendale 1, Calif. 
General Electric Co., Schenectady 8, N, Y. 
Hays Corp., The, Michigan City 7, Ind. 
Iron Fireman Mfg., Portland, Ore. 
Mercoid Corp., The, Chicago 41, Ill. 
Minneapolis-Honeywell Regulator Co., 
neapolis 8, Minn, 
North American Mfg. Co., The, Cleveland 
5, Ohio 
Penn Controls, Goshen, Ind. 
Perfex Corp., Milwaukee 7, Wisc. 
Westinghouse Industrial Heating 
Meadville, Pa. 
White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Western 


Min- 


Dept., 


Damper Regulating 


A-P Controls Corp., Milwaukee, Wisc. 

Ace Instrument Co., Inc., Brooklyn 2, N. Y. 

ACRO Mfg. Co., Columbus, Ohio 

Barber-Colman Co., Rockford, Ill. 

Cleveland Fuel Eqpt, Co., Cleveland 9, 
Ohio 

Cole Sewell Eng. Co., St. Paul 14, Minn. 

Crise Controls Div., Columbus, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Fuel Reduction Corp., Chicago 7, Ill. 

General Controls Co., Glendale 1, Calif. 

General Power Plant Corp., Ossining, N. Y. 

Gerett Co., M. A., Milwaukee, Wisc. 

Hammel Oil Burning Eqpt. Co., Providence, 
BR... 

Hart & Cooley Mfg. Co., Holland, Mich. 

Hays Corp., The, Michigan City 7, Ind. 

Heat Timer Corp., New York 12, N. Y. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Kol-Master Corp., Oregon, III. 

Mercoid Corp., The, Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

National Fuel Conservation Co., Inc., 
White Plains, N. Y. 

Northern Fuel Control, Minneapolis, Minn. 

Parker-Kalon Corp., New York 14, N. Y. 

Perfex Corp., Milwaukee 7, Wisc. 

Soreng Prods. Corp., Schillen Park, Ill. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Young Regulator Co., Cleveland, Ohio 


Draft 


Ace Instrument Co., Inc., Brooklyn 22, 
4 


N. Y. 
Artis Metals Co., Inc., Boise, Idaho 
Bailey Meter Co., Cleveland 10, Ohio 
Bearlee Prods, Co., Green Bay, Wisc. 
Boston Machine Works Co., Lynn, Mass. 
Blessler Eng, Service, Oregon 1, III. 
Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 
Cole Sewell Eng. Co., St. Paul 14, Minn. 
Coleman Co., Inc., Wichita, Kan. 
Conkey & Co., H. D. Mendota, Ill. 
Defender Instrument & Regulator Co., St. 
Louis, Mo. 
Field Control Div., Mendota, Ill. 
Fuel Econ-o-Mizer, Providence, R.I., 
(stack Baffle) 
Fuel Reduction Corp., Chicago 7, Ill. 
General Controls Co., Glendale 1, Calif. 
General Power Plant Corp., Ossining, N. Y. 
Hammel Oil Burning Equt. Co., Providence, 
i. 1. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Hays Corp., The, Michigan City 7, Ind. 
Heat Timer Corp., New York 12, N, Y. 
Hotstream Heater Co., Cleveland, Ohio 
Iron Fireman Mfg. Co., Cleveland 11, Ohio 
Jordon Eng. Co., Hartford, Wisc. 
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Kol-Master Corp., Oregon, Ill. 

Krueger Sentry Gauge Co., Inc., Green 
Bay, Wisc. 

Mechanical Prods. Co., Seattle 4, Wash. 

Miller Co., The, Meriden, Conn. 

National Fuel Conservation Co., Inc., 
White Plains, N. Y. 


Northern Fuel Control, Minneapolis, Minn. 


Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York 
8, IN. Xs 

Salina Metal Prods., Salina, Kans. 

Simplex Mfg. Co., Fond du Lac, Wisc. 

Steinen Mfg. Co., Wm., Newark, N., J. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 


Walker Mfg. & Sales Corp., St. Joseph, Mo. 


Whitty Co., Inc., Boston 34, Mass. 
Windmaster Corp., Columbus 8, Ohio 


Electric Valve 


ACRO Mfg. Co., Columbus, Ohio 
Automatic Switch Co., Orange, N. J. 
Barber-Colman Co., Rockford, Ill. 
Bryant Heater Div., Cleveland, Ohio 
Cary Mfg. Co., Waupaca, Wisc. 
Combustion Control Div., Boston, Mass. 
Cooper Co., Clark., Palmyra, N. J. 
Detroit Controls Corp., Detroit 8, Mich. 
Dunham Co., C. A., Chicago 6, IIl. 
General Controls Co., Glendale 1, Calif. 
McCorkle Co., D. H., Berkeley, Calif. 
McDonnell & Miller, Inc., Chicago 18, Ill. 
Magnetrol, Inc., Chicago 23, Ill. 
Mercoid, Corp., The, Chicago, Ill. 
Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 
Perfex Corp., Milwaukee 7, Wisc. 
Sarco Co., Inc., New York 1, N. Y. 
Soreng Products Corp., Schiller Park, Ill. 
Specialty Prods. Co., Inc., Minneapolis, 
Minn. 
Square D Co., Milwaukee 12, Wisc. 
Union Electric & Mfg. Co., Jersey City, 
N. J. 
Union Spring & Mfg. Co., Jersey City, N. J. 
Webster Electric Co., Racine, Wisc. 
White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Humidity 


Barber-Colman Co., Rockford, Ill. 

Cary Mfg. Co., Waupaca, Wisc. 

Friez Inst. Div., Baltimore, Md. 

General Controls Co., Glendale 1, Calif. 

McDonnell & Miller, Inc., Chicago 18, Il. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Sarco Co., Inc., New York 1, N. Y. 

Walton Laboratories, Inc., Irvington, N. J. 


Limit, Air Temperature 


ACRO Mfg. Co., Columbus, Ohio 

Barber-Colman Co., Rockford, Il. 

Cam-Stat Div., Los Angeles 64, Calif. 

Crise Controls Div., Columbus 16, Ohio 

Combustion Control Div., Boston, Mass. 

Cutler-Hammer, Inc., Milwaukee, Wisc. 

Detroit Controls Corp., Detroit 8, Mich. 

General Electric Co., Schenectady, N. Y. 

General Controls Co., Glendale 1, Calif. 

Iron Fireman Mfg. Co., Portland, Ore. 

McClarty Systems, Battle Creek, Mich. 

Mercoid Corp., The, Chicago 41, Ill. 

Miller Co., The, Meriden, Conn. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Ray Oil Burner Co., San Francisco 12, 
Calif. 

Round Oak Co., Inc, of Indiana, Dowagiac, 
Mich. 

Sampsel Time Control, Inc., Spring Valley, 
Ill 


Sarco Co., Inc., New York 1, N. Y. 

Soreng Products Corp., Schiller Park, Ill. 

Spencer Thermostat Div., Attleboro, Mass, 

Westinghouse Electric Co., Industrial 
Heating Div., Meadville, Pa. 

White-Rodgers Electric Co., St. Louis 6, 
Mo. 

Wiegand Co., E. L., Pittsburgh 8, Pa. 


.- +» Controls 


Limit, Steam Pressure 


Automatic Devices Co., Inc., Western 
Springs, Ill. 

Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Ill. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 


Combustion Control Div., Boston, Mass, 

Crise Controls Div., Columbus 16, Ohio 

Defender Instrument & Equipment Co., St, 
Louis, Mo. 

Detroit Controls Corp., Detroit 8, Mich. 

—— Boiler Co., Inc., New York 17, 
N. 


Print Controls Co., Glendale 1, Calif. 

General Electric Co., "Schenectady, IN; & 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Iron Fireman Mfg. Co., Portland, Ore. 

Mercoid Corp., The, Chicago 41, Il. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Newark Controls Co., Bloomfield, N. J. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
NY, 

Ray Oil Burner Co., San Francisco 12, Calif, 

Sampsel Time Control, Inc., Spring Valley, 
Ill. 

Strong, Carlisle & Hammond Co., Cleveland 
13, Ohio 

White-Rodgers Electric Co., 
Mo. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Wright-Austin Co., Detroit 27, Mich. 


St. Louis 6, 


Limit, Water Temperature 


Automatic Devices Co., 
Springs, Ill. 
Barber-Colman Co., Rockford, Ill. 
Combustion Controls Div., Boston, Mass. 
Crise Controls Div., Columbus 16, Ohio 
Cutler-Hammer, Inc., Milwaukee, Wisc. 
Detroit Controls Corp., Detroit 8, Mich. 
Fitzgibbons Boiler Co., Inc., New York 17, 
N. Y 


Inc., Western 


General Controls Co., Glendale 1, Calif. 

General Electric Co., Schenectady, N. Y. 

Globe Controls Co., Newark, N. J. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, ind. 

Iron Fireman Mfg. Co., Portland, Ore. 

Mercoid Corp., The, Chicago 41, IIl. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
N.Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Sampsel Time Control, Inc., Spring Valley, 
Til. 

Sarco Co., Inc., New York 1, N, Y. 

Soreng Products Corp., Schiller Park, Ill. 

Taco Heaters, Inc., Providence, BR. 1 

Thrush & Co., i. A. Peru, Ind. 


Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 
White-Rodgers’ Electric Co., St. Louls 6, 


Mo. 
Wiegand Co., E. L., Pittsburgh 8, Pa. 


Low Water 


Auburn Spark Plug Co., Inc., Auburn, N. Y. 

Cutler-Hammer, Inc., Milwaukee, Wisc. 

Diamond Power Specialty Corp., Lancaster, 
Ohio 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Econo Prods. Co., Inc., East Hadram, 
Conn. 

Fitzgibbons Boiler Co., Inc., New York 11, 
N; Y, 


General Controls Co., Glendale 1, Calif. 
Globe Controls Co., Newark, N. J. 
Johnson Corp., The, Three Rivers, Mich. 
McDonnell & Miller, Inc., Chicago 18, Il. 
Magnetrol, Inc., Chicago 23, Ill. 
Maid-O-Mist, Inc., Chicago 41, Ill. 
Mercoid Corp., The, Chicago 41, Ill. 
Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 
Newark Controls Co., Bloomfieid, N. J: 
Preferred Utilities Mfg. Corp., New York, 
1 es 
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Schaub Eng. Co., Fred H., Chicago 23, Ill. 

Techniflex Corp., Port Jervis, N. Y. 

Triplex Heating Specialty Co., Inc., Peru, 
nd. 

aie Webster & Co., Camden, N, J. 

Warrich Co., Charles F., Berkley, Mich. 

Watts Regulator Co., Lawrence, Mass. 

j Winston Co. of Mass., Boston, Mass. 

Wright-Austin Co., Detroit 7, Mich. 






Oilburner Primary 


Combustion Control Div., Boston 15, Mass. 

Crise Controls Div., Columbus 16, Ohio 

Detroit Controls Corp., Detroit 8, Mich. 

General Controls Co., Glendale 1, Calif. 

General Electric Co., Schenectady, N. Y. 

lis Hammel Oil Burning Eqpt. Co., Providence, 
R.. 

Iron Fireman Mfg. Co., Portland, Ore. 

Mechanical Prods. Co., Seattle 4, Wash. 

Mercoid Corp., The, Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
NY. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Sampsel Time Control, Inc., Spring Valley, 
Ill. 

id Soreng Products Corp., Schiller Park, Ill. 

Wheelco Div., Rockford, Ill. (Panel) 

6, White-Rodgers Electric Co., St. Louis 6, 

Mo. 


Panel Heating 


Taco Heaters, Inc., Cranston, IIl. 


Pneumatic Valve 


Automatic Switch Co., Orange, N. J. 

Cooper Co., Clark, Palmyra, N. J. 

General Controls Co., Glendale 1, Calif. 

Hammel Oil Burning Eqpt. Co., Providence, 
1 ae a 


Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 


North American Mfg. Co., The, Cleveland 
5, Ohio 


) Newark Controls Co., Bloomfield, N. J. 
Perfex Corp., The, Milwaukee, Wisc. 


Ray Oil Burner Co., San Francisco 12, 
Calif. 


Pressure Gauge 





Combustion Control Div., Boston 15, Mass. 
tien Metal Specialty Co., Eddington, 
a. 


General Controls Co., Glendale, Calif. 
Marsh Corp., Jas. P., Skokie, Ill. 


Minneapolis-Honeywell Regulator Co., 
"Minneapolis 8, Minn. 


Newark Controls Co., Bloomfield, N. J. 
Perfex Corp., Milwaukee, Wisc. 
—— Utilities Mfg. Corp., New York, 


TT ee 


SGegeRS 


Ray Oil Burner Co., San Francisco 12, Calif. 
—— Mfg. Co., Inc., Rochester 10, 


tres t 


| ‘tight-Austin Co., Detroit 7, Il. 
F Relays, Plain 


Automatic Switch Co., Orange, N, J. 

Barber-Colman Co., Rockford, Il. 

Burke Eng. Co., Los Angeles 7, Calif. 

Cutler-Hammer, Inc., Milwaukee 1, Wisc. 
Detroit Controls Corp., Detroit 8, Mich. 
| General Controls Co., Glendale 1, Calif. 
General Electric Co., Schenectady, N. Y. 
Iton Fireman Mfg, Co., Portland, Ore. 
Mercoid Corp., The, Chicago 41, Ill. 


‘nneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 


— Controls, Inc., Goshen, Ind. 
reste Corp., Milwaukee 7, Wisc. 
wferred Utilities Mfg. Corp., New York, 








BUYER'S GUIDE & INDUSTRY DIRECTORY 


Ray Oil Burner Co., San Francisco 12, 
Calif. 


Spencer Thermostat Div., Attleboro, Mass. 

Square D Co., Milwaukee 12, Wisc. 

Thrush & Co., H. A., Peru, Ind. 

Warrick Co., Charles F., Berkley, Mich. 

Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 

White-Rodgers Electric Co., St. Louis 6, 
Mo 


Weigand Co., E. L., Pittsburgh 8, Pa. 


Room Temperature 


A-P Controls Corp., Milwaukee, Wisc. 
ACRO Mfg. Co., Columbus, Ohio. 
Automatic Devices Co., Inc., Western 
Springs, Ill. 
Barber-Colman Co., Rockford, Il. 
Combustion Control Div., Boston 15, Mass. 
Crise Controls Div., Columbus 16, Ohio 
Detroit Controls Corp., Detroit 8, Mich. 
Dole Valve Co., Chicago 10, Ill. 
Dunham Co., C, A., Chicago 6, Ill. 
Fitzgibbons Boiler Co., Inc., New York 17, 
N.. ¥ 


Fulton Sylphon Div., Knoxville, Tenn. 

General Controls Co., Glendale 1, Calif. 

General Electric Co., Schenectady, N. Y. 

Heat-Timer Corp., New York, N. Y. 

Iron Fireman Mfg. Co., Portland, Ore. 

McCorkle Co., D. H. Berkeley, Calif. 

McClarty Systems, Battle Creek, Mich. 

Makomb Steel Prods. Co. Div., Macomb, I1l. 

Mercoid Corp., The, Chicago 41, III. 

Miller Co., The, Meriden, Conn. 

Miller-Harris Inst. Co., Milwaukee, Wisc. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
WN... ¥. 

Round Oak Co., Inc, of Indiana, Dowagiac, 
Mich. 

Sampsel Time Control, Inc., Spring Valley, 
Ind. 

Sarco Co., Inc., New York 1, N. Y. 

Spencer Thermostat Div., Attleboro, Mass. 

Sterling, Inc., Milwaukee 12, Wisc, 

Thrush & Co., H. A., Peru, Ind. 

U. S. Rad. Corp., Detroit 26, Mich. 

Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 

White-Rodgers Electric Co., St. Louis 6, 
Mo. 

Weigand Co., E. L., Pittsburgh 8, Pa. 


Safety, Combustion 


Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Ill. 

Bearlee Prods. Co., Green Bay, Wisc. 

Combustion Control Div., Boston, Mass. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 


Detroit Controls Corp., Detroit 8, Mich. 
Drying Systems, Inc., Chicago 40, Ill. 
Eclipse Fuel Eng. Co., Rockford, Ml. 
General Controls Co., Glendale 1, Calif. 
General Electric Co., Schenectady, N. Y. 
Hays Corp., The, Michigan City 7, Ind. 
Leahy Mfg. Co., Los Angeles 21, Calif. 
Mercoid Corp., The, Chicago 41, Ill. 


Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 


North American Mfg. Co., The, Cleveland 
5, Ohio 


Penn Controls, Inc., Goshen, Ind. 
Perfex Corp., Milwaukee 7, Wisc. 


Preferred Utilities Mfg. Corp., New York, 
N.. ¥. 

Ray Oil Burner Co., San Francisco 12, 
Calif. 

Stout & Sons, David, St. Louis, Mo. 


White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Systems, Individual Room Temperature 


Barber-Colman Co., Rockford, Il. 
Crise Controls Div., Columbus 16, Ohio 
Dunham Co., C. A., Chicago, Ill. 

Fulton Sylphon Div., Knoxville, Tenn. 
General Controls Co., Glendale 1, Calif. 





General Electric Co., Schenectady, N. Y. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Mercoid Corp., The, Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., The, Milwaukee, Wisc. 

White-Rodgers Electric Co., St. Louis, Mo. 


Systems, Large Building Heating 


Automatic Devices Co., Inc., Western 
Springs, Ill. 

Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Ill. 

Barnes & Jones, Boston 30, Mass. 

Dunham Co., C. A., Chicago 6, IIl. 

Fuel Watchman, Inc, New York 5, N. Y. 

General Controls Co., Glendale, Calif. 

Hays Corp., The, Michigan City 7, Ind. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Johnson Service Co., Milwaukee, Wisc. 

Mercoid Corp, The, Chicago, II. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Perfex Corp., The, Milwaukee, Wisc. 

Warren Webster & Co., Camden 5, N. J. 


Systems, Power Plant Boiler 


Ace Instrument Co., Inc., Brooklyn 2, N. Y. 
Automatic Devices Co., Inc., Western 
Springs, IIl. 
Bailey Meter Co., Cleveland 10, Ohio 
General Controls Co., Glendale 1, Calif. 
General Power Plant Corp., Ossining, N. Y. 
Hammel Oil Burning Eqpt. Co., Providence, 
| oe a 
Hays Corp., The, Michigan City 7, Ind. 
Heat Timer Corp., New York 12, N. Y. 
Leahy Mfg. Co., Los Angeles 21, Calif. 
Lientz & Co., B. P., Kansas City 42, Mo. 
Mercoid Corp., The, Chicago, Il. 
Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 
Perfex Corp., The, Milwaukee, Wisc. 
Preferred Utilities Mfg. Corp., New York, 
N.Y. 


Temperature Modulating 


A-P Controls Corp., Milwaukee, Wisc. 

Automatic Devices Co., Inc., Western 
Springs, Ill. 

Barber-Colman Co., Rockford, Ill. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Detroit Controls Corp., Detroit 8, Mich. 

Dunham Co., C. A., Chicago, Ill. 

Fulton Sylphon Div., Knoxville, Tenn. 

General Controls Co., Glendale 1, Calif. 


Heat Timer Corp., New York 12, N, Y. 
Iron Fireman Mfg. Co., Cleveland 11, Ohio 
Mercoid Corp., The, Chicago, Il. 


Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 


National Modulating Co., St. Paul 9, Minn. 

Perfex Corp., The, Milwaukee, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
WN. ¥. 

Sarco Co., Inc., New York 1, N. Y. 

Smith Corp., A. O. Milwaukee, Wisc. 

Sterling, Inc., Milwaukee 12, Wisc. 


Westinghouse Industrial Heating Dept., 
Meadville, Pa. 


Thermometers, Airconditioning Systems 


Bacharach Industrial Inst. Co., Pittsburgh 
8, Pa. 

Barber-Colman Co., Rockford, Ill. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

General Controls Co., Glendale 1, Calif. 

Marsh Corp., Jas. P., Skokie, Il. 


Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 


Pacific Transducer O H Corp., Los Angeles 
64, Calif. 


Perfex Corp., Milwaukee, Wisc. 





...~ Controls 
Rochester Mfg. Co., Inc., Rochester 10, 
ae 4 


Sarco Co., Inc., New York 1, N. Y. 

Soreng Products Corp., Schiller Park, IIl. 

Weston Electrical Instrument Corp., 
Newark 5, N. J. 


Thermometers, Heating Boilers 


Bailey Meter Co., Cleveland 10, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

General Controls Co., Glendale, Calif. 

Marsh Corp., Jas. P., Skokie, Ill. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis, Minn. 

New York Air Valve Corp., Brooklyn, N. Y. 

Pacific Transducer O H Corp., Los Angeles 
64, Calif. 

Perfex Corp., Milwaukee, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
N;.¥. 

Rochester Mfg. Co., Inc., Rochester 10, 
N, %. 

Weston Electric Instrument Corp., Newark 
5, N. J. 


Thermometers, Hot Water Storage Tanks 


Barber-Colman Co., Rockford, Il. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

General Controls Co., Glendale 1, Calif. 

Marsh Corp., Jas. P., Skokie, Ill. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis, Minn. 

New York Air Valve Corp., Brooklyn, N. Y. 

O’Brien Steam Specialty Co., Inc., 
Syracuse 2, N. Y. 

Pacific Transducer O H Corp., Los Angeles 
64, Calif. 

Preferred Utilities Mfg. Corp., New York, 
Ms es 

Perfex Corp., Milwaukee, Wisc. 

Rochester Mfg. Co., Inc., Rochester 10, 
ee 

Sarco Co., Inc., New York 1, N. Y. 

Weston Electrical Instrument Corp., 
Newark 5, N. J. 


Thermometers, Warm Air Furnaces 


A-P Controls Corp., Milwaukee, Wisc. 

Bacharach Industrial Instr. Co., Pittsburgh 
8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

General Controls Co., Glendale 1, Calif. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis, Minn. 

Pacific Transducer O H Corp., Los Angeles 
64, Calif. 

Perfex Corp., Milwaukee, Wisc. 

Rochester Mfg. Co., Inc., Rochester 10, 
NW... 2%. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Thermostatic Lock Boxes 


General Controls Co., Glendale, Calif. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Thermolok Mfg. Co., Brooklyn 25, N. Y. 


Thermostats, Locking Devices 


Detroit Controls Corp., Detroit, Mich. 

General Controls Co., Glendale, Calif. 

Iron Fireman Mfg. Co., Portland, Ore. 

Mercoid Corp., The, Chicago, Il. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis, Minn. 


Time Switches 


Automatic Controls Corp., Ann Arbor, 
Mich, 

Automatic Devices Co., Inc., Western 
Springs, Ill. 

Cutler-Hammer, Inc., Milwaukee, Wisc. 

Detroit Controls Corp., Detroit, Mich. 

General Controls Co., Glendale, Calif. 


22 


General Electric Co., Schenectady, N. Y. 
Heat-Timer Corp., New York, N. Y. 
International Register Co., Chicago, IIl. 
Iron Fireman Mfg. Co., Portland, Ore. 


Miller-Harris Inst. Co., Milwaukee, Wisc. 


Minneapolis-Honeywell Regulator Co., 
Minneapolis, Minn. 

Paragon Electric Co., Two Rivers, Wisc. 

Perfex Corp., Milwaukee, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
N.Y. 

Reliance Automatic Lighting Co., Racine, 
Wisc. 

Tork Clock Co., Inc., Mt Vernon, N. Y. 

White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Variable Speed, Fan 


General Controls Co., Glendale, Calif. 

Perfex Corp., Milwaukee, Wisc. 

Soreng Products Corp., Schiller Park, IIl. 

Volu-Trol Co., St. Paul 9, Minn. 

White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Water Flow Switch 


Pate Co., The, Darby, Penna. 


Water Level & Feeder 


Bailey Meter Co., Cleveland 10, Ohio 

Bell & Gossett Co., Morton Grove, IIl. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Cutler-Hammer, Inc., Milwaukee 1, Wisc. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

General Controls Co., Glendale 1, Calif. 

Hays Corp., The, Michigan City 7, Ind. 

Heat-Timer Corp., New York, N. Y. 

Johnson Corp., The, Three Rivers, Mich. 

Kam Water Heater Mfg. Co., Inc., Brook- 
ban oN. YY. 

Kisco Boiler & Engineering Co., St. Louis, 
Mo. 

McDonnell & Miller, Inc., Chicago 18, IN. 

Magnetrol, Inc., Chicago 23, Ill. 

Maid-O-Mist, Inc., Chicago 41, IIl. 

Mercoid Corp., The, Chicago 41, IIl. 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Newark Controls Co., Bloomfield, N. J. 

Preferred Utilities Mfg. Corp., New York, 
Ni. >. 

Sarco Co., Inc., New York 1, N. Y. 

Schaub, Fred H., Engineering Co., Inc., 
Chicago 23, Ill. 

Soreng Products Corp., Schiller Park, Ill. 

Square D Co., Milwaukee 12, Wisc. 

Thrush & Co., H. A., Peru, Ind. 

Warrick Co., Charles L., Berkley, Mich. 

Watts Regulator Co., Lawrence, Mass. 

Wright-Austin Co., Detroit 7, Mich. 


Weather Compensated 


Automatic Devices Co., Inc., Western 
Springs, Ill. 

Barber-Colman Co., Rockford, Ill. 

Bell & Gossett Co., Morton Grove, IIl. 

Damp-Vent Co., Bettendorf, Iowa 

Detroit Controls Corp., Detroit 8, Mich. 

Dunham Co., C, A., Chicago, Ill. 

Fuel Watchman, Inc., New York 5, N. Y. 

General Controls Co., ‘Glendale, Calif. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
4, anda, 

Minneapolis-Honeywell Regulator Co., 
Minneapolis 8, Minn. 

Perfex Corp., Milwaukee, Wisc. 

Sarco Co., Inc., New York 1, N. Y. 

White-Rodgers Electric Co., St. Louis 6, 
Mo. 


Couplings 


Flexible, Shaft 


Climax Flexible Coupling Co., Cleveland 
10, Ohio. 

Damp-Vent Co., Bettendorf, Iowa 

De Laval Steam Turbine Co., Trenton 2, 
N. J. 


oc +e Ouel 


Flexible Couplings Mfg. Co., Chicago 1: 
Til. } 


General Machine Co., Inc., Emmaus, Pa, 
Guardian Prods. Corp., Michigan City, Inj 
Harvey, Inc., Sid, Valley Stream, N. Y, : 
Hydrovalve Co., Brooklyn 3, N, Y. 
Kraissl Co., The, Hackensack, N, J. 
Lord Mfg. Co., Erie, Pa. 

Lovejoy Flexible Coupling Co., Chicago 4 


Ill. 

Preferred Utilities Mfg. Corp., New Yor 
IN: YY. 

Simplex Oil Heating Corp., Philadeiphi: 
Pa 


Stow Mfg. Co., Binghamton, N, Y. 
Thrush & Co., Peru, Ind. 
Volcano Burner Corp., New York 61, N. + 


Pipe 


Barco Mfg. Co., Barrington, Ill. 

Beanlee Prods. Co., Green Bay, Wisc. 

Capitol Mfg. & Supply Co., Columbus. ( 

Crane Co., Chicago 40, Ill. 

Ever-Tite Coupling Co., New York 19, N.Y 

— Automatic Prod. Corp., Baltimon 

d. 

Grinnell Co., Inc., Providence 1, R. I. 

Johns-Manville Corp., New York 16, N. Y 

Leggitt Co., S. H., Marshall, Mich. 

McDonald Mfg. Co., A. Y., Dubuque, Iow 

Madden Brass Prod. Co., Chicago, Ill. 

OPW Corp., Cincinnati, Ohio 

Reliance Tubular Prod. Co., Cleveland, 
Ohio 

Span Brass Co., Inc.., Otsego, Mich. 

Weatherhead Co., The, Cleveland 8, Ohi 

Wheaton Brass Works, Union, N. J. 


Ducts 


Aluminum 


Acme Mfg. Co., Philadelphia 36, Pa. 
Berger Furnace Mfg. Co., Pittsburgh 6, Pa 
Campbell Heating Co., Des Moines 17, 
Iowa I 
Char-Gale Mfg. Co., Anoka, Minn. 


Conn. State Furnace Co., Inc., Bridgeport, | 


Conn. 


Norwalk Airconditioning Corp., The, 9.) 


Norwalk, Conn. 





Ohio Valley Hardware & Roofing Co., 
Evansville 2, Ind. 


Specialty Sheet Metal Mfg. Co., Chicago, © 


Il. 
Swett Bros., Springfield, Mass. 
U.S. Register Co., Battle Creek, Mich. 
Viking Mfg. Corp., Cleveland, Ohio 
Williamson Heater Co., The, Cincinnati 9 
Ohio. 


Asbestos 


Carey Mfg. Co., Philip, Cincinnati 15, 
Ohio 

Corbman Bros. Co., Inc., Philadelphia 32 
Pa. 

Gustin-Bacon Mfg. Co., Kansas City 6, Mo. 

Johns-Manville Corp., New York 16, N. ¥. 

Sall Mountain Co., Hamilton, Ohio 

Swett Bros., Springfield, Mass. 


Coated Fabric 


Corbman Bros., Inc., Philadelphia, Pa. 

Flexible Tubing Corp., Guilford, Conn. 

Grand Island Furnace & Supply Co., Gran¢ 
Island, Nebr. 


Dampers 


Acme Mfg. Co., Philadelphia 36, Pa. 
Adelta Mfg. Co., Inc., Philadelphia 46, Ps 
Air Controls Prods., Inc., Coopersville 
Mich. ee 
Ajax Furnace Fitting Co., Cincinnat! 2, 9 
Armstrong Furnace Co., Columbus 12 
Barber-Colman Co., Rockford, Ill. |. 
Berger Furnace Mfg. Co., Pittsburgh 6 * 
Chandler Co., Cedar Rapids, Ia. q 
Char-Gale Mfg. Co., Anoka, Minn. 
Clayton & Lambert Mfg. Co., Louisville} 
Ky. iia 
Conn, State Furnace Co., Inc., Bridgep” 
Conn, 
Corbman Bros. Co., Inc., 
Pa. 








Philadelphia # 
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Duo-Dyne Corp., New Hyde Park, N. Y. 
Excelsior Steel Furnace Co., The, Chicago 
Ill. 

‘aus Island Furnace & Supply Co., Grand 
Island, Nebr. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Heat Controller, Inc., Manitou Beach, Mich. 

Keeler Co., E., Williamsport, Pa. 

Keith Furnace Co., Des Moines, Iowa 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Mueller Furnace Co., L. J., Milwaukee 35, 
Wisc. 

Norwalk Airconditioning Corp., So. Nor- 
walk, Conn. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Round Oak Co., Inc., Dowagiac, Mich. 

Swett Bros., Inc., Springfield, Mass. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 


Fiber 


Acme Mfg. Co., Philadelphia 36, Pa. 

Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 

Anchor Div., New Albany, Ind. 

Armstrong Furnace Co., Columbus 12, Ohio 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Chandler Co., Cedar Rapids, Ia. 

Char-Gale Mfg. Co., Anoka, Minn. 

Clayton & Lambert Mfg. Co., Louisville 10, 
Ky. 

Conn. State Furnace Co., Inc., 
Conn. 

Connelley Co., St. Louis 3, Mo. 

Corbman Bros., Inc., Philadelphia, Pa. 

Excelsior Steel Furnace Co., The, Chicago 
6, Ill. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 

Gray Metal Prod. Inc., Rochester 3, N. Y. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Home Furnace Co., Holland, Mich. 

International Heater Co., Utica, N. Y. 

Jettronaire, Inc., Springdale, Pa. 

Johns-Manville Corp., New York 16, N. Y. 

Keith Furnace Co., Des Moines, Iowa 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

Ohio Valley Hardware & Roofing Co., Evans- 
ville 2, Ind. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Schecter Bros. Co., Philadelphia 22, Pa. 
Sonoco Prods. Co., Hartsville, S. C. 

Steel City Furnace Corp., Springdale, Pa. 
Swett Bros., Inc., Springfield, Mass. 

U. §. Register Co., Battle Creek, Mich. 
Williamson Heater Co., The, Cincinnati 9, 
Ohio 

York-Shipley, Inc., York, Pa. 


Bridgeport, 


Fittings 


Acme Mfg., Philadelphia, Pa. 

Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 
Ajax Furn, Fitting Co., Cincinnati 2, Ohio 
American Mfg. Co., Inc., Hartford, Conn. 
Berger Furnace Mfg. Co., Pittsburgh, Pa. 
Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Clayton & Lambert Mfg. Co., Louisville, Ky. 
a. State Furnace Co., Bridgeport, Conn. 
roman Bros. Co., Inc., Philadelphia, Pa. 
— Steel Furnace Co., The, Chicago, 


maavhar Furnace Co., The, Wilmington, 
0 
Fox, Inc., Chris, Trenton 10, N. J. 
a Colonial Furnace Co., Des Moines, Ia. 
i Controller, Inc., Manitou Beach, Mich. 
sorta Steel Prods. Co., Milwaukee 1, Wisc. 
; Tnational Heater Co., Utica, N. Y. 
‘eqronaire, Inc., Pittsburgh 10, Pa. 
_ Co., S. H., Marshall, Mich. 

Madden ag Co., Marshalltown, Iowa 
Mueller bia Prods. Co., Aurora, I). 
Olso limatrol, Milwaukee 15, Wisc. 

n Mfg. Co., The, C. A., Elyria, Ohio 





Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Ralph Mfg. Co., Wadsworth, O. 

Rossoe Mfg. Co., Seattle 9, Wash. 

Round Oak Co. of Ind., Dowagiac, Mich. 

Scovill Mfg. Co., Waterbury, Conn. 

Sonoco Prods. Co., Hartsville, S. C. 

Specialty Sheet Metal Mfg. Co., Chicago 8, 
Til. 

Steel City Furnace Corp., Springdale, Pa. 

Swett Bros., Inc., Springfield, Mass. 

Tri-State Heating, Inc., Detroit 
Minn. 

Universal Brass Corp., Arlington, N. J. 

U. S. Register Co., Battle Creek, Mich. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 


Lakes, 


Furnace Pipe, Round 


Acme Mfg. Co., Philadelphia 36, Pa. 

Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 

Ajax Furn. Fitting Co., Cincinnati 2, Ohio 

Anchor Div., New Albany, Ind. 

Armstrong Furnace Co., Columbus 12, O. 

Artis Metals Co., Inc., Boise, Idaho 

Berger Furnace Co., Pittsburgh 6, Pa. 

Buckeye Furnace Pipe Co., Columbus, Ohio 

Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Clayton & Lambert Mfg. Co., Louisville 10, 
Ky. 

Coleman Co., Inc., Wichita, Kan. 

Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 

Connelley Co., St. Louis 3, Mo. 

Corbman Bros., Inc., Philadelphia, Pa. 

Excelsior Steel Furnace Co., The, Chicago 
6, Ill. 

Farquhar Furnace Co., The, Wilmington, O. 

Gary Steel Prod. Co., Gary, Ind. 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 

Gray Metal Proad., Inc., Rochester 3, N. Y. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Henry Furnace Co., Medina, Ohio 

Home Furnace Co., Holland, Mich. 

Inland Steel Prods. Co., Milwaukee 1, Wisc. 

International Heater Co., Utica, N. Y. 

Jettronaire, Inc., Springdale, Pa. 

Keith Furnace Co., Des Moines, Iowa 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind. 

Mueller Climatrol, Milwaukee 15, Wisc. 

Northwest Metal Prods., Inc., Seattle, 
Wash. 

Norwalk Airconditioning Corp., So. Nor- 
walk, Conn. 

Ohio Valley Hardware & Roofing Co., 
Evansville 2, Ind. 

Olson Mfg. Co., The C. A., Elyria, Ohio 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Ralph Mfg. Co., Wadsworth, O. 

Reeves Steel & Mfg. Co., Dover, Ohio 

Rossoe Mfg. Co., Seattle, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Specialty Sheet Metal Mfg. Co., Chicago, 
Til. 

Steel City Furnace Corp., Springdale, Pa. 

Thermo-Prods., Inc., North Judson, Ind. 

Tri-State Heating, Inc., Detroit Lakes, 
Minn. 

U. S. Register Co., Battle Creek, Mich. 

Vectaire Mfg. Co., Melrose, Mass. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

York-Shipley, Inc., York, Pa. 


Hangers 


Acme Mfg. Co., Philadelphia, Pa. 

Adelta Mfg. Co., Philadelphia, Pa. 
Corbman Bros., Inc., Philadelphia, Pa. 
Excelsior Steel Furnace Co., Chicago 6, II]. 
Linden Metal Specialty Co., Anoka, Minn. 
Williamson Heater Co., Cincinnati, O. 


Prefabricated, Galvanized 


Acme Mfg. Co., Philadelphia 36, Pa. 
Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 
Ajax Furn. Fitting Co., Cincinnati 2, Ohio 
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Armstrong Furnace Co., Columbus 12, Ohio 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Bryant Heater Div., Cleveland, Ohio 

Campbell Heating Co., Des Moines 17, Iowa 

Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Clayton & Lambert Mfg. Co., Louisville 10, 
Ky. 

Coleman Co., Inc., Wichita, Kans. 

Columbian Steel Tank Co., Kansas City, Mo. 

Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 

Connelley Co., St. Louis 3, Mo. 

Corbman Bros., Inc., Philadelphia, Pa. 

Damp-Vent Co., Bettendorf, Iowa 

Erie City Iron Works, Erie, Pa. 

Excelsior Steel Furnace Co., The, Chicago 
6, Ill. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Fox, Inc., Chris, Trenton 10, N. J. 

Gary Steel Prod. Co., Gary, Ind. 

General Automatic Prods. Corp., Baltimore, 
Md. 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 

Gray Metal Prods. Inc., Rochester 3, N. Y. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Henry Furnace Co., Medina, Ohio 

Home Furnace Co., Holland, Mich. 

Illinois Iron & Bolt Co., Carpentersville, Il. 

Inland Steel Prods. Co., Milwaukee 1, Wis. 

International Heater Co., Utica, 2, N. Y. 

Jettronaire, Inc., Springdale, Pa. 

Keith Furnace Co., Des Moines, Iowa 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind. 

Mueller Climatrol, Milwaukee 15, Wisc. 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

Ohio Valley Hardware & Roofing Co., Evans- 
ville 2, Ind. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Premier Furnace Co., Dowagiac, Mich. 

Ralph Mfg. Co., Wadsworth, Ohio 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Ralph Mfg. Co., Wadsworth, O. 

Rockwell Co., W. S., Fairfield, Conn. 

Rossoe Mfg. Co., Seattle 9, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Schecter Bros. Co., Philadelphia 22, Pa. 

Steel City Furnace Corp., Springdale, Pa. 

Swett Bros., Inc., Springfield, Mass. 

Tri-State Heating, Inc., Detroit 
Minn. 

U.S. Register Co., Battle Creek, Mich. 

Vectaire Mfg. Co., Melrose, Mass. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

York-Shipley, Inc., York, Pa. 


Lakes, 


Screws 


Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Scovill Mfg. Co., Waterbury, Conn. 

Swett Bros., Inc., Springfield, Mass. 

U. S. Register Co., Battle Creek, Mich. 


Smoke Pipe 


Acme Mfg. Co., Philadelphia 36, Pa. 

Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 

Ajax Furnace Fitting Co., Cincinnati, Ohio 

Anchor Div., New Albany, Ind. 

Artis Metals Co., Inc., Boise, Idaho 

Berger Furnace Co., Pittsburgh 6, Pa. 

Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Clayton & Lambert Mfg. Co., Louisville 10, 
Ky. 

Conn, State Furnace Co., Inc., 
Conn. 

Connelley Co., St. Louis 3, Mo. 

Corbman Bros., Inc., Philadelphia, Pa. 

Excelsior Steel Furnace Co., The, Chicago 
6, Il. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Fox, Inc., Chris, Trenton 10, N. J. 

Gary Steel Prod. Co., Gary, Ind. 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 


Bridgeport, 
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.... Fans, Blowers 


Gray Metal Prod. Inc., Rochester 3, N. Y. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Henry Furnace Co., Medina, Ohio 

Home Furnace Co., Holland, Mich. 

International Heater Co., Utica, N. Y. 

Jettronaire, Inc., Springdale, Pa. 

Keith Furnace Co., Des Moines, Iowa 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind. 

Mueller Climatrol, Milwaukee 15, Wisc. 

Northwest Metal Prods., Inc., Seattle 4, 
Wash. 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

Ohio Valley Hardware & Roofing Co., Evans- 
ville, Ind. 

Olson Mfg. Co., The C, A., Elyria, Ohio 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Reeves Steel & Mfg. Co., Dover, O. 

Rossoe Mfg. Co., Seattle 9, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Specialty Sheet Metal Mfg. Co., Chicago, 
Ill. 

Steel City Furnace Corp., Springdale, Pa. 

Swett Bros., Inc., Springfield, Mass. 

Thermo-Prods., Inc., North Judson, Ind. 

U. S. Register Co., Battle Creek, Mich. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

York-Shipley, Inc., York, Pa. 


Fans and Blowers 


Attic Cooling 


Air Conditioning 
Mass. 

Air Controls, Inc., Cleveland, Ohio 

American Blower Corp., Dearborn, Mich. 

American Coolair Corp., Jacksonville, Fla. 

Buffalo Forge Co., Buffalo, N. Y. 

Carey Mfg. Co., The Philip, Cincinnati, 
Ohio 

Emerson Electric Mfg. Co., The, St. Louis 
21, Mo. 

Felter Co., John, Houston, Texas 

General Blower Co., Morton Grove, III. 

Grainger, Inc., W. W., Chicago 12, Ill. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Lau Blower Co., The, Dayton 7, Ohio 

Lennox Furnace Co., The, Marshalltown, 
Iowa 

Lonergan Mfg. Div., Albion, O. 

Martin Fan & Blower Co., Inc., Chicago 50, 
Ill. 

Peerless Electric Co., The, Warren, Ohio 

Round Oak Co., Inc., Dowagiac, Mich. 

Torrington Mfg. Co., The, Torrington, 
Conn. 

Viking Air Conditioning Div., Cleveland 2, 
Ohio 


Zink Co., John, Tulsa, Okla. 


Eng. Co., Cambridge, 


Draft Booster 


Air Conditioning Eng. Co., Cambridge, 


Mass. 

Barry Blower Co., Minneapolis, Minn. 
Bayley Blower Co., Milwaukee, Wisc. 
Breese Burners, Inc., Santa Fe, N. M. 
Brumme Mfg. Co., Bloomington, IIl. 
Firewell Co., Inc., Buffalo, N. Y. 
General Blower Co., Morton Grove, III. 
Martin Fan & Blower Co., Chicago, Ill. 


National Fuel Conservation Co., Inc., White 
Plains, N. Y. 


Norse Boiler Co., New Market, N. J. 
Redmond Co., Inc., Owosso, Mich. 
Tjerlund Mfg. Co., St. Paul, Minn. 
Walker Mfg. & Sales Corp., St. Joseph, Mo. 
Wing Mfg. Co., L. J., Linden, N. J. 


Duct 
Brumme Mfg. Co., Bloomington, IIl. 


Brundage Co., The, Kalamazoo, Mich. 
Buffalo Forge Co., Buffalo, N. Y. 
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Conn-State Furnace Co., Bridgeport, Conn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Excelsior Steel Furnace Co., The, Chicago, 


General Blower Co., Morton Grove, Iil. 

Grainger, Inc., W. W., Chicago, IIl. 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 

Gross Aire Mfg. Co., Inc., St. Louis 14, Mo. 

McLarty Systems, Battle Creek, Mich. 

Martin Fan & Blower Co., Inc., Chicago 
50, Ill. 

New Aire Blower Co., Inc., Royal Oak, 
Mich. 

Norwalk Air Conditioning Corp., The, So. 
Norwalk, Conn. 

Radex Corp., Chicago 14, IIl. 

Torrington Mfg. Co., The, 
Conn. 

Trane Co., The, La Crosse, Wisc. 

Viking Air Conditioning Div., Cleveland 2, 
Ohio 

Wing Mfg. Co., L. J., Linden, N. J. 


Induced Draft 


Air Conditioning Eng. Co., 
Mass. 

American Blower Corp., Dearborn, Mich. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Barry Blower Co., Minneapolis, Minn. 

Bayley Blower Co., Milwaukee, Wisc. 

Brumme Mfg. Co., Bloomington, Ill. 

Buffalo Forge Co., Buffalo, N. Y. 

Clarage Fan Co., Kalamazoo, Mich. 

Conn-State Furnace Co., Bridgeport, Conn. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

General Blower Co., Morton Grove, IIl. 

Grainger, Inc., W. W., Chicago 12, Il. 

Jan Air, Ine., Richmond, Ill. 

Kisco Boiler & Eng. Co., St. Louis 4, Mo. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

Majestic Co., Inc., The, Huntington, Ind. 

Martin Fan & Blower Co., Inc., Chicago 50, 
Ill. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

National Fuel Conservation Co., Inc., White 
Plains, N. Y. 

National Heater Co., Inc., St. Paul 4, Minn. 

North American Mfg. Co., The, Cleveland 
5, Ohio 

Preferred Utilities Mfg. Corp., New York, 
i Ae 

Quickdraft Co., Canton 3, Ohio 

Quiet Automatic Burner Corp., Newark 4, 
Me ws 

Redmond Co., Inc., Owosso, Mich. 

Sturtevant Div., Boston 36, Mass. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 


Tjernlund Mfg. Co., St. Paul 14, Minn. 
Torrington Mfg. Co., Torrington, Conn. 
Viking Mfg. Corp., Cleveland, Ohio 
Whitty Co., Inc., Boston, Mass. 

Wing Mfg. Co., L. J., Linden, N. J. 


Torrington, 


Cambridge, 


Oil Burner Air Impellers 


Barry Blower Co., Minneapolis, Minn. 
Cary Mfg. Co., Waupaca, Wisc. 

Clarage Fan Co., Kalamazoo, Mich. 
Clayton Mfg. Co., El Monte, Calif. 
Eclipse Fuel Eng. Co., Rockford, III. 
General Blower Co., Morton Grove, IIl. 
Jan-Air, Inc., Richmond, Ill. 

Lau Blower Co., The, Dayton 7, Ohio 
Master Appliance Mfg. Co., Racine, Wisc. 
Mechanical Prods. Co., Seattle 4, Wash. 
Revcor, Chicago 30, Ill. 


Torrington Mfg. Co., 
Conn. 


The, Torrington, 


Warm Air Heating 


Air Conditioning Eng. Co., 
Mass. 


Air Controls, Inc., Cleveland, Ohio 
Air Washer Corp., Eaton Rapids, Mich. 


American Fdry. & Furnace Co., Blooming- 
ton, Ill. 


Cambridge, 
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...» Fertilizer, liquid 


American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Auburn Burner Co., Auburn, Ind. 

Bard Mfg. Co., Bryan, Ohio 

Barry Blower Co., Minneapolis, Minn, Air-Maz 

Bayley Blower Co., Milwaukee 14, Wisc. America 

Berger Furnace Co., Pittsburgh 6, Pa. Ky. 





Bishop & Babcock Mfg. Co., Cleveland 14 Besser ! 

Ohio ‘ Carey E 
Brundage Co., Kalamazoo, Mich. Contine! 
Buffalo Forge Co., Buffalo, N. Y. Cuno E 
Bush Mfg. Co., West Hartford, Conn. Evans € 
Campbell Heating Co., Des Moines 17, Ia, Goodyez 


Cary Mfg. Co., Waupaca, Wisc. Ohio 


Clarage Fan Co., Kalamazoo, Mich. Kraissl 

Conn. State Furnace Co., Inc., Bridgeport, Maid-O- 
Conn. Researc 

Connelley Co., St. Louis 3, Mo. Sarco C 

Corbman Bros. Co., Inc., Philadelphia 32, Trion, ] 
Pa. 

Corlett-Turner, Chicago 24, Ill. 

Delta Heating Corp., Trenton 8, N. J. 

Dowagiac Steel Furnace Co., Dowagiac, Air-Maz 
Mich. ‘Americ 


Ex Cel Co., Dowagiac, Mich. Ky. 
Firewell Co., Inc., Buffalo 25, N. Y. 


: Besser | 

Forest City Foundries Co., Cleveland 13, Electro: 
Ohio : Goodye 
Front Rank Mfg. Co., St. Louis 4, Mo. Radex 
Furblo Co., Hermansville, Mich. Small } 
General Blower Co., Morton Grove, III. Sturtev 


General Heating Prods. Co., Philadelphia, 
Pa. Sunbea 


Grainger, Inc., W. W., Chicago 12, Ill. Trion, 
Green Colonial Furnace Co., Des Moines, 

Iowa 
International Oil Burner Co., St. Louis 10, 

Mo. : 
Lau Blower Co., The, Dayton 7, Ohio Air-Ma 
Lennox Furnace Co., Marshalltown, Iowa Americ 


Majestic Co., Inc., The, Huntington, Ind. Ky. 


Martin Fan & Blower Co., Inc., Chicago Bowse] 
50, Ill. Contin 
Mayne Prod. Co., Dayton 2, Ohio ¢ 
McClarty Systems, Battle Creek, Mich. ane } 
Meyer Furnace Co., The, Peoria, Il. Drico | 
Morrison Prods., Inc., Cleveland, O. Evans 
Mueller Climatrol, Milwaukee 15, Wisc. Filtre: 
National Heater Co., Inc., St. Paul 4, Minn. 
Niagara Furnace Div., Cleveland 13, Ohio Glasfia 
Peerless Electric Co., The, Warren, Ohio Harve: 
Premier Furnace Co., Dowagiac, Mich. Owens 


Queen Stove Works, Inc., Albert Lea, Minn. — hic 
Radex Corp., Chicago 14, Ill. 








Redmond Co., Inc., Owosso, Mich. Purols 
Revcor, Chicago 30, Ill. Reseal 
Round Oak Co., Inc., Dowagiac, Mich. Unive: 
Standard Heating Eqpt. Co., Waterloo, Iowa Wilsot 
Sunbeam Air Conditioner Div., Elyria, 0. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

Torrington Mfg. Co., The, Torrington, 

Conn. me 
Trane Co., The, La Crosse, Wisc. Air-M. 
U. S. Air Conditioning Corp., Minneap- a 

olis 14, Minn. v- 
U. S. Radiator Corp., Detroit, Mich. Cuno 
Universal Electric Co., Owosso, Mich. Carey 
Utility Fan Corp., Los Angeles 1, Calif. Krais 
Viking Air Conditioning Div., Cleveland, [| Rese 

Ohio © Sunbe 
Waterman-Waterbury Co., Minneapolis, 

Minn. 
Western Blower Co., Seattle 4, Wash. é Nii 
Williamson Heater Co., Cincinnati, Ohio ‘ sae 

i , a ree a, N. J. : : 
Wing Mfg. Co., L. J., Linden, N Gm 

ege . e Gene 
Fertilizer, lawn, liquid Dia 

Maid 

American Liquid Fertilizer Co., Inc., Oll 3 


Marietta, Ohio 
Beauty Lawn Div., Irvington, N. J. : Pure 





—— Chemical Co., Inc., Natural Bridge, in 
Davison Chemical Co., Baltimore, Md. _ 
Fertilene Corp. of America, New York, N. ¥. ster] 
Liquilawn, Inc., New York, N. Y. Stew 
Monsanto Chemical Co., St. Louis, Mo. e 
“Na-Churs” Plant Food Co., Marion, Ohio 
Plant Marvel Labs., Chicago, Il. Cun 
The Smith Agricultural Chemical Co., Dele 
Columbus, Ohio Hag 
Smith Eqpt. & Supply Co., Chicago, Til. Har 
Super Lawn Corp., Newark, N. J. 
Veritas Co., The, Medway, Mass. BU 
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Filters, Strainers 


Air, Cleanable 


Ajr-Maze Corp., Cleveland 28, Ohio 
American Air Filter Co., Inc., Louisville, 


Ky. 
uae Metal Prods., Charlotte, N. C. 
Carey Electronic Eng. Corp., Springfield, O. 
Continental Air Filters, Inc., Louisville, Ky. 
Cuno Eng. Corp., Meriden, Conn. 
Evans Corp., Geo., Moline, Ill. 
Goodyear Tire & Rubber Co., Inc., Akron, 
Ohio 
Kraiss] Co., The, Hackensack, N. J. 
Maid-O-Mist, Inc., Chicago 41, Ill. 
Research Prods. Corp., Madison 10, Wisc. 
Sarco Co., Inc., New York 1, N. Y. 
Trion, Inc., McKees Rocks, Pa. 


Air, Electrostatic 


Air-Maze Corp., Cleveland 28, Ohio 
American Air Filter Co., Inc., Louisville, 
Ky. , 

Besser Metal Prods. Corp., Charlotte 4, N. C. 
Electro-Air Cleaner Co., Pittsburgh 33, Pa. 
Goodyear Tire & Rubber Co., Akron, Ohio 
Radex Corp., Chicago 14, IIl. 

Small Motors, Inc., Chicago 14, Ill. 


Sturtevant Div., Boston 36, Mass. 
Sunbeam Air Conditioner Div., Elyria, O. 
Trion, Inc., McKees Rocks, Pa. 


Air, Non-Renewable 


Air-Maze Corp., Cleveland 28, Ohio 

American Air Filter Co., Inc., Louisville, 
Ky. 

Bowser, Inc., Fort Wayne, Ind. 

Continental Air Filters, Inc., Louisville, Ky. 

Cuno Eng. Corp., Meriden, Conn. 

Drico Industrial Corp., New York 1, N. Y. 

Evans Corp., Geo., Moline, Ill. 

Filtrex Co., New York 17, N. Y. 

Glasfloss Div., New York 17, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 
Owens-Corning Fiberglas Corp., Toledo 1, 
Ohio 

Purolator Prod., Inc., Rahway, N. J. 
Research Prods. Corp., Madison 10, Wisc. 
Universal Air Filter Corp., Duluth 2, Minn. 
Wilson & Co., Inc., Chicago 9, Ill. 


Air, Renewable 


Air-Maze Corp., Cleveland 28, Ohio 
—e Air Filter Co., Inc., Louisville, 
y. 

Cuno Eng. Corp., Meriden, Conn. 

Carey Electronic Eng. Corp., Springfield, O. 
Kraissl Co., Inc., The, Hackensack, N. J. 
Research Prods. Corp., Madison 10, Wisc. 
Sunbeam Air Conditioner Div., Elyria, O. 


Feed or Boiler Water 


Bowser, Inc., Fort Wayne, Ind. 

Commercial Filters Corp., Melrose 76, Mass. 
Cuno Eng. Corp., Meriden, Conn. 

General Controls Co., Glendale 1, Calif. 
Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 
Maid-'O-Mist, Inc., Chicago, II. 

“netting Economy Corp., East Boston, 


Purolator Prods., Inc., Rahway, N. J. 
Sareo Co., Inc., New York 1, N. Y. 

hag & Pfeiffer, San Francisco 7, Calif. 
Sterling, Inc., Milwaukee 12, Wisc. 
Stewart Oil Burner Co., Hanover, Pa. 


Nozzle 


C 
Pi Eng. Corp., Meriden, Conn. 
ee Mfg. Co., W. Des Moines, Iowa 
— Products, Irvington, N. J. 

atvey, Sid, Inc., Valley Stream, N. Y. 


Monarch Mfg. Works, Philadelphia, Pa. 
Steinen Mfg. Co., Wm., Newark, N. J. 


Oil, Cartridge 


Anderson Brass Co., Detroit 8, Mich. 
Auto-Flo Corp., Detroit 27, Mich. 
Bowser, Inc., Fort Wayne, Ind. 
Burn-Rite Prods. Co., Yonkers 2, N. Y. 
Carlson & Co., Inc., A. B., Aurora, IIl. 
Commercial Filters Corp., Melrose 76, Mass. 
Cuno Eng. Corp., Meriden, Conn. 
Eclipse Fuel Eng. Co., Rockford, Ill. 
Eddington Metal Specialty Co., Eddington, 
P 


a. 

Electrol Burner Mfg. Co., Rutherford, N. J. 

Fram Corp., Providence 16, R. I. 

General Filters, Inc., Novi, Mich. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hauck Mfg. Co., Brooklyn, N. Y. 

Industrial Supply, Inc., Hudson Falls, N. Y. 

Klemm Automotive Prods. Co., Chicago 47, 
Tl. 

Marietta Metal Prods. Corp., Marietta, Pa. 

Marquart Mfg. Co., Oakland, Calif. 

Morse-Smith-Morse Co., Watertown, Mass. 

Pilgrim Oil Burner Co., Hartford, Conn. 

Preferred Utilities Mfg. Corp., New York 
23, NW ¥. 

Purolator Prod., Rahway, N. J. 

Rega Mfg. Co., Rochester 20, N. Y. 

Sparkler Mfg. Co., Mundelein, Ill. 

Tool Industries, Inc., Detroit 23, Mich. 

Unifilter Co., Farmington, Mich. 

Warner Lewis Co., Tulsa, Okla. 


Oil, Kits with Tank Valve 


Anderson Brass Co., Detroit 8, Mich. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

General Filters, Novi, Mich. 

Unifilter Co., Farmington, Mich. 


Oil, Metal Mesh 


A-P Controls Corp., Milwaukee, Wisc. 

Air-Maze Corp., Cleveland 28, Ohio 

American Dist. Steam Div., N. Tonawanda, 
NN. ¥. 

Anderson Co., V. D., Cleveland, Ohio 

Anthony Co., Long Island City 1, N. Y. 

Autopulse Corp., Ludington, Mich. 

Bowser, Inc., Fort Wayne, Ind. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cuno Eng. Corp., Meriden, Conn. 

Delavan Mfg. Co., W. Des Moines, Iowa 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Elicon Co., New York 7, N. Y. 

General Controls Co., Glendale 1, Calif. 

General Filters, Inc., Novi, Mich. 

Granberg Corp., Oakland, Calif. 

Harsch & Co., H., Maplewood, N. J. 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Hammel Oil Burning Eqpt. Co., Providence, 
R.. E 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Kraissl Co., The, Hackensack, N. J. 

Lammert & Mann Co., Chicago 12, Ill. 

Marvel Eng. Co., Chicago, III. 

Monarch Mfg. Works, Inc., Philadelphia 
3A, Pa. 

Preferred Utilities Mfg. Corp., New York 23, 
WN. ¥. 

Purolator Prod. Inc., Rahway, N. J. 

Ray Oil Burner Co., San Francisco, Calif. 

Sarco Co., Ine., New York 1, N. Y. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 


Smith Corp., A. O., Los Angeles 22, Calif. 
Staples & Pfeiffer, San Francisco 7, Calif. 
Sterling, Inc., Milwaukee 12, Wisc. 
Stewart Oil Burner Co., Hanover, Pa. 
Trion, Inc., McKees Rocks, Pa. 

Unifilter Co., Farmington, Mich. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 


Oil, Metal Slot 


Bowser, Inc., Ft. Wayne, Ind. 

Cuno Eng. Corp., Meriden, Conn. 

Delavan Mfg. Co., W. Des Moines, Iowa 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Morse-Smith-Morse Co., Watertown 72, 
Mass. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 





.... Filters, Strainers 


Purolator Prod., Inc., Rahway, N. J. 
Sarco Co., Inec., New York 1, N. Y. 


Oil, Throw-Away 


Bowser, Inc., Ft. Wayne, Ind. 

Carlson & Co., Inc., A. B., Aurora, Ill. 

Cuno Eng. Corp., Meriden, Conn. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Industrial Supply, Inc., Hudson Falls, N. Y. 

Klemm Automotive Prods. Co., Chicago 47, 
Ill. 

Marquart Mfg. Co., Oakland, Calif. 

Purolator Prods., Inc., Rahway, N. J. 

Sparkler Fueloil Filters, Mundelin, Il. 


Strainers, #5, #6 Oil 


Ace Eng. Co., Chicago 8, IIl. 

American Dist. Steam Div., N. Tonawanda, 
Ne YY: 

Anderson Co., V. D., Cleveland 2, Ohio 

Anthony Co., Long Island City 1, N. Y. 

Bowser, Inc., Ft. Wayne, Ind. 

Cash Valve Mfg. Corp., A. W., Decatur, 
Tl. 

Clark Mfg. Co., Cleveland 14, Ohio 

Cuno Eng. Corp., Meriden, Conn. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Elicon Co., The, New York 7, N. Y. 

General Controls Co., Glendale 1, Calif. 

General Filters, Inc., Novi, Mich. 

Granberg Corp., Oakland, Calif. 

Hammel Oil Burning Eqpt. Co., Providence, 
| ee 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Kraissl Co., The, Hackensack, N. J. 

Lammert & Mann Co., Chicago 12, Ill. 

Morrison Bros. Co., Dubuque, Iowa 

Mueller Steam Specialty Co., Inc., Long Is- 
land City 1, N. Y. 

Preferred Utilities Mfg. Corp., New York 
2 N.Y. 

Purolator Prods., Inc., Rahway, N. J. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Sarco Co., Inc., New York 1, N. Y. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Sheffler-Gross Co., Philadelphia, Pa. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Wooley Co., E. L., Pawtucket, R. I. 


Strainers, Bulk Plant 


American Dist. Steam Div., N. Tonawanda, 
NN. 3. 

Anderson Co., V. D., Cleveland 2, Ohio 

Anthony Co., Long Island City 1, N. Y. 

Bowser, Inc., Ft. Wayne, Ind. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Brodie Co., Ralph N., San Leandro, Calif. 

Cash Valve Mfg. Co., A. W., Decatur, III. 

Clark Mfg. Co., Cleveland 14, Ohio 

Cuno Eng. Corp., Meriden, Conn. 

Elicon Co., New York 7, N. Y. 

Erie Meter Systems, Inc., Erie, Pa. 

General Filters, Inc., Detroit 23, Mich. 

Granberg Corp., Oakland, Calif. 

Hayward Mfg. Co., Inc., Brooklyn 31, N. Y. 

Kraiss] Co., The, Hackensack, N. J. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Morrison Bros, Co., Dubuque, Iowa 


Mueller Steam Specialty Co., Inc., 
Island City 1, N. Y. 


OPW Corp., Cincinnati 25, O. 

Purolator Prods., Inc., Rahway, N. J. 
Sarco Co., Inc., New Yorx 1, N. Y. 
Sheffler-Gross Co., Philadelphia, Pa. 
Smith Corp., A. O., Los Angeles 22, Calif. 
Staples & Pfeiffer, San Francisco 7, Calif. 
Warner Lewis Co., Tulsa 8, Okla. 


Long 


Fire Fighting Equipment 


American-La-France-Foamite Corp., Elmira, 
N. 


Pyrene Mfg. Co., Newark 8, N, J. 
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Fittings 


Boiler 


Bell & Gossett Co., Morton Grove, Ill. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Crane Co., Chicago 40, Il. 

Grinnell Co., Inc., Providence 1, R. I. 

Keeler Co., E., Williamsport, Pa. 

Oil Eqpt. Mfg. Corp., New Haven, Conn. 

Reliance Tubular Prods. Co., Cleveland, 
Ohio 


Duct 


Acme Mfg. Co., Philadelphia 36, Pa. 

Adelta Mfg. Co., Inc., Philadelphia 46, Pa. 

Anchor Div., New Albany, Ind. 

Berger Furnace Co., Pittsburgh 6, Pa. 

Buckeye Furnace Pipe Co., Columbus, O. 

Carey Mfg. Co., The Philip, Cincinnati, O. 

Chandler Co., Cedar Rapids, Ia. 

Char-Gale Mfg. Co., Minneapolis, Minn. 

Clayton & Lambert Mfg. Co., Louisville, Ky. 

Conn-State Furnace Co., Bridgeport, Conn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Damp-Vent Co., Bettendorf, Iowa 

Excelsior Steel Furnace Co., The, Chicago 
6, Tl. 

Flexible Tubing Corp., 
(Coated Fabric) 

Fox, Inc., Chris, Trenton 10, N. J. 

Gary Steel Prods. Co., Gary, Ind. 

Heat Controller, Inc., Manitou Beach, Mich. 

Inland Steel Prods. Co., Milwaukee 1, Wisc. 

Johns-Manville Corp., New York 16, N. Y. 

Lennox Furnace Co., The, Marshalltown, 
Iowa 

Mueller Furnace Co., Milwaukee 15, Wisc. 

Norwalk Airconditioning Corp., South Nor- 
walk, Conn. 

Reeves Steel & Mfg. Co., Dover, O. 

Rockwell Co., W. S., Fairfield, Conn. 

Specialty Sheet Metal Mfg. Co., Chicago, 
Il. 

Swett Bros., Inc., Springfield, Mass, 

Williamson Heater Co., Cincinnati, O. 


Guilford, Conn. 


Fill and Vent 


Bell & Gossett Co., Morton Grove, III. 

Buckeye Iron & Brass Works, Dayton 1, O. 

Chandler Co., Cedar Rapids, Iowa 

Future Products Co., Portland 12, Ore. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Moore & Kling, Inc., Boston, Mass. 

Morse-Smith-Morse Co., Watertown 72, 
Mass. 

OPW Corp., Cincinnati, Ohio 

Oil Eqpt. Mfg. Corp., New Haven, Conn. 

O’Halloran Industries, Detroit 4, Mich. 

Plastic Appliance Co., Philadelphia 31, Pa. 

Preferred Utilities Mfg. Corp., New York 
oo, N.Y. 

Remco Inc., Baltimore, Md. 

Rhode Island Fittings Co., Providence, R. I. 

Shand & Jurs Co., Berkeley 10, Calif. 

Sicard and Paul, Minneapolis 8, Minn. 

Universal Valve Co., Elizabeth, N. J. 


Wheaton Brass Works, Union, N. J. 


Hose 


Ardmore Products, Chicago, Ill. 

Buckeye Iron & Brass Works, Dayton 1, O. 

C-S Brass Mfg. Co., New York 23, N. Y. 

Carlyle Rubber Co., New York 7, N. Y. 

Gates Rubber Co., Denver, Colo. 

Goodall Rubber Co., Trenton 4, N. J. 

Goodyear Tire & Rubber Co., Inc., Akron, 
Ohio 

Hewitt-Robins, Inc., Stanford, Conn. 

Hewitt Rubber Div., Buffalo 5, N. Y. 

Morris Coupling & Clamp Co., Elwood City, 


Pa. 
OPW Corp., Cincinnati, Ohio 
Philadelphia Valve Co., Philadelphia, Pa 
Scovill Mfg. Co., Waterbury 20, Conn. 
Span Brass Mfg. Co., Inc., Otsego, Mich. 
Universal Brass Corp., Arlington, N. J. 
Weatherhead Co., The, Cleveland 8, Ohio 
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Pipe 


American Mfg. Co., Inc., Hartford, Conn. 

Anderson Brass Co., Detroit 8, Mich. 

Barco Mfg. Co., Barrington, IIl. 

Buckeye Iron & Brass Works, Dayton 1, O. 

C-S Brass Mfg. Co., New York 23, N. Y. 

Capitol Mfg. & Supply Co., Columbus, O. 

Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Conn-State Furnace Co., Bridgeport, Conn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Couplings Co., Chicago 16, IIl. 

Crane Co., Chicago 40, Ill. 

Ever-Tite Coupling Co., Inc., New York 19, 
N. Y 


Excelsior Steel Furnace Co., The, Chicago 6, 
Ri. 

General Fittings Co., Providence 5, R. I. 

Grinnell Co., Inc., Providence 1, R. I. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Ill. 

Inland Steel Prods. Co., Milwaukee 1, Wisc. 

Johns-Manville Corp., New York 16, N. Y. 

Leggitt Co., S. H., Marshall, Mich. 

Lincoln Brass Works, Inc., Detroit 16, Mich. 


McDonald Mfg. Co., A. Y., Dubuque, Iowa 


Madden Brass Prods. Co., Chicago 19, Il. 
(Brass) 

Malleable Iron Fittings Co., 
Conn. 

OPW Corp., Cincinnati, Ohio 

Oil Eqpt. Mfg. Corp., New Haven, Conn. 

Reeves Steel & Mfg. Co., Dover, O. 

Reliance Tubular Prods. Co., Cleveland 8, 
Ohio 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Universal Brass Corp., Arlington, N. J. 

Weatherhead Co., The, Cleveland 8, Ohio 


Branford, 


Tank 


American Brass Co., Waterbury 20, Conn. 

Anderson Brass Co., Detroit 8, Mich. 

Ardmore Prods., Chicago, IIl. 

Buckeye Iron & Brass Works, Dayton 1, O. 

C-S Brass Mfg. Co., New York 23, N. Y. 

Carlson & Co., Inc., A. B., Aurora, III. 

Ever-Tite Coupling Co., Inc., New York 19, 
N.. ¥. 

Grinnell Co., Inc., Providence 1, R. I. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Lincoln Brass Works, Inc., Detroit 16, Mich. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Mel Gauge Co., New Haven, Conn. 

Morrison Bros., Dubuque, Iowa 

OPW Corp., Cincinnati, Ohio 

O’Halloran Industries, Detroit 4, Mich. 

Oil Eqpt. Mfg. Corp., New Haven, Conn. 

Preferred Utilities Mfg. Corp., New York, 
i ie ge 

Reliance Tubular Prods. Co., Cleveland 8, O. 

Shand & Jurs Co., Berkeley 10, Calif. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Universal Brass Corp., Arlington, N. J. 

Universal Valve Co., Elizabeth, N. J. 

Weatherhead Co., The, Cleveland 8, Ohio 


Tubing, Compression 


American Brass Co., Waterbury 20, Conn. 

American Mfg. Co., Inc., Hartford, Conn. 

Anderson Brass Co., Detroit 8, Mich. 

Best Brass Co., Marshall, Mich. 

C-S Brass Mfg. Co., New York 23, N. Y. 

Carlton Oil Burner Co., Hartford 3, Conn. 

Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Couplings Co., Chicago 16, IIl. 

Grinnell Co., Inc., Providence 1, R. I. 

Hahn Co., A., Hartford, Conn. 

Imperial Brass Mfg. Co., The, Chicago 7, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Lincoln Brass Works, Inc., Detroit 16, Mich. 

Madden Brass Prods. Co., Chicago 19, III. 

Pilgrim Oil Burner Co., Hartford, Conn. 

Reading Brass Co., Hillsdale, Mich. 

Reliance Tubular Prods. Co., Cleveland 8, 
Ohio 

Rockford Brass Works, Rockford, III. 

Schoenberger Co., The W. J., Cleveland 5, 
Ohio 

Scovill Mfg. Co., Waterbury 20, Conn. 








.... Furnaces 





Span Brass Mfg. Co., Inc., Otsego, Micn. 
Therm Gas Generator Co., Inc., Seattle 
Wash. 
Universal Brass Corp., Arlington, N. J. 
Universal Valve Co., Elizabeth, N. J. 
Wayne Brass Co., Inc., Fort Wayne, Ind 
Weatherhead Co., The, Cleveland 8 Ohio 
Worcester Taper Pin Co., Worcester, Mass 


Tubing, Flare 


American Brass Co., Waterbury 20, Conn. 

American Mfg. Co., Inc., Hartford, Conn, 

Anderson Brass Co., Detroit 8, Mich. 

Barridon Oil Burner Corp., Hartford, Conn 

Best Brass Co., Marshall, Mich. 

C-S Brass Mfg. Co., New York 23, N. Y, 

Carlton Oil Burner Co., Hartford 3, Conn, 

Chase Brass & Copper Co., Waterbury 2), 
Conn. 

Couplings Co., Chicago 16, Ill. 

Grinnell Co., Inc., Providence 1, R. I. 

Hahn Co., A., Hartford, Conn. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Il. 

Leggitt Co., S. H., Marshall, Mich. 

Lincoln Brass Works, Inc., Detroit, Mich 

Madden Brass Prod. Co., Chicago 19, Ill. 

Pilgrim Oil Burner Co., Hartford, Conn. 

Reading Brass Co., Hillsdale, Mich. 

Reliance Tubular Prod. Co., Cleveland 8, 0 

Remco Inc., Baltimore, Md. 

Rockford Brass Works, Rockford, III. 

Schoenberger Co., The W. J., Cleveland 5, 
Ohio 

Scovill Mfg. Co., Waterbury, Conn. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Universal Brass Corp., Arlington, N. J. 

Wayne Brass Co., Inc., Fort Wayne, Ind. 

Weatherhead Co., The, Cleveland 8, Ohio 

Worcester Taper Pin Co., Worcester, Mass. 


Tubing, Sweat 


American Brass Co., Waterbury 20, Conn. 

Chase Brass & Copper Co., Waterbury 2), 
Conn. 

Crane Co., Chicago 40, Ill. 

General Fittings Co., Providence 5, R. I. 

Grinnell Co., Providence 1, R. I. 

Hahn Co., A., Hartford, Conn. 

Leggitt Co., S. H., Marshall, Mich. 

Reliance Tubular Prod. Co., Cleveland 8, 0. 

Rockford Brass Works, Rockford, II. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Wayne Brass Co., Inc., Fort Wayne, Ind. 


Furnaces 


Commercial 


Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Altherm, Inc., New York 21, N. Y. 

American Furnace Co., St. Louis 10, Mo. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Anchor Div., New Albany, Ind. 

Andrews Htg. Co., Minneapolis 14, Minn. 

Areweld Mfg. Co., Inc., Seattle 99, Wash. — 

Armstrong Furnace Co., Columbus 8, Ohio 

Auburn Fadry., Inc., ‘Auburn, Ind. 

Barton Prods., Inc., Wheaton, III. 

Beck Eng. Combustion Ko., St. Louis 6, Mo. 

Besser Metal Prods. Corp., Charlotte, N. C. 

Billow Corp., Chicago 6, Ill. 

Bryant Heater Div., Cleveland, Ohio 

Burtchaell Htg. Co., Portland, Ore. 

Campbell Co., E. K., Kansas City, Mo. — 

Campbell Heating Co., Des Moines 17, Iowa 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Corp., Cedar Rapids, Iowa 

Chandler Co., Cedar Rapids, Iowa ' 

Chicago Steel Furnace Co., Chicago 17, Ill. 

Chimney Furnace Co., Rockville, Md. 

Conn. State Furnace Co., Inc., Bridgeport 
Conn. 

Connelley Co., St. Louis 3, Mo. 

Cox Mfg. Co., Ridgeville, Ind. 

Delta Htg. Corp., Trenton 8, N. J- 

Domestic Mfg. Co., Seattle, Wash. = 

Dowagiac Steel Furnace Co., Dowagla® 
Mich, 

Dravo Corp., Pittsburgh 22, Pa. 

Dualtron Co., The, Pittsburgh 29, Pa. 

Eclipse Fuel Eng. Co., Rockford, =a - 

Electrol Burner Mfg. Co., Inc., Rutheriore. 
IN a, 


FUELOIL & OIL HEAT, APRIL 1955 





















Floral Cit 
Gross-Air¢ 
Hasko Ut 
Heat Cont 
Heil Co., 
Henry Fu 
Illinois Ir 
Jackson « 
Johnson - 
Klug & 5 
Lee Corp 
Lennox F 
Lientz M 
Majestic 
Meyer F' 
Mammot! 
Minn. 
Mueller | 
Wisc. 
National 
Northwe: 
Ore. 
Norwalk 
Norwa 
Olsen Mi 
Olson & 
Parks-C1 
Peerless 
olis, I) 
Prat-Da1 
Premier 
Quiet-Av 
N. J. 
Ray Oil 
Rennebt 
Md. 
Rockwel 
Rossoe | 
Round ¢ 
Sandber 
Siebring 
Stewart 
Superio 
Mich. 
Sunbea! 
Sunder 
Syncror 
Tjernlu 
U.S. 
US. 8 
Watern 
13, M 
Wayne 
Ind. 
Weathe 
Westin 
Heat! 


Acme ] 
Airflar 
Airtem 
Airwas 
Alther 
Americ 
ton, 
Ameri 
Ameri 
Ameri: 
burg 
Ancho 
Armst 
Aubur 


attle. 


Ind 
Ohio 
flass 


onn, 
onn, 


onn 


onn 
, 20, 


21), 











Floral City Heater Co., Monroe, Mich. 

Gross-Aire Mfg. Co., Overland 14, Mo. 

Hasko Utilities Co., New York, N.Y. 

Heat Controller, Inc., Manitou Beach, Mich. 

Heil Co., The, Milwaukee 1, Wis. 

Henry Furnace Co., Medina, Ohio 

Illinois Iron & Bolt Co., Carpentersville, Ill. 

Jackson & Church Co., Saginaw, Mich. 

Johnson Heater Corp., Chelsea, Mass. 

Klug & Sons, F. H., St. Joseph, Mich. 

Lee Corp., Wilmington, Del. 

Lennox Furnace Co., Marshalltown, Iowa 

Lientz Mfg. Co., B. P., Kansas City, Mo. 

Majestic Co., Inc., The, Huntington, Ind. 

Meyer Furnace Co., Peoria 2, Ill. 

Mammoth Furnace Co., The, St. Paul 4, 
Minn. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

National Heater Co., Inc., St. Paul 4, Minn. 

Northwest Fdry. & Furnace Co., Portland 2, 
Ore. 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Olson & Co., A. A., Canfield, Ohio 

Parks-Cramer Co., Fitchburg, Mass. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Prat-Daniel Corp., So. Norwalk, Conn. 

Premier Furnace Co., Dowagiac, Mich. 

Quiet-Automatic Burner Corp., Newark 4, 
N. J. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Rockwell Co., W. S., Fairfield, Conn. 

Rossoe Mfg. Co., Seattle 9, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Sandberg Mfg. Co., Portland 10, Ore. 

Siebring Mfg. Co., George, Iowa 

Stewart Oil Burner Co., Hanover, Pa. 

Superior Furnace & Mfg. Co., Plymouth, 
Mich. 

Sunbeam Air Conditioner Div., Elyria, O. 

Sunderman Mfg. Co., Sioux Falls, S. D. 

Syncromatic Corp., Watertown, Wisc. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

U. S. Machine Div., Lebanon, Ind. 

U.S. Rad. Corp., Detroit 26, Mich. 

Waterman-Waterbury Co., The Minneapolis 
13, Minn. 

— Home Egqpt. Co., Inc., Fort Wayne, 
nd. 

Weatherall Eng. Inc., Providence, R. I. 
Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 


Domestic Gas (to 200,000 Btu) 


Acme Heating Div., W. Hartford 10, Conn. 

Alrflame, Inc., Waukegan, II. 

Airtemp Div., Dayton 1, Ohio 

Airwasher Corp., Eaton Rapids, Mich. 

Altherm, Inc., New York 21, N. Y. 
American Fdry, & Furnace Co., Blooming- 
ton, Ill. 

American Furnace Co., St. Louis 10, Mo. 
American Ideal-Aire Corp., Westbury, N. Y. 
American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Armstrong Furnace Co., Columbus 8, Ohio 
Auburn Burner Co., Auburn, Ind. 

Auburn Fdry., Inc., Auburn, Ind. 

automatic Firing Corp., St. Louis, Mo. 

a Gas Burner Co., The, Cleveland 14, 
Bard Mfg. Co.., Bryan, Ohio 

Barton Products, Inc., Wheaton, Ill. 

Beck Eng. Combustion Co., St. Louis 6, Mo. 
Berger Furnace Co., Pittsburgh 6, Pa. 
hand Metal Prods. Corp., Charlotte, N. C. 
hair Prods., Inc., Colwyn, Pa. 
ete Industries, Inc., Baltimore 9,, 
Bryant Air i j i 
shia - a Corp., Philadel- 
Tyant Heater Div., Cleveland, Ohio 
campbell Heating Co., Des Moines 17, Iowa 
Chenan Eng. Corp., Cedar Rapids, Iowa 
Chi er Co., Cedar Rapids, Iowa 

~lcago Steel Furnace Co., Chicago 17, II. 


on Furnace Co., Rockville, Md. 

man Co., Inc., Wichita, Kans. 
imbustioneer Div., Springfield, Ohio 
ing Eng. Works, Mendota, III. 
—" Furnace Co., Inc., Bridgeport, 
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Connelley Co., St. Louis 3, Mo. 

Cox Mfg. Co., Ridgeville, Ind. 

Crane Co., Chicago 40, Ill. 

Delco Appliance Div., Rochester, N. Y. 

Delta Heating Corp., Trenton 8, N. J. 

DeSoto Oil Burner Co., York, Pa. 

Dornback Furnace & Fdry. Co., Cleveland 8, 
Ohio 

Dowagiac Steel 
Mich. 

Daultron Co., The, Pittsburgh 29, Pa. 

Ducane Heating Corp., Lincoln Park, N. J. 

Ex Cel Co., Dowagiac, Mich. 

Farquhar Furnace Co., The, Wilmington, 
Ohio 

Firewel Co., Inc., The, Buffalo 25, N. Y. 

Floral City Heater Co., Monroe, Mich. 

Front Rank Mfg. Co., St. Louis 4, Mo. 

Furblo Co., Hermansville, Mich. 

General Automatic Products Corp., Balti- 
more, Md. 

General Electric Co., Bloomfield, N. J. 

Gillen Co., J. L., Detroit 28, Mich. 

Glasby Mfg. Co., Inc., J. P., Belleville 9, 
N. J. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Gross-Aire Mfg. Co., St. Louis 14, Mo. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Hasko Utilities Co., New York, N. Y. 

Heat Controller, Inc., Manitou Beach, 
Mich. 

Heating Specialties, Inc., Baltimore 29, Md. 

Heil Co., The, Milwaukee 1, Wisc. 

Henry Furnace Co., Medina, Ohio 

Hess Co., The, Chicago 50, IIl. 

Holland Furnace Co., Holland, Mich. 

Home Furnace & Fdry. Co., Coldwater, 
Mich. 

Illinois Iron & Bolt Co., Carpentersville, Il. 

International Heater Co., Utica, N. Y. 

International Oil Burner Co., St. Louis 10, 
Mo. 

International 
Calif. 

Iron Fireman Mfg. Co., Cieveland 11, Ohio 

Jackson & Church Co., Saginaw, Mich. 

Jettronaire, Inc., Springdale, Pa. 

Johnson Heater Corp., Chelsea, Mass. 

Kaustine Furnace & Tank Corp., Perry, 
N.Y. 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Lennox Furnace Co., Marshalltown, Iowa 

Lincoln Furnace Co., Inc., Hawthorne, N. J. 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Luty Furnace Mfg. Co., Detroit 21, Mich. 

Magic Chef, Inc., St. Louis 10, Mo. 

Majestic Co., Inc., The, Huntington, Ind. 

Manville Boiler Co., Inc., Hackettstown, 
IN; a. 

Marietta Metal Prods. Corp., Marietta, Pa. 

Mayflower Air-Conditioners, Inc., St. Paul 
6, Minn. 

Meyer Furnace Co., Peoria 2, Il. 

Morrison Steel Prods., Inc., Buffalo 7, N. Y. 

Mueller Climatrol, Milwaukee 15, Wisc. 

Niagara Furnace Div., Cleveland 13, Ohio 

Norge Heat Div., Kalamazoo, Mich. 

Norman Prods. Co., Columbus, Ohio 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 

O’Halloran Industries, Detroit 4, Mich. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Patten Co., J. V., Sycamore, Ill. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Perfection Industries, Cleveland 4, O. 

Premier Furnace Co., Dowagiac, Mich. 

Radiant-Aire Corp., Michigan City, Ind. 

Rheem Mfg. Co., Chicago 29, III. 

Richmond Rad. Co., Metuchen, N. J. 

Roberts-Gordon Appliance Corp., Buffalo 6, 
W.-Y. 


Round Oak Co., Inc., Dowagiac, Mich. 
Rybolt Heater Co., The, Ashland, Ohio 
Schill Mfg. Co., The, Crestline, Ohio 
Shana Mfg. Co., Inc., Chicago, Il. 

Silent Automatic Prods., Jackson, Mich. 
Smith Corp., A. O., Milwaukee, Wis. 
Souther Iron Co., E. E., St. Louis 20, Mo. 
Steel City Furnace Corp, Springdale, Pa 
Stewart Oil Burner Co., Hanover, Pa. 
Sunbeam Air Conditioner Div., Elyria, O. 


Furnace Co., Dowagiac, 


Sales Co., San Francisco, 





Superior Furnace & Mfg. Co., Plymouth, 
Mich. 

Surface Combustion Corp., Toledo 1, Ohio 

Synchromatic Corp., Watertown, Wisc. 

Thatcher Furnace Co., Garwood, N. J. 

Thermo-Prods., Inc., N. Judson, Ind. 

Timken Silent Automatic Div., Jackson, 
Mich. 

Tjerlund Mfg. Co., St. Paul 14, Minn. 

Toridheet Div., Cleveland 2, Ohio 

Turb-O-Tube Furnace, Inc., Buffalo 13, 
be $ 

U. S. Machine Div., Lebanon, Ind. 

U. S. Rad. Corp., Detroit 26, Mich. 

Universal Products Corp., Auburn, Ind. 

Viking Mfg. Corp., Cleveland, Ohio 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 

Wayne Home Egpt. Co., Inc., Fort Wayne 4, 
Ind. 

Weatherall Eng. Inc., Providence, R. I. 

Williams Automatic, Inc., White Plains, 
N. Y. 

Williams Div., Bloomington, III. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

Wisconsin Oil Burner Co., Madison 5, Wis. 

York-Shipley, Inc., York, Pa. 

Zink Co., John, Tulsa, Okla. 


Domestic Oil (te 200,000 Btu) 


Acme Heating Div., W. Hartford 10, Conn. 

Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Aire Director Mfg. Co., Seattle 9, Wash. 

Airflame, Inc., Waukegan, II]. 

Airtemp Div., Dayton 1, Ohio 

Airwasher Corp., Eaton Rapids, Mich: 

Altherm, Inc., New York 21, N. Y. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

American Furnace Co., St. Louis 10, Mo. 

American Ideal-Aire Corp., Westbury, N. Y. 

American Oil Co., Baltimore, Md. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anchor Div., New Albany, Ind. 

Areweld Mfg. Co., Inc., Seattle 99, Wash. 

Armstrong Furnace Co., Columbus 8, Ohio 

Auburn Burner Co., Auburn, Ind. 

Auburn Fdry., Auburn, Ind. 

Automatic Firing Corp., St. Louis, Mo. 

Barber Gas Burner Co., The, Cleveland 14, 
Ohio 

Bard Mfg. Co., Bryan, Ohio 

Barton Products, Inc., Wheaton, III. 

Beck Eng. Combustion Ko., St. Louis 6, Mo. 

Berger Furnace Co., Pittsburgh 6, Pa. 

Besser Metal Products Corp., Charlotte, 


N..¢€. 

Bethlehem Fdry. & Machine Co., Bethle- 
hem, Pa. 

Beyer Oil Burner Co., Rosamond, Calif. 

Bonair Prods., Inc., Colwyn, Pa. 

Bovee Furnace Works, Waterloo, Iowa 

Brandenberg Industries, Inc., Baltimore 9, 
Md. 

Brandes Co., Madison 4, Wisc. 

Brown Steel Tank Co., Minneapolis 14, 
Minn. 

Bryant Air Conditioning Corp., Philadel- 
phia 23, Pa. 

Bryant Corp., C. L., Cleveland 3, Ohio 

Bryant Heater Div., Cleveland, Ohio 

Burtchaell Heating Co., Portland 2, Ore. 

Campbell Heating Co., Des Moines 17, Iowa 

Cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Corp., Cedar Rapids, Iowa 

Certified Furnace Co., St. Paul 4, Minn. 

Chandler Co., Cedar Rapids, Iowa 

Charter Oak Stove & Range Co., St. Louis 
15, Mo. 

Chicago Steel Furnace Co., Chicago 17, Il. 

Chimney Furnace Co., Rockville, Md. 

Coleman Co., Inc., Wichita, Kans. 

Columbia Boiler Co., Pottstown, Pa 

Combustioneer Div., Springfield, Ohio 


Conco Eng. Works, Mendota, IIl. 


Conn. State Furnace Co., Inc., Bridgeport, 
Conn. 


Connelley Co., St. Louis 3, Mo. 

Coroaire Heater Corp., Cleveland 15, Ohio 
Cox Mfg. Co., Ridgeville, Ind. 

Crane Co., Chicago 40, Ill. 

Delco Appliance Div., Rochester, N. Y. 
Delta Heating Corp., Trenton 8, N. J 
DeSoto Oil Burner Co., York, Pa. 











.... Furnaces and Accessories 


Domestic Mfg. Co., Seattle, Wash. 

Dornback Furnace & Fdry. Co., Cleveland 
8, Ohio 

Dowagiac Steel Furnace Co., 
Mich. 

Daultron Co., The, Pittsburgh 29, Pa. 

Ducane Heating Corp., Lincoln Park, N. J. 

Electric Furnace-Man, Inc., Emmaus, Pa. 

Electro-Watt Industries, Inc., Salem, Ore. 

Electro-Watt, Inc., Seattle 1, Wash. 

Electrol Burner Mfg. Co., Inc., Rutherford, 
MN, J. 

Enico Products, Detroit 35, Mich. 

Ex Cel Co., Dowagiac, Mich. 

Farquhar Furnace Co., The, Wilmington, O. 

Firewel Co., Inc., The, Buffalo 25, N. Y. 

Floral City Heater Co., Monroe, Mich. 

Front Rank Mfg. Co., St. Louis 4, Mo. 

Furblo Co., Hermansville, Mich. 

General Automatic Prods. Corp., Baltimore, 
Md. 

General Electric Co., Bloomfield, N. J. 

General Machine Co., Inc., Emmaus, Pa. 

Gilbert & Barker Mfg. Co., West Spring- 
field, Mass. 

Gillen Co., J. L., Detroit 28, Mich. 

Glasby Mfg. Co., Inc., J. P., Belleville 9, 
N. J. 

Green Colonial Furnace Co., Des Moines, 
Iowa 

Greene Mfg. Co., A., Philadelphia, Pa, 

Gross-Aire Mfg. Co., St. Louis, Mo. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Hart Heat Div., Peoria, Ill. 

Harvey-Whipple, Inc., Springfield, Mass. 

Hasko Utilities Co., New York, N. Y. 

Hayward Oil Burner Corp., Cambridge, 
Mass. 

Heat Controller, Inc., Manitou Beach, Mich. 

Heating Specialties, Inc., Baltimore 29, Md. 

Heatlox Furnace, Inc., Tacoma, Wash. 

Heil Co., The, Milwaukee 1, Wisc. 

Henry Furnace Co., Medina, Ohio 

Hess Co., The, Chicago 50, Ill. 

Hess-Snyder Co., The, Massillon, Ohio 

Holland Furnace Co., Holland, Mich. 

Home Furnace Co., Holland, Mich. 

Home Furnace & Fdry. Co., Coldwater, 
Mich. 

Illinois Iron & Bolt Co., Chicago, IIl. 

Internationa] Heater Co., Utica, N. Y. 

International Oil Burner Co., St. Louis 10, 
Mo. 

International Sales Co., San Francisco 24, 
Calif. 

Iron Fireman Mfg. Co., Cleveland 11, Ohio 

Jackson & Church Co., Saginaw, Mich. 

Jettronaire, Inc., Springdale, Pa. 

Johnson Heater Corp., Chelsea, Mass. 

Johnson Co., S. T., Oakland, Calif. 

Jungers Stove & Range Co., Grafton, Wisc. 

K. G. Mfg. Corp., Center Valley, Pa. 

Kaustine Co., Inc., Perry, N. Y. 

Keith Furnace Co., Des Moines, Iowa 

Kinsley Burner & Machine Co., Providence, 
a A 

Kresky Mfg. Co., Inc., Petaluma, Calif. 

Laco Oil Burner Co., Inc., Griswold, Iowa 

La Salle Oil Burner Co., Inc., Seattle 3, 
Wash. 

Lennox Furnace Co., Marshalltown, Iowa 

Lincoln Furnace Co., Inc., Hawthorne, N. J. 

Little Burner Co., Inc., H. C., San Rafael, 
Calif. 

Livingston, Inc., Marshall, Mich. 

Loxaire Corp., Tacoma, Wash. 

Luty Furnace Mfg. Co., Detroit 21, Mich. 

McKee Air Conditioning Co., Minneapolis 
12, Minn. 

Magic Chef, Inc., St. Louis 10, Mo. 

Majestic Co., Inc., The, Huntington, Ind. 

Manville Boiler Co., Inc., Hackettstown, 
N. J. 

Marietta Metal Prods. Corp., Marietta, Pa. 

May Fuel Oil Corp., Baltimore 30, Md. 

Mayflower Air-Conditioners, Inc., St. Paul 
6, Minn. 

Mechanical Prods. Co., Seattle 4, Wash. 

Metromatic Mfg. Co., Everett 49, Mass. 

Meyer Furnace Co., Peoria, 2, IIl. 

Montag Stove & Furnace Works, Portland 
17, Ore. 

Morrison Steel Prods., Inc., Buffalo 7, N. Y. 

Mueller Climatrol, Milwaukee 15, Wisc. 

Mulkey Co., J. F., Detroit 10, Mich. 

Niagara Furnace Div., Cleveland 13, Ohio 

Norge Heat, Div., Kalamazoo, Mich. 

Northwest Fdry. & Furnace Co., Portland 
2, Ore. 

Norwalk Airconditioning Corp., The, So. 
Norwalk, Conn. 


Dowagiac, 
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O'Halloran Industries, Detroit 4, Mich. 

Oil Eqpt. Laboratories, Inc., Elizabeth, N. J. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Oneida Heater Co., Inc., Oneida, N. Y. 

Patten Co., J. V., Sycamore, Ill. 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Perfection Industries, Cleveland 4, O. 

Petrol Oil Burner Mfg. Co., Inc., Malden 48, 
Mass. 

Premier Furnace Co., Dowagiac, Mich. 

Prentiss Wabers Products Co., Wisconsin 
Rapids, Wisc. 

Preway, Inc., Wisconsin Rapids, Wisc. 

Quick Furnace Co., Des Moines, Iowa 

Quiet Automatic Burner Corp., Newark 4, 
N. J. 

Radiant-Aire Corp., Michigan City, Ind. 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Radiant Utilities Corp., Brooklyn, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Republic & General Heating Products, Phil- 
adelphia, Pa. 

Rheem Mfg. Co., Chicago 29, Il. 

Richmond Radiator Co., Metuchen, N. J. 

Robot Auto Heat Corp., Middletown, Conn. 

Rossoe Mfg. Co., Inc., Seattle, Wash. 

Round Oak Co., Inc., Dowagiac, Mich. 

Rybolt Heater Co., The, Ashland, Ohio 

St. Louis Furnace Mfg. Co., St. Louis, Mo. 

Sandberg Mfg. Co., Portland 10, Ore. 

Schill Mfg. Co., The, Crestline, Ohio 

Shana Mfg. Co., Chicago 1, Ill. 

Siebring Mfg. Co., George, Iowa 

Silent Automatic Prods., Jackson, Mich. 

Silent Sioux Corp., Orange City, Iowa 

Smith Corp., A. O., Milwaukee, Wis. 

Souther Iron Co., E. E., St. Louis 20, Mo. 

Stainless Steel Prods. Co., St. Paul 4, Minn. 

Steel City Furnace Corp., Springdale, Pa. 

Stewart Oil Burner Co., Hanover, Pa. 

Sunbeam Air Conditioner Div., Elyria, O. 

Sunderman Mfg. Co., Sioux Falls, S. D. 

Superior Furnace & Mfg. Co., Plymouth, 
Mich. 

Surface Combustion Corp., Toledo 1, Ohio 

Syncromatic Corp., Watertown 9, Wisc. 

Thatcher Furnace Co., Garwood, N. J. 

Therm Gas Generator Co., Inc., Seattle, 
Wash. 

Thermo-Prods., Inc., North Judson, Ind, 

Timken Silent Automatic Div., Jackson, 
Mich. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

Toridheet Div., Cleveland 2, Ohio 

Tru-Heet Co., Trenton, N. J. 

Tucker & Sons, Mfg., Tacoma 8, Wash. 

Turb-O-Tube Furnace, Inc., Buffalo 13, N. Y. 

U. S. Machine Div., Lebanon, Ind. 

U. S. Radiator Corp., Detroit 26, Mich. 

Universal Prods, Mfg. Corp., Auburn, Ind. 

Utility Appliance Corp., Los Angeles 58, 
Calif. 

Viking Mfg. Corp., Cleveland, Ohio 

Volcano Burner Corp., New York 61, N. Y. 

Waterman-Waterbury Co., The, Minneap- 
olis 13, Minn. 

Wayne Home Egqpt. Co., Inc., Fort Wayne 
4, Ind. 

Weatherall Eng., Inc., Providence, R. I. 

Williams Automatic, Inc., White Plains, 
IN. Y. 

Williams Div., Bloomington, II. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 

Wisconsin Oil Burner Co., Madison 5, Wisc. 

XXth Century Heating & Ventilating Co., 
Akron 1, Ohio 

York-Shipley, Inc., York, Pa. 


Furnace Accessories 


Automatic Door Closer 


Falz Mfg., St. Paul 4, Minn. 
Leisur-Maid Mfg. Corp., 


Grand Rapids, 
Mich. 


Bearings 


Air Controls, Inc., Cleveland 4, Ohio 
Lau Blower Co., The, Dayton 7, Ohio 
Randall Graphite Bearings, Inc., Lima, Ohio 





Belts 


Brammer Corp., New York, N. Y. 

Gates Rubber Co., The, Denver 17, Colo. 

Goodyear Tire & Rubber Co., Inc., Akror 
Ohio 

U. S. Rubber Co., New York 20, N, Y. 


Blowers 


Air Conditioning Eng. Co., 
Mass. 

Air Controls, Inc., Cleveland 4, Ohio 

Airwasher Corp., Eaton Rapids, Mich. 

American Furnace Co., St. Louis 10, Mo. 

American Foundry & Furnace Co., Bloom. 
ingtn, Ill. 

American Machine Products, Marshalltown, 
Iowa 

Auburn Fdry., Inc., Auburn, Ind. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pg 

Bishop & Babcock Mfg. Co., Cleveland 14 
Ohio 

Brundage Co., Kalamazoo, Mich. 

Buffalo Forge Co., Inc., Buffalo, N. Y. 

Campbell Htg. Co., Des Moines 17, Iowa 

Cary Mfg. Co., Waupaca, Wisc. 

Clarage Fan Co., Kalamazoo, Mich. 

Connelley Co., St. Louis 3, Mo. 

Dowagiac Steel Furnace Co., Dowagiag, 
Mich. 

Ex Cel Co., Dowagiac, Mich. 

Fasco Industries, Inc., Rochester 2, N. Y. 

Firewel Co., Inc., The, Buffalo 25, N. Y. 

Gross-Aire Mfg. Co., St. Louis 14, Mo. 

Hall-Neal Furnace Co., Indianapolis, Ind. 

Illinois Iron & Bolt Co., Carpentersville, Ill. 

Lau Blower Co., The, Dayton 7, Ohio 

Lennox Furnace Co., Marshalltown, Iowa 

Majestic Co., Inc., The, Huntington, Ind, 

Martin Fan & Blower Co., Inc., Chicago 50, 
Til. 

Meyer Furnace Co., The, Peoria, Ill. 

Montag Stove & Furnace Works, Portland 
17, Ore. 

Morrison Products Co., Cleveland, O. 

Olson Mfg. Co., The C. A., Flvria. Ohio 

Peerless Electric Co., The, Warren, Ohio 

Peerless Furnace & Fdry., Inc., Indianap- 
olis, Ind. 

Premier Furnace Co., Dowagiac, Mich. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Revcor, Carpentersville, Ill. 

Round Oak Co., Inc. of Indiana, Dowagiac, 
Mich. 

Silent Sioux Corp., Orange City, Iowa 

U. S. Air Conditioning Corp., Minneapolis 
15, Minn, 

U. S. Radiator Corp., Detroit, Mich. 

Viking Air Conditioning Corp., Cleveland 
2, Ohio 

Western Blower Co., Seattle 4, Wash. 

Williamson Heater Co., Cincinnati 9, Ohio 

Wing Mfg. Co., L. J., Linden, N. J. 


Cambridge 


Humidifiers, Pan Type 


Auto-Flo Corp., Detroit, Mich. 
Automatic Humidifier Co., Cedar Falls, 
Iowa 
Cary Mfg. Co., Waupaca, Wisc. 
Century Eng. Corp., Cedar Rapids, Iowa 
Char-Gale Mfg. Co., Anoka, Minn. 
Cleveland Humidifier Co., Cleveland 3, Ohio 
Floral City Heater Co., Monroe, Mich. 
General Filters Corp., Novi, Mich. 
Hall-Neal Furnace Co., Indianapolis, Ind. 
Lennox Furnace Co., Marshalltown, Iowa 
McDonnell & Miller, Inc., Chicago 18, Ill. 
Maid-O-Mist, Inc., Chicago 41, Ill. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 
Mueller Climatrol, Milwaukee 15, Wise. 
Premier Furnace Co., Dowagiac, Mich. 
Round Oak Co., Inc., of Indiana, Dowagia® 
Mich. 
Skuttle Mfg. Co., Detroit 7, Mich. 
Thermo-Prods., Inc., N. Judson, Ind. 
U. S. Radiator Corp., Detroit, Mich. 
Viking Air Conditioning Corp.. Cleveland 
2, Ohio 
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Humidifiers, Spray Type 


Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Century Eng. Corp., Cedar Rapids, Iowa 

Chandler Co., Cedar Rapids, Iowa 

Handelan Washed Air Co., Minneapolis 10, 
Minn. 

Hanson Tool & Die Co., Milwaukee 4, Wisc. 

Maid-O-Mist, Inc., Chicago 41, Il. 

Rega Mfg. Co., Rochester 20, N. Y. 

Research Prods. Corp., Madison, Wisc. 

U.S. Radiator Corp., Detroit, Mich. 

Walton Laboratories, Inc., Irvington, N. J. 
(Portable) 


Jackets 


Armstrong Furnace Co., Columbus 12, Ohio 

Atlas Mfg. Co., St. Paul 14, Minn. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

cary Mfg. Co., Waupaca, Wisc. 

Century Eng. Co'p., Cedar Rapids, Iowa 

Conn. State Furnace Co., Bridgeport, Conn. 

Dornback Furnace & Fdry. Co., Cleveland 8, 
Ohio 

Excelsior Steel Furnace Co., Chicago 6, III. 

Floral City Heater Co., Monroe, Mich. 

General Machine Co., Inc., Emmaus, Pa. 

Gross-Aire Mfg. Co., St. Louis, Mo. 

Haydon Prod. Corp., Brooklyn 15, N. Y. 

Meyer Furnace Co., The, Peoria, Ill. 

Peerless Furnace & Fdry. Inc., Indianapolis, 
Ind. 

Premier Furnace Co., Dowagiac, Mich. 

Robot Auto-Heat Corp., Middletown, Conn. 

Rybolt Heater Co., The, Ashland, Ohio 

Thermo-Products, Inc., North Judson, Ind. 

Valley Forge Metals Co., Lansdale, Pa. 

Vapofier Corp., Chicago 43, II. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 


Pillow Blocks 


Air Controls, Inec., Cleveland, Ohio 
Lau Blower Co., The, Dayton 7, Ohio 
Randall Graphite Bearings, Inc., Lima, Ohio 


Pulleys 


Cary Mfg. Co., Waupaca, Wisc. 
Equi-Dyne, Chicago 44, IIl. 

Gates Rubber Co., The, Denver 17, Colo. 
Lau Blower Co., The, Dayton 7, Ohio 


Gauges 


Altitude 


Degree Day Systems, Woodside 77, N. Y. 
meehone Boiler Co., Inc., New York 17, 
¥. 


Marsh Corp., Jas. P., Skokie, III. 
—— Instrument Co., The, Cleveland 2, 
io 
Paterred Utilities Mfg. Corp., New York, 
ie 


Draft 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 
Bailey Meter Co., Cleveland 10, Ohio 
Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 
Cole Sewell Eng. Co., St. Paul 14, Minn. 
Defender Instrument & Regulator Co., St. 
Louis, Mo. 
Dwyer Mfg. Co., F. W., Michigan City, Ind. 
Ellison Draft Gage Co., Chicago 6, II. 
Hahn Co., A.. Hartford, Conn. 
Hays Corp., The, Michigan City 7, Ind. 
prio Instrument Co., The, Cleveland 2, 
— Corp., Milwaukee 7, Wise. 
2 ey Utilities Mfg. Corp., New York 


Victory Eng. Co., Union, N. J. 


Filter 


Bacharach In 
burgh, Pa, 
er Mfg. Co., F. W., Michigan Cit 

io ee Wea a y, Ind. 

a Corp., Michigan City, Ind. 

on, Inc., McKees Rocks, Pa. 


dustrial Instrument Co., Pitts- 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


.... Gauges 
Glass, Water 


Diamond Power Specialty Corp., Lancaster, 
Ohio 

Ernst Water Column & Gage Co., Livings- 
ton, N. J. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Preferred Utilities Mfg. Corp., New York, 
N. ¥. 

Wright-Austin Co., Detroit 7, Mich. 


Liquid Level, Direct Reading 


Applied Mechanics Co., Boston 10, Mass. 

Bearlee Prods. Co., Green Bay, Wisc. 

Boston Auto Gage Co., Pittsfield, Mass. 

Boston Machine Works Co., Lynn, Mass. 

Carlson & Co., Inc., A. B., Aurora, III, 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Diamond Power Specialty Corp., Lancaster, 
Ohio 

Fisher Engineering Co., Washington, D. C. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Hays Corp., The, Michigan City 7, Ind. 

King Eng. Corp., Ann Arbor, Mich. 

Krueger Sentry Gauge Co., Inc., Green Bay, 
Wisc. 

Liquidepth Indicators, Inc., Long Island 
City 1,.N. ¥. 

Liquidivision Gauge & Control Corp., 
Oceanside, N. Y. 

Liquidometer Corp., The, Long Island City 
tN... 

Mel-Gauge Co., New Haven, Conn, 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Oil Equipt. Mfg. Corp., New Haven, Conn. 

Preferred Utilities Mfg. Corp., New York, 
NY. 

Rochester Mfg. Co., Inec., Rochester 10, 
N.Y, 

Scully Signal Co., Cambridge 4, Mass. 

Shand & Jurs Co., Berkeley 10, Calif. 

Smith Corp., A. O., Los Angeles 22, Calif. 

Vapor Recovery Systems Co., Compton, 
Calif. 

Viking Pump Co., Cedar Falls, Iowa 

Watchman Mfg. Co., The, Long Beach, 
N. Y. 


Liquid Level, Distant Reading 


Bailey Meter Co., Cleveland 10, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Ernst Water Column & Gage Co., Livings- 
ton, N. J. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Hammel Oil Burning Egqpt. Co., Providence, 
tL. £ 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hays Corp., The, Michigan City 7, Ind. 

King Eng. Corp., Ann Arbor, Mich. 

Krueger Sentry Gauge Co., Inc., Green Bay, 
Wisc. 

Liquidepth Indicators, Inc., Long Island 
City 1, N. ¥. 

Liquidivision Gauge & Control Corp., 
Oceanside, N. Y. 

Liquidometer Corp., The, Long Island City 
2; NN... 2, 

Mar-Coil Heater Co., Union City, N. J. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Morse-Smith-Morse Co., Watertown 72, 
Mass. 

Preferred Utilities Mfg. Corp., New York, 
N. ¥. 

Shand & Jurs Co., Berkeley 10, Calif. 

Teesdale Co., The R. S., Grand Rapids 3, 
Mich. 

Techniflex Corp., Port Jervis, N. Y. 

Vapor Recovery Systems Co., Compton, 
Calif. 


Pressure, Air, Steam 


Bailey Meter Co., Cleveland 10, Ohio 
Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 
Delavan Mfg. Co., W. Des Boines, Iowa 
Dunham Co., C. A., Chicago, IIl. 


Eclipse Fuel Eng. Co., Rockford, Il. 

Fitzgibbons Boiler Co., Inc., New York 17, 
Mak 

Hays Corp., The, Michigan City 7, Ind. 

Marsh Corp., Jas. P., Skokie, Il. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Perfex Corp., Milwaukee, Wis. 

Preferred Utilities Mfg. Corp., New York 
2 N. Y¥. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Rochester Mfg. Co., Inc., Rochester 10, 

¥ 


Wright-Austin Co., Detroit 7, Mich. 


Pressure, Oil 


Delavan Mfg. Co., W. Des Moines, Iowa 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Hays Corp., The, Michigan City 7, Ind, 

Marsh Corp., Jas. P., Skokie, IIl. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y¥. 

Renneburg & Sons Co., Edw., Baltimore 24, 


Md. 
Rochester Mfg. Co., Ine., Rochester 10, 
N.Y. 


Recording 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Ill. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Hays Corp., The, Michigan City, Ind. 

Heat-Timer Corp., New York 12, N. Y. 

Liquidometer Corp., Long Island City, N. Y. 

Master Eqpt. Corp., Dayton 1, Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 


Sticks, Tank Measuring 


Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Degree Day Systems, Woodside, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Oregon Woodcraft Co., Beaverton, Ore. 

Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 


Tank, Low Level, Switch Equipped 


Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Liquidepth Indicators, Inc., Long Island 
City 1, N.Y. 

Liquidometer Corp., The, Long Island City 
p > e's 

McDonnell & Miller, Inc., Chicago 18, IIl. 

Magnetrol, Inc., Chicago 23, Ill. 

Morse-Smith-Morse Co., Watertown, Mass. 

Rochester Mfg. Co., Inc., Rochester 10, N.Y. 

Shand & Jurs Co., Berkeley 10, Calif. 

Techniflex Corp., Port Jervis, N. Y. 


Temperature 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Barber-Colman Co., Rockford, IIl. 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Degree Day Systems, Woodside 77, N. Y. 

Fitzgibbons Boiler Co., Inc., New York 17, 
W.-Y. 

Marsh Corp., Jas. P., Skokie, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Perfex Corp., Milwaukee, Wisc. 

Preferred Utilities Mfg. Corp., New York 
BN. ¥. 

Rochester Mfg. Co., Inc., 
BY. 

Sarco Co., Inc., New York 1, N. Y. 

Vietory Eng. Corp., Union, N. J. 


Rochester 10, 


















































































... + Grilles 


Vocuum 


Bailey Meter Co., Cleveland 10, Ohio 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Delavan Mfg. Co., W. Des Moines, Iowa 

Dunham Co., C. A., Chicago, Ill. 

Hastings Inst. Co., Hampton, Va. 

Marsh Corp., Jas. P., Skokie, Ill. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn, 

Preferred Utilities Mfg. Corp., New York 
as, NN. Y. 

Rochester Mfg. Co., Inc., Rochester 10, 
i 

Victory Eng. Corp., Union, N, J. 


Grilles, Automatic Registers 


Automatic 


Dole Valve Co., Chicago, Il. 
U. S. Register Co., Battle Creek, Mich. 


Baseboard 


A&A Register Co., Cleveland 9, Ohio 

A-J Mfg. Co., Kansas City, Mo. 

Air Controls Prods. Inc., Coopersville, Mich. 

Auer Register Co., Cleveland 5, Ohio 

Barber-Colman Co., Rockford, Il. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Bradley Mfg. Works, David, Bradley, Ill. 

Char-Gale Mfg. Co., Anoka, Minn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Dole Valve Co., Chicago 10, Ill. (Automatic 
type) 

General Automatic Prod. Corp., Baltimore, 


General Electric Co., Bloomfield, N. J. 

Gerwin Ind., Inc., Michigan City, Ind. 

Gross-Aire Mfg. Co., St. Louis 14, Mo. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Heat Controller, Inc., Manitou Beach, Mich. 

Hoff Mfg. Co., Bethany, Conn. 

Independent Register Co., The, Cleveland, 
Ohio 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Kalamazoo Furnace & Appliance Mfg. Co., 
Kalamazoo, Mich. 

Lima Register Co., Lima, Ohio 

Louvra Corp., The, Union, N. J. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Mueller Climatrol, Milwaukee 15, Wisc. 

National Grille & Register Co., Cleveland, O. 

Patco Mfg. Co., Philadelphia 6, Pa. 

Premier Furnace Co., Dowagiac, Mich. 

Radair Mfg. Co., Cambridge, Mass. 

Radiant-Aire Corp., Michigan City, Ind. 

Radiant-Ray Radiation, Inc., New Britain, 
Conn. 

Radiation Furnace Corp., Benton Harbor, 
Mich. 

Roberts Co., S. R., Marshall, Mich. 

Rossoe Mfg. Co., Seattle 9, Wash. 

Round Oak Co., Inc. of Indiana, Dowagiac, 
Mich. 

Slant-Fin Radiator Corp., Richmond Hill, 
N. Y. 

Smith Co., J. B., Philadelphia, Pa. 

Thermo Base Div., Michigan City, Ind. 

Titus, Inc., Waterloo, Iowa 

Trico Baseboard Htg. Corp., Pompton 
Lakes, N. J. 

Union Asbestos & Rubber Co., Chicago, Il. 

U. S. Radiator Corp., Detroit, Mich. 

U.S. Register Co., Battle Creek, Mich. 

Valley Forge Metals Co., Lansdale, Pa. 

Vectaire Mfg. Co., Melrose, Mass. 

Viking Mfg. Corp., Cleveland, Ohio 

York-Shipley Mfg. Co., York, Pa, 


Dampers 


Air Controls Prods. Inc., Coopersville, 
Mich. 


American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Barber-Colman Co., Rockford, III. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Char-Gale Mfg. Co., Anoka, Minn. 


Corbman Bros, Co., Inc., Philadelphia 32, 
Pa. 
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Hart & Cooley Mfg. Co., Holland, Mich. 

Heat Controller, Inc., Manitou Beach, Mich. 

Independent Register Co., The, Cleveland, 
Ohio 

Lima Register, Lima, Ohio 

Louvra Corp., The, Union, N. J. 

Majestic Co., Inc., The, Huntington, Ind. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Premier Furnace Co., Dowagiac, Mich, 

Rittling Corp., The, Buffalo, N. Y. 

U.S. Register Co., Battle Creek, Mich. 

Young Regulator Co., Cleveland, Ohio 


Diffusers, Ceiling Type 


A&A Register Co., Cleveland 9, Ohio 

Air Controls Prods. Inc., Coopersville, Mich. 

Auer Register Co., Cleveland 5, Ohio 

Barber-Colman Co., Rockford, III. 

Char-Gale Mfg. Co., Anoka, Minn. 

Conner Eng. Corp., Danbury, Conn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Independent Register Co., The, Cleveland, 
Ohio 

Lima Register Co., Lima, Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

Round Oak Co., Inc., Dowagiac, Mich. 

Titus, Inc., Waterloo, Iowa 

Tuttle & Bailey, Inc., New Britain, Conn. 

Union Asbestos & Rubber Co., Chicago, II]. 

U.S. Register Co., Battle Creek, Mich. 


Diffusers, Floor Type 


A & A Register Co., Cleveland, O. 

Auer Register Co., Cleveland, O. 

Gerwin Industries, Inc., Michigan City, Ind. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Heat Controller, Inc., Manitou Beach, Mich. 

Lima Register, Lima, O. 

Rossoe Mfg. Co., Seattle, Wash. 

U. S. Radiator Corp., Detroit, Mich. 

U. S. Register Co., Battle Creek, Mich. 

Ver-Mar Metal Industries, Inc., Centerline, 
Mich. 

Viking Mfg. Corp., Cleveland, O. 

Vulcan Radiator Co., Hartford, Conn. 


Diffusers, Wall Type 


A&A Register Co., Cleveland 9, Ohio 

A-J Mfg. Co., Kansas City, Mo. 

Air Controls Prods. Inc., Coopersville, Mich. 

Auer Register Co., Cleveland 5, Ohio 

Barber-Colman Co., Rockford, IIl. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Char-Gale Mfg. Co., Anoka, Minn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

General Electric Co., Bloomfield, N. J. 

Gerwin Industries, Inc., Michigan City, Ind. 

Grand Island Furnace & Supply Co., Grand 
Island, Nebr. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Independent Register Co., The, Cleveland, 
Ohio 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Lima Register Co., Lima, Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

Premier Furnace Co., Dowagiac, Mich. 

Round Oak Co., Inc., Dowagiac, Mich. 

Smith Co., J. B., Philadelphia, Pa, 

Thermo-Base Div., Michigan City, Ind. 
(Baseboard) 

Titus, Inc., Waterloo, Ia. 

Union Asbestos & Rubber Co., Chicago, Il. 

U. S. Radiator Corp., Detroit, Mich. 

U. S. Register Co., Battle Creek, Mich. 

Vectaire Mfg. Co., Melrose, Mass. 

Ver-Mar Metal Industries, Inc., Centerline, 
Mich, 

Viking Mfg. Corp., Cleveland, O. 


Floor 


A&A Register Co., Cleveland 9, Ohio 

A-J Mfg. Co., Kansas City, Mo. 

Air Controls Prods. Inc., Coopersville, Mich. 
Alton Mfg. Co., Dallas 2, Texas 

Auer Register Co., Cleveland 5, Ohio 


arper-Coiman Co., Rockford, Il. 

Berger Furnace Mfg. Co., Pittsburgh 6. Pa, 

Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Corbman Bros, Co., Inc., Philadelphia 32, 
Pa. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Independent Register Co., The, Cleveland, 
Ohio 

Lima Register Co., Lima, Ohio 

Louvra Corp., The, Union, N. J. 

Midco Register Corp., St. Paul 5, Minn. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

National Grille & Register Co., Cleveland 4, 
Ohio 

Rock Island Register Co., Rock Island, II. 

Round Oak Co., Inc., Dowagiac, Mich. 

Smith Co., J. B., Philadelphia, Pa. 

U. S. Radiator Corp., Detroit, Mich. 

U. S. Register Co., Battle Creek, Mich. 

Viking Mfg. Corp., Cleveland, Ohio 

York-Shipley, Inc., York, Pa. 


Perimeter 


A&A Register Co., Cleveland, Ohio 

Auer Register Co., Cleveland, O. 

Char-Gale Mfg. Co., Anoka, Minn. 

Gerwin Ind., Inc., Michigan City, Ind. 

International Oil Burner Co., St. Louis 10, 
Mo. 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Lima Register Co., Lima, Ohio 

Linden Metal Specialty Co., Anoka, Minn. 

Premier Furnace Co., Dowagiac, Mich. 

Smith Co., J. B., Philadelphia, Pa. 

Titus, Inc., Waterloo, Iowa 

U. S. Register Co., Battle Creek, Mich 

Vectaire Mfg. Co., Cambridge, Mass. 

Viking Mfg. Corp., Cleveland, Ohio 

York-Shipley, Inc., York, Pa. 


Splitters 


Corbman Bros. Co., Inec., Philadelphia 32, 
Pa. 

Majestic Co., Inc., The, Huntington, Ind. 

U. S. Register Co., Battle Creek, Mich. 


Well 


A&A Register Co., Cleveland 9, Ohlo 

A-J Mfg. Co., Kansas City, Mo. 

Air Controls Prods., Inc., Coopersville, 
Mich. 

Alton Mfg. Co., Dallas 2, Texas 

Auer Register Co., Cleveland 5, Ohio 

Barber-Colman Co., Rockford, Il. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Bradley Mfg. Works, David, Bradley, Ill. 

Chandler Co., Cedar Rapids, Iowa 

Char-Gale Mfg. Co., Anoka, Minn. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Dole Valve Co., Chicago 10, Ill. (Automatle 
type) 7 

General Electric Co., Bloomfield, N. J. 

Hart & Cooley Mfg. Co., Holland, Mich. 

Hastings Air Conditioning Co., Inc., Hast- 
ings, Neb. 

Independent Register Co., The, Cleveland, 
Ohio 

Jettronaire, Inc., Pittsburgh 10, Pa. 

Kalamazoo Furnace & Appliance Mfg. ©0. 
Kalamazoo, Mich. 

Lima Register Co., Lima, Ohio 

Louvra Corp., The, Union, N. J. 

Midco Register Corp., St. Paul 5, Minn. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Mueller Furnace Co., L. J., Milwaukee 15. 
Wisc. 

National Grille & Register Co., Cleveland 4, 
Ohio 

Radiant-Ray Radiation, Inc., New Britain, 
Conn. nl 

Rock Island Register Co., Rock Island, 12. 

Round Oak Co., Inc. of Indiana, Dowagla¢, 
Mich. 

Smith Co., J. B., Philadelphia, Pa. 

Titus, Inc., Waterloo, Iowa 

Tuttle & Bailey, Inc., New Britain, Conn. 

U. S. Rad. Corp., Detroit 26, Mich. 

U. S. Register Co., Battle Creek, Mich. as 

Ver-Mar Metal Industries, Inc., Centerline 
Mich, 

Viking Mfg. Corp., Cleveland, Ohio 
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instruments 


Advertising Thermometers 
Automatic Devices Co., Inc., Western 


Springs, Il. 
Victory Eng. Corp., Union, N. J, 


Air Velocity 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 

Ellison Draft Gage Co., Chicago 6, IIl. 

Hastings Instr. Co., Hampton, Va. 

Illinois Testing Laboratories, Inc., Chicago 
10, Il. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 


Air Volume 


Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 


CO» Indicating Portable 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Cole-Sewell Eng. Co., St. Paul 14, Minn. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 

Ellison Draft Gage Co., Chicago 6, III. 

General Power Plant Corp., Ossining, N. Y. 

Hays Corp., The, Michigan City, Ind. 

Preferred Utilities Mfg. Corp., New York 23, 
N. Y. 

Thermco Laboratories, Michigan City, Ind. 

Victory Eng. Corp., Union, N. J. 


CO, Indicating, Stationary 


Bacharach Industrial Instrument Co., Pitts- 
burgh, Pa. 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Chicago 12, Il. 

Hays Corp., The, Michigan City, Ind. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y. 

Thermco Laboratories, Michigan City, Ind. 

Victory Eng. Corp., Union, N. J. 


CO, Recording 


Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Hays Corp., The, Michigan City, Ind. 

— Utilities Mfg. Corp., New York, 


Thermo Laboratories, Michigan City, Ind. 
Victory Eng. Corp., Union, N. J. 


Combustion Test Sets, Portable 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 

Ellison Draft Gage Co., Chicago 6, III. 

General Power Plant Corp., Ossining, N. Y. 

Hays Corp., The, Michigan City, Ind. 

beg] Utilities Mfg. Corp., New York 


Victory Eng. Corp., Union, N. J. 


Degree-Day Recorder 


Bacharach Industrial Instrument Co., Pitts- 
burgh, Pa, 


Hidy & Co., Elmo D., Cincinnati 36, Ohio 


Dial Thermometers 


Bee controls Corp., Milwaukee, Wisc. 
> arach Industrial Instrument Co., Pitts- 
c “a 8, Pa. 
ved “ewell Eng. Co., St. Paul 14, Minn. 
tis, eastrument & Regulator Co., St. 


Degree Day Systems, Woodside, N. Y. 

Dwyer Mfg. Co., F. W., Chicago 12, Ill. 

Marsh Corp., Jas. P., Skokie, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

New York Air Valve Corp., Brooklyn, N. Y. 

Pacific Transducer Corp., Los Angeles 64, 
Calif. 

Preferred Utilities Mfg. Corp., New York 23, 
N. 


Rochester Mfg. Co., Inc., Rochester 10, N. Y. 

Sarco Co., Inc., New York 1, N. Y. 

Taylor Instrument Co., Rochester 1, N. Y. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Draft Indicating 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 

Ellison Draft Gage Co.. Chicago 6, Ill. 

General Power Plant Corp., Ossining, N. Y. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York 
2. N.Y. 

Victory Eng. Corp., Union, N. J. 


Draft Recording 


Bailey Meter Co., Cleveland 10, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

Victory Eng. Corp., Union, N. J. 


Flow Indicating 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Bowser, Inc., Ft. Wayne. Ind. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Michigan City, Ind. 

Granberg Corp., Oakland, Calif. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

Henzey Co., Watertown, Wisc. 

McDonnell & Miller, Inc., Chicago 18, III. 

Magnetrol, Ine., Chicago 23, III. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

OPW Corp., Cincinnati. Ohio 

Republic Flow Meters Co., Chicago 47, III. 

Smith Corp., A. O., Los Angeles 22, Calif. 

Victory Eng. Corp., Union, N. J. 


Flow Recording 


Bailey Meter Co., Cleveland 10, Ohio 

Bowser, Inc., Ft. Wayne, Ind. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Granberg Corp., Oakland, Calif. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

King Eng. Corp., Ann Arbor, Mich. 

Master Eqpt. Corp., Dayton 1, Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Smith Corp., A. O., Los Angeles 22, Calif. 


High-Low Thermometers 


Barber-Colman Co., Rockford, III. 

Degree Day Systems, Woodside 77, N. Y. 

Rochester Mfg. Co., Inc., Rochester 10, N. Y. 

Taylor Instrument Co., Rochester 1, N. Y. 

Weston Electrical Instrument Corp., New. 
ark 5, N. J. 


Humidity Indicating 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8. Pa. 
Barber-Colman Co., Rockford, III. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


.... Instruments 


Degree Day Systems, Woodside 77, N. Y. 

Friez Instrument Div., Baltimore 4, Md. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Preferred Utilities Mfg. Corp., New York, 
N. ¥. 

Walton Laboratories, Inc., Irvington, N. J. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Humidity Recording 


Barber-Colman Co., Rockford, Ill. 

Friez Instrument Div., Baltimore 4, Md. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Walton Laboratories, Inc., Irvington, N. J. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Manometers 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Dwyer Mfg. Co., F. W., Chicago 12, IIl. 

Ellison Draft Gage Co., Chicago 6, Ill. 

Hastings Instr. Co., Inc., Hampton, Va. 

King Eng. Corp., Ann Arbor, Mich. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Preferred Utilities Mfg. Corp., New York, 
N 


Vapor " Recovery Systems Co., Compton, 
Calif. 
Victory Eng. Corp., Union, N. J. 


Pocket Thermometers 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Cole Sewell Eng. Co., St. Paul 14, Minn. 

Marsh Corp., Jas. P., Skokie, Il, 

Preferred Utilities Mfg. Corp., New York 
23, N. ¥. 

Rochester Mfg. Co., Inc., Rochester, N. Y. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Pressure Indicating 


Bailey Meter Co., Cleveland 10, Ohio 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Cooper Co., Clark, Palmyra, N. J. 

Dwyer Mfg. Co., F. W., Chicago 12, Il. 

Ellison Draft Gage Co., Chicago 6, III. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

King Eng. Corp., Ann Arbor, Mich. 

Marsh Corp., Jas. P., Skokie, Ill. 

Meriam Instrument Co., The, Cleveland 2, 
Ohio 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

New York Air Valve Corp., Brooklyn, N. Y. 

Perfex Corp., Milwaukee 7, Wisc. 

Rochester Mfg. Co., Inc., Rochester 10, N. Y. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Pressure Recording 


Bailey Meter Co., Cleveland 10, Ohio 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., The, Michigan City 7, Ind. 

Heat-Timer Corp., New York 12, N. Y. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Pyrometers 


Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, III. 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

General Electric Co., Schenectady, N. Y. 

Illinois Testing Laboratories, Inc., Chicago 
10, Il. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 
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... » Instruments 


Psychrometer 


Friez Inst. Div., Baltimore, Md. 


Room Thermometers 


A-P Controls Corp., Milwaukee, Wisc. 

Automatic Devices Co., Inc., Western 
Springs, Ill. 

Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Barber-Colman Co., Rockford, III. 

Degree Day Systems, Woodside, N. Y. 

Friez Inst. Divy., Baltimore 4, Md. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 


Temperature Indicating 

Automatic Devices Co., Inc., Western 
Springs, Ill. 

Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Il. 

Clarkstan Corp., Los Angeles 64, Calif. 

Cleveland Fuel Eqpt. Co., Cleveland 9, Ohio 

Cooper Co., Clark, Palmyra, N. J. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Degree Day Systems, Woodside, N. Y. 

Friez Inst. Div., Baltimore 4, Md. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., Michigan City, Ind. 

Heat-Timer Corp., New York 12, N. Y. 

Illinois Testing Laboratories, Inc., Chicago 
10, Ill. 

Marsh Corp., Jas. P., Skokie, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Preferred Utilities Mfg. Corp., New York, 
Sake 4 


Rochester Mfg. Co., Inc., Rochester, N. Y. 

Sarco Co., Inc., New York 1, N. Y. 

Victory Eng. Corp., Union, N. J. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Temperature Recording 


Bacharach Industrial Instrument Co., Pitts- 
burgh 8, Pa. 

Bailey Meter Co., Cleveland 10, Ohio 

Barber-Colman Co., Rockford, Ill. 

Cole Sewell Eng. Co., St. Paul 14. Minn. 

Defender Instrument & Regulator Co., St. 
Louis, Mo. 

Hastings Instr. Co., Inc., Hampton, Va. 

Hays Corp., Michigan City, Ind. 

Heat-Timer Corp., New York 12, N. Y. 

Friez Instrument Div., Baltimore 4, Md. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Victory Eng. Corp., Union, N. J. 

Weston Electrical Instrument Corp., New- 
ark 5, N. J. 


Vacuum Indicating 


Bailey Meter Co., Cleveland 10, Ohio 
Cleveland Fuel Eqpt, Co., Cleveland 9, Ohio 


Defender Instrument & Regulator Co., St. 
Louis, Mo. 


Dwyer Mfg. Corp., F. W., Michigan City, 
Ind. 


Ellison Draft Gage Co., Chicago 6, Ill. 
General Electric Co., Schenectady 5, N. Y. 
Hastings Instr. Co., Inc., Hampton, Va. 
King Eng. Corp., Ann Arbor, Mich. 
Marsh Corp., Jas. P., Skokie, IIl. 


Meriam Instrument Co., The, Cleveland 2, 
Ohio 


New York Air Valve Corp., Brooklyn, N. Y. 
Preferred Utilities Mfg. Corp., New York, 
MN; 2. 


Rochester Mfg. Co., Inc., Rochester, N, Y. 


Vacuum Recording 


Bailey Meter Co., Cleveland 10, Ohio 


Defender Instrument & Regulator Co., St. 
Louis, Mo. 


Hastings Instr. Co., Inc., Hampton, Va. 


Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 
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Insulation 


Boiler 


Armstrong Cork Co., Lancaster, Pa. 
Babcock & Wilcox Co., New York 17, N. Y. 
Carey Mfg. Co., Philip, Cincinnati, Ohio 
Denver Fire Clay Co., The, Denver 17, Colo. 
Eagle-Picher Co., The, Cincinnati 1, Ohio 
General Refractories Co., Philadelphia, Pa. 
Grant Wilson, Inc., Chicago 4, III. 
Insulating Refractories Co., San Rafael, 
Calif. 
Johns-Manville Corp., New York 16, N. Y. 
Keeler Co., E., Williamsport, Pa. 
L-O-F Glass Fibers Co., Toledo, Ohio 
— Steel Tubing Corp., New York, 
age 
Mexico Refractories Co., Mexico, Mo. 
Nock Fire Brick Co., The, Cincinnati 3, Ohio 
Reflectal Corp., New York City, N. Y. 
Refractory & Insulation Corp., New York 5, 
N.Y, 


Sall Mountain Co., Hamilton, Ohio 
Zonolite Co., Chicago 3, Ill. 


Duct 


Armstrong Cork Co., Lancaster, Pa. 
Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 
Eagle-Picher Co., The, Cincinnati 1, Ohio 
General Refractories Co., Philadelphia, Pa. 
Grant Wilson, Inc., Chicago 4, Ill. 
Insulation Materials Corp., New York, N. Y. 
Johns-Manville Corp., New York 16, N. Y. 
L-O-F Glass Fibers Co., Toledo, Ohio 
Mechanical Steel Tubing Corp., New York, 
cS ee 
Mexico Refractories Co., Mexico, Mo. 
Reflectal Corp., New York City, N. Y. 
Refractory & Insulation Corp., New York 5, 
i 8 


Sall Mountain Co., Chicago 3, Ill. 
Sall Mountain Co., Hamilton, Ohio 
Zonolite Co., Chicago 3, Ill. 


Firebox, High Temperature 


Armstrong Cork Co., Lancaster, Pa. 

Babcock & Wilcox Co., New York 17, N. Y. 

Carolina Refractories Co., Hartsville, S. C. 

Denver Fire Clay Co., The, Denver 17, Colo. 

Eagle-Picher Co., Cincinnati, Ohio 

Gem Clay Forming Co., The, Sebring, Ohio 

Green Fire Brick Co., A. P., Mexico, Mo. 

Mexico Refractories Co., Mexico, Mo. 

National Fuel Conservation Co., Inc., White 
Plains, N. Y. 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Peterson Co., B. A., Dowagiac, Mich. 

Preferred Utilities Mfg. Corp., New York, 
1 an 

Refractory & Insulation Corp., New York 5, 
i ae 

S.O.S. Prods. Co., Ine., Brooklyn 22, N. Y. 

Sall Mountain Co., Hamilton, Ohio 

Schlitt & Son, Inc., Joseph A., Jersey City 
AN. 3: 

Walsh Refractories Corp., St. Louis 7, Mo. 

Zonolite Co., Chicago 3, Il, 


House, Bats 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., Philip, Cincinnati, Ohio 

Eagle-Picher Co., The, Cincinnati 1, Ohio 

Johns-Manville Corp., New York 16, N. Y. 

Mechanical Steel Tubing Corp., New York, 
N. Y. 


House, Blanket 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., Philip, Cincinnati, Ohio 

Eagle-Picher Co., The, Cincinnati 1, Ohio 

Johns-Manville Corp., New York 16, N. Y. 

L-O-F Glass Fibers, Toledo, Ohio 

Mechanical Steel Tubing Corp., New York, 
MN: ¥. 

Reflectal Corp., New York City, N. Y. 


House, Blown 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., Philip, Cincinnati, Ohio 
Eagle-Picher Co., The, Cincinnati 1, Ohio 
Johns-Manville Corp., New York 16, N. Y. 
Zonolite Co., Chicago 3, Il. 





House, Reflective 


Carey Mfg. Co., The Philip, Cincinnati, 0, 

Grant Wilson, Inc., Chicago 4, Ill. 

Mechanical Steel Tubing Corp., New York, 
mM. xX; 

Reflectal Corp., Chicago, Il. 


Pipe 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., The Philip, Cincinnati, 
Ohio 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa. 

Eagle-Picher Co., The, Cincinnati 1, Ohio 

Gem Clay Forming Co., The, Sebring, Ohio 

Grant Wilson, Inc., Chicago 4, Ill. 

Insulation Materials Corp., New York, N. Y. 

Johns-Manville Corp., New York 16, N, Y. 

L-O-F Glass Fibers Co., Toledo, Ohio 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Reflectal Corp., New York City, N. Y. 

Refractory & Insulation Corp., New York 5, 
is oe 

Sall Mountain Co., Chicago 3, III. 

Sall Mountain Co., Hamilton, Ohio 

Union Asbestos & Rubber Co., Chicago, III. 

Zonolite Co., Chicago 3, Ill. 


Sound 


Eagle-Picher Co., The, Cincinnati 1, Ohio 
Grant Wilson, Inc., Chicago 4, Il. 
Johns-Manville Corp., New York 16, N. Y. 
L-O-F Glass Fibers Co., Toledo, Ohio 
Refractory & Insulation Corp., Port Ken- 
nedy, Pa. 
Sall Mountain Co., Hamilton, Ohio 
Zonolite Co., Chicago 3, IIl. 


Tank 


Armstrong Cork Co., Lancaster, Pa. 
Carey Mfg. Co., The Philip, Cincinnati, 0. 
D. & C. Equipment Co., Hartford, Conn. 
Eagle-Picher Co., The, Cincinnati 1, Ohio 
General Refractories Co., Philadelphia, Pa. 
Grant Wilson, Inc., Chicago 4, IIl. 
Insulating Refractories Co., San Rafael, 
Calif. 
Nock Fire Brick Co., The, Cleveland 3, Ohio 
Refiectal Corp., New York City, N. Y. 
Refractory & Insulation Corp., New York 5, 
N,. ¥ 


Sall Mountain Co., Hamilton, Ohio 
Zonolite Co., Chicago 3, IIl. 


Wall-Board, Rigid 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., Philip, Cincinnati, Ohio 

Refractory & Insulation Corp., Port Ken- 
nedy, Pa. 


Wall-Board, Semi-Rigid 


Carey Mfg. Co., Philip, Cincinnati, Ohio 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Refractory & Insulation Corp., Port Ken- 
nedy, Pa. 

Sall Mountain Co., Hamilton, Ohio 


Mirrors 


Flame Inspection 


Delavan Mfg. Co., W. Des Moines, Iowa 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Harsch & Co., H., Maplewood, N. J. 

Preferred Utilities Mfg. Corp., New York, 
N. Y. 

Steinen Mfg. Co., Wm., Newark, N. J. 


Motors, Electric 


Damper 


Acro Mfg. Co., Columbus, Ohio 
Barber-Colman Co., Rockford, Ill. - 
Cleveland Fuel Eqpt. Co., Cleveland, 0 
Crise Controls Div., Columbus, Ohio y 
Fasco Industries, Inc., Rochester 2, N. 2 


General Electric Co., Schenectady 5, N. ¥. 
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Motors 


Heat-Timer Corp., New York, N. Y. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

preferred Utilities Mfg. Corp., New York, 
N. Y. 

Radex Corp., Chicago 14, Ill. 

Soring Prods. Corp., Schiller Park, Il. 


Hot Water Circulator 


Bell & Gossett, Morton Grove, Ill. 

Century Electric Co., St. Louis 3, Mo. 

Delco Prods. Div., Dayton 1, Ohio 

Emerson Electric Mfg. Co., The, St. Louis 
21, Mo. 

Fasco Industries, Inc., Rochester 2, N. Y. 

General Electric Co., Schenectady 5, N. Y. 

Grainger, Inc., W. W., Chicago 12, Ill. 

Marathon Electric Mfg. Corp., Wausau, 
Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Piqua Machine & Mfg. Co., The, Piqua, oO. 

Radex Corp., Chicago 14, IIl. 

Silent Flame Mfg. Co., Inc., New York 72, 
N.. '¥. 

Small Motors, Inc., Chicago 14, Ill. 


Westinghouse Electric Corp., Lima, Ohio 


Oilburner 


Century Electric Co., St. Louis 3. Mo. 

Delco Appliance Div., Rochester, N. Y. 

Deleo Prods. Div., Dayton 1, Ohio 

Doerr Electric Corp., Cedarburg, Wisc. 

Electric Motor Development Co., Wickliffe, 
Ohio 

Electro Machines, Inc., Cedarburg, Wisc. 

Emerson Electric Mfg. Co., The, St. Louis 
21, Mo. 

Fasco Industries, Inc., Rochester 2, N. Y. 

General Electric Co., Ft. Wayne, Ind. 

General Electric Co., Schenectady 5, N. Y. 

Grainger, Inc., W. W., Chicago 12, II. 
HomEase Prods, Div., Inc., Paterson, N. J. 
Hoover Co., Kingston-Colney Div., No. 
Plainfield, N. J. 

Iron Fireman Mfg. Co., Portland, Ore. 

Marathon Electric Mfg. Corp., Wausau, 
Wisc. 

Marco Industries, Inec., Depew, N. Y. 
Mar-Coil Heater Co., Union City, N. J. 

Ohio Electric Mfg. Co., Cleveland 4, Ohio 
Packard Electric Div., Warren, Ohio 

Radex Corp., Chicago 14, IIl. 

Ray Oil Burner Co., San Francisco 12, Calif. 
Redmond Co., Inc., Owosso, Mich. 

Small Motors, Ine., Chicago 14, Il. 
Universal Electric Co., Owosso, Mich. 
Westinghouse Electric Corp., Lima, Ohio 
Noeinghouse Electric Corp., Pittsburgh 30, 

a. 


Warm Air Blower 


Century Electric Co., St. Louis 3, Mo. 

— Bros. Co., Inec., Philadelphia 32, 
a. 

Deleo Appliance Div., Rochester, N. Y. 

Delco Prods. Div., Dayton 1, Ohio 

Doerr Electric Corp., Cedarburg, Wisc. 

Emerson Electric Mfg. Co., The, St, Louis 
21, Mo. 

Fasco Industries, Inc., Rochester 2, N. Y. 

General Electric Co., Schenectady 5, N. Y. 

Grainger, Inc., W. W., Chicago 12, Il. 

Hoover Co., No. Plainfield, N. J. 

Iton Fireman Mfg. Co., Portland, Ore. 

Marathon Electric Mfg. Corp., Wausau, 

ise, 

Marco Industries, Inc., Depew, N. Y. 

Jhio Electric Mfg. Co., Maple Hts., Ohio 

packard Electric Div., Warren, Ohio 

aries Electric Co., The, Warren, Ohio 

pilex Corp., Chicago 14, Ill. 

Sm Burner Co., San Francisco 12, Calif. 

ean Motors, Inc., Chicago 14, III. 

. . h Corp., A. O., Los Angeles 22, Calif. 
‘stinghouse Electric Corp., Lima, Ohio 


Nozzles 


Atomizing Heavy Oil 


aren Mfg. Co., W. Des Moines, Iowa 
“ilpse Fuel Eng. Co., Rockford, Ill. 
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.... Nozzles 





Eddington Metal Specialty Co., Eddington, 
Pa. 

Fano-Flame Oil Burner Co., 
Park, Calif. 

Hammel Oil Burning Eqpt. Co., Providence, 
Re 2. 

Harsch & Co., H., Maplewood, N. J. 

Lammert & Mann Co., Chicago 12, Ill. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Monarch Mfg. Works, Inc., Philadelphia 34, 
Pa. 

National Airoil Burner Co., 
34, Pa. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Steinen Mfg. Co., Wm., Newark 5, N. J. 


Huntington 


Philadelphia 


Atomizing Light Oil 


Balloffet Nozzle Co., Inc., Guttenberg, N. J. 

Boston Machine Works Co., Lynn, Mass. 

Century Eng. Corp., Cedar Rapids, Iowa 

Delavan Mfg. Co., W. Des Moines, Iowa 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Fano-Flame Oil 
Park, Calif. 

Hago Prods., Irvington, N. J. 

Harsch & Co., H., Maplewood, N. J. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Huss Oil Burner Accessories Corp., The, E. 
Port Chester, Conn. 

Kopp Nozzle, Maplewood, N, J. 

Monarch Mfg. Works, Inc., Philadelphia 34, 
Pa. 

Oil Eqpt. Laboratories, Inc., Elizabeth 4, 
N.. J. 

Petro, Cleveland 11, Ohio 

Ray Oil Burner Co., San Francisco 12, Calif. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Steinen Mfg. Co., Wm., Newark 5, N. J. 

Sussex Nozzle Co., Morristown, N. J. 

Ultra Metal Utilities Corp., Long Island 
City 2, N. Y. 

Weatherhead Co., The, Cleveland 8, Ohio 


Burner Co., Huntington 


Atomizing Water 


Century Engineering Corp., Cedar Rapids, 
Iowa 

Delavan Mfg. Co., W. Des Moines, Iowa 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Harsch & Co., H., Maplewood, N. J. 

Maid-O-Mist, Ine., Chicago 41, IIl. 

Monarch Mfg. Works, Inc., Philadelphia 34, 
Pa. 

Rega Mfg. Co., Rochester 20, N. Y. 

Steinen Mfg. Co., Wm., Newark 5, N. J. 

Weatherhead Co., The, Cleveland 8, Ohio 


Extractors 


Boston Machine Works Co., Lynn, Mass. 


Oil Delivery 


Allied Tank Truck Equipment Co., Phila- 
delphia 3, Pa. 

Ardmore Prods., Chicago, Ill]. 

Bowser, Inc., Ft. Wayne, Ind. 

Buckeye Iron & Brass Works, 
Ohio 

Carlyle Rubber Co., Inc., New York, N. Y. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Goodall Rubber Co., Trenton 4, N. J. 

MeDonald Mfg. Co., A. Y., Dubuque, Iowa 

Mechanical Prods. Co., Seattle 4, Wash. 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

OPW Corp., Cincinnati, Ohio 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Quaker City Iron Works, Inc., Philadelphia 
4, Pa. 

Sharpsville Steel Fabricators, Sharpsville, 
Pa. 

Steinen Mfg. Co., Wm., Newark 5, N, J. 

Wheaton Brass Works, Union, N. J. 


Dayton 1, 


Service Kits 


Boston Machine Works Co., Lynn, Mass. 
Delavan Mfg. Co., W. Des Moines, Iowa 
Harsch & Co., H., Maplewood, N, J. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Kingsley Mfg. Co., Inc., New Haven, Conn. 


.... Oil Delivery 


Eddington Metal Specialty Co., Eddington, 


Pa. 
Steinen Mfg. Co., Wm., Newark 5, N. J. 
Oil Delivery 


Automatic Systems 


Bowser, Inc., Ft. Wayne, Ind. 

Degree Day Systems, Woodside, N. Y. 
Hidy & Co., Elmo D., Cincinnati 36, Ohio 
Kol-Master Corp., Oregon, IIl. 
McDonald Mfg. Co., A. Y., Dubuque, Ia. 
Measurement Methods Co., Evanston, II]. 
Scully Signal Co., Melrose, Mass. 


Emergency Valves 


Betts Machine Co., Warren, Pa. 
McDonald Mfg. Co., A. Y., Dubuque, Ia. 
Philadelphia Valve Co., Philadelphia, Pa. 
Wheston Brass Works, Union, N. J. 


Flexible Shaft Drives 


Stow Mfg. Co., Binghamton, N. Y. 


Hose 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Bowser, Inc., Ft. Wayne, Ind. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Carlyle Rubber Co., Inc., New York 7, N. Y. 

Electric Hose & Rubber, Wilmington 99, 
Del. 

Erie Meter Systems, Erie 6, Pa. 

Gasoline & Oil Eqpt. Co., New 
Conn. 

Goodall Rubber Co., Trenton 4, N. J. 

Goodrich Co., B. F., Akron, Ohio 

Goodyear Tire & Rubber Co., Akron, Ohio 

Hamilton Rubber Mfg. Corp., Trenton 3, 
N. J. 

Hewitt-Robins, Inc., Stamford, Conn. 

International Metal Hose Co., Cleveland 3, 
Ohio. 

McDonald Mfg. Co., A. Y., Dubuque, Ia. 

Metal Hose & Tubing Co., Dover, N. J. 

Moore & Kling, Inc., Boston 10, Mass. 

Packless Metal Hose, Inc., New Rochelle, 
N. ¥. 

Quaker Rubber Corp., Philadelphia 24, Pa. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 

U. S. Rubber Co., New York 20, N. Y. 


Haven, 


Hose Line Couplings 


Buckeye Iron & Brass Works, Dayton, Ohio 

Carlyle Rubber Co., Inc., New York 7, N. Y. 

Hamilton Rubber Mfg. Corp., Trenton 3, 
N. J. 

Hewitt-Robins, Inc., Stamford, Conn. 

McDonald Mfg. Co., A. Y., Dubuque, Ia. 

Mead Cornell & Co., Cleveland 7, Ohio 

Milwaukee Valve Co., Milwaukee, Wisc. 

OPW Corp., Cincinnati, Ohio 

Packless Metal Hose, Inc., New Rochelle, 
N. ¥. 

Plastic Appliance Co., Philadelphia, Pa. 

Scovill Mfg. Co., Waterbury, Conn. 


Hose Nozzles 


Allied Tank Truck Egqpt. Co., Philadelphia 
Bowser, Inc., Ft. Wayne, Ind. 
Buckeye Iron & Brass Works, 
Ohio 
Carlyle Rubber Co., Inc., New York 17, N. Y. 
Erie Meter Systems, Inc., Erie 6, Pa. 
Gasoline & Oil Eqpt. Co., New Haven, Conn. 
Goodall Rubber Co., Trenton 4, N. J. 
McDonald Mfg. Co., A. Y., Dubuque, Ia. 
Milwaukee Valve Co., Milwaukee 7, Wisc. 
Moore & Kling, Inc., Boston, Mass. 
Morrison Bros., Dubuque, Ia. 
OBW Corp., Cincinnati, Ohio 
Philadelphia Valve Co., Philadelphia 34, Pa. 
Quaker City Iron Works, Inc., Philadel- 
phia 34, Pa. 


Dayton 1, 


Scully Signal Co., Cambridge 4, Mass. 
(Spouts) 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 


Wheaton Brass Works Union, N. J. 





.... Oil Delivery 


Hose Reels, Hand 


Allied Tank Truck Egqpt. Co., Philadelphia 
30, Pa. 

American Steel Works, Kansas City, Mo. 

Ardmore Prods. Div., Chicago 12, Ill. 

Bowser, Inc., Ft. Wayne. Ind. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Erie Meter Systems, Inc., Erie 6, Pa. 

zasoline & Oil Eqpt. Co., New Haven, Conn. 

Hannay & Son, Inc., Clitford B., Westerlo, 
DY. 

Moore & Kling, Inc., Boston, Mass. 

Morrison Bros., Dubuque, Ia. 

Peerless Trailer & Truck Service, Inc., Port- 
land, Ore. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Progress Mfg. Co., Inc., Arthur, II]. 


Quaker City Iron Works, Inc., Philadel- 
phia 34, Pa. 
Southern Tank & Mfg., Inc., Owensboro, 


Ky. 


Hose Reels, Power 


Allied Tank Truck Eqpt. Co., Philadelphia 

American Steel Works, Kansas City, Mo. 

Ardmore Prods. Div., Chicago 12, III. 

Bowser, Inc., Ft. Wayne, Ind. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Erie Meter Systems, Inc., Erie 6, Pa. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Hannay & Son, Inc., Clifford B., Westerlo, 
N. Y 

Moore & Kling, Inc., Boston, Mass. 

Peerless Trailer & Truck Service, Inc., Port- 
land, Ore. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Power Reels, Inc., Buffalo 22, N. Y. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Progress Mfg. Co., Arthur, IIl. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Southern Tank & Mfg. Inc., Owensboro, Ky. 

Wishman Co., R. H., Buffalo 9, N. Y. 


Joints, Swing 


Barco Mfg. Co., Barrington, Ill. 
OPW Corp., Cincinnati, Ohio 


Loaders, Tank Truck 


Butler Mfg. Co., Kansas City, Mo. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

OPW Corp., Cincinnati, Ohio 

Oil Equipment Mfg. Co., Inc., Louisville, 
Ky 


Wheaton Brass Works, Union, N. J. 


Loading Rack Equipment 


Buckeye Iron & Brass Works, Dayton 1 
Ohio 

Butler Mfg. Co., Kansas City, Mo. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Moore & Kling, Inc., Boston, Mass. 

OPW Corp., Cincinnati, Ohio 

Rockwell Mfg. Co., Pittsburgh 8, Pa. 

Wheaton Brass Works, Union, N. J. 


, 


Manifold Valves 


Betts Machine Co., Warren, Pa. 

Buckeye Iron & Brass Works, Dayton 1, 
McDonald Mfg. Co., A. Y., Dubuque, Iowa 
Milwaukee Valve Co., Milwaukee, Wisc. 
Philadelphia Valve Co., Philadelphia, Pa. 
Wheaton Brass Works, Union, N. J. 


Meters 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Bowser, Inc., Ft. Wayne, Ind. 

Ralph N. Brodie Co., Inc., San Leandro, 
Calif. 

Columbian Steel Tank Co., Kansas City, Mo. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Gould Oil Burner Co., Boston, Mass. 

Neptune Meter Co., New York 20, N. Y. 

Preferred Utilities Mfg. Corp., New York, 

Rockwell Mfg. Co., Pittsburgh, Pa. 

Smith Corp., A. O., Los Angeles 22, Calif. 

— Tank & Mfg., Inc., Owensboro, 

y. 


34 


Motor Control at Nozzle 
Scully Signal Co., Cambridge 4, Mass. 
Power Take-Offs 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

American Steel Works, Kansas City, 

Bowser, Inc., Ft. Wayne, Ind. 

Chelsea Prods., Inc., Chelsea, Mich. 

Columbian Steel Tank Co., Kansas City, Mo. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Philadelphia Valve Co., Philadelphia, Pa. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 

Stow Mfg. Co., Binghamton, N. Y. 


Quick Couplings 


Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

OPW Corp., Cincinnati, Ohio 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Plastic Appliance Co., Philadelphia, Pa. 

Scully Signal Co., Melrose, Mass. 

Wheaton Brass Works, Union, N. J. 


Mo. 


Separators, Water 


Warner Lewis Co., Tulsa, Okla. 


Throttle Control 


Scully Signal Co., Cambridge 4, Mass. 


Ticket Printers 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Bowser, Inc., Ft. Wayne, Ind. 

Ralph N. Brodie Co., Inc., 
Calif. 

Erie Meter Systems, Inc., Erie, Pa. 

Neptune Meter Co., New York 20, N. Y. 

Rockwell Mfg. Co., Pittsburgh, Pa. 

Smith Corp., A. O., Los Angeles 22, Calif. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 


San Leandro, 


Tight Connections 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Buckeye Iron & Brass Works, 
Ohio 

Gasoilair Eqpt. Co., New Haven, Conn. 

Gilbert & Barker Mfg. Co., West Spring- 
field, Mass. 

Kingsley Mfg. Co., New Haven, Conn. 

Moore & Kling, Boston, Mass. 

OPW Corp., Cincinnati, Ohio 

Philadelphia City Iron Works, Inc., Phila- 
delphia 34, Pa, 

Plastic Appliance Co., Philadelphia, Pa. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Scully Signal Co., Melrose, Mass. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 


Dayton 1, 


Truck Axles 


Eaton Mfg. Co., Cleveland 10, Ohio 
Trucksteil Co., The, Cleveland, Ohio 


Truck Chassis 


Autocar Co., Ardmore, Pa. 

Chevrolet Motor Div., Detroit 2, Mich. 
Dodge Div., Detroit 31. Mich. 

Ford Div., Dearborn, Mich. 


G.M.C. Truck & Coach Div., Pontiac 11, 
Mich. 

Mack Motor Truck Corp., New York 1, 
N. Y 


Reo Motors, Inc., Lansing, Mich, 
White Motor Co., Cleveland 1, Ohio 


Truck Tanks 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

American Steel Works of Kansas, Wichita 
1, Kans. 





c-:8 Pipe, Fitting 


Bilings, Inc., Bronx 59, N. Y. 

Boston Steel & Mfg. Co., Malden, Mass. 

Brown Steel Tank Co., Minneapolis 14 
Minn. 

Butler Mfg. Co., Kansas City 26, Mo. 

Columbian Steel Tank Co., Kansas City 1 
Mo. 

D. & C. Eqpt. Co., Hartford 1, Conn. 

Decker Bros., Hawthorne, N. J. 

Farrell Mfg. Co., Joliet, Ill. 

Fruehauf Trailer Co., Detroit 32, Mich, 

Gasoline & Oil Eqpt. Co., New Haven, Conn 

Heil Co., The, Milwaukee 1, Wisc. 

Kennedy Tank & Mfg. Co., Inc., Indianap 
olis, Ind. 

Morrison Bros. Co., Dubuque, Iowa 

Niles Steel Tank Co., Niles, Mich. 

Peerless Trailer & Truck Service, Ine 
Portland 14, Ore. 

Pennsylvania Furnace & Iron Co., Warren 
Pa. 

Philadelphia Valve Co., Philadelphia 34, Pa 

Progress Mfg. Co., Inc., Arthur, IIl. 

Quaker City Iron Works, Inc., Philadelphi: 
34, Pa. 

Sharpsville Steel Fabricators, Inc., Sharps. 
ville, Pa. 

Southern Tank & Mfg. Co., Owensboro, Ky 

Trailmobile Co., Cincinnati, Ohio 

Triangle Tank Div., Inc., Brooklyn 22, N, Y 


Paint 
Touch Up 


Champion Bronze Powder & Paint Co., Chi- 
cago 12, Ill. 

Minit Spray Corp., Chicago 54, Ill. 

Sheffield Bronze Paint Corp., Cleveland 9, 
Ohio 


Pipe & Fittings 


Aluminum 


American Brass Co., Waterbury, Conn. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Leggitt Co., S. H., Marshall, 

OPW Corp., Cincinnati, Ohio 

Reliance Tubular Prods. Co., Cleveland 8. 
Ohio 

Revere Copper & Brass, Inc., New York 17, 
1 ie 


Mich. : 





Specialty Sheet Metal Mfg. Co., Chicago, Ill. 
Universal Brass Corp., Arlington, N. J. 
Viking Mfg. Corp.. Cleveland, Ohio 
Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Weatherhead Co., The. Cleveland 8, Ohio 
Wolverine Tube Div., Detroit 26, Mich. 


Brass 


American Brass Co., Waterbury 20, Conn, 

Anderson Brass Co., Detroit 8, Mich. 

Best Brass Co., Marshall, Mich. 

Buckeye Iron & Brass Works, Dayton is 
Ohio es 

C-S Brass Mfg. Co., New York 23, N, sg 

Capitol Mfg. & Supply Co., The, Columbus 
Ohio - 

Chase Brass & Copper Co., Waterbury 
Conn. 

Couplings Co., Chicago 16, III. 

Crane Co., Chicago 40, Ill. 

Grinnell Co., Inc., Providence 1, R. I. 

Imperial Brass Mfg. Co., Chicago, Ill. 

Leggitt Co., S. H., Marshall, Mich. ; 

Lincoln Brass Works, Detroit 16, Mich. 

McDonald Mfg. Co., A. Y., Dubuque, low 

OPW Corp., Cincinnati, Ohio 4 

Reading Tube Corp., New York 1, N. x. 

Reliance Tubular Prods. Co., Cleveland 8, 
Ohio bs 

Revere Copper & Brass, Inc., New York 1! 
N; Y. 

Seovill Mfg. Co., Waterbury, Conn. 

Span Brass Mfg. Co., Inc., Otsego, Mich 

Triplex Heating Specialty Co., Inc., Peru 
Ind. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Weatherhead Co., The, Cleveland 8, Ohio 

Wolverine Tube Div., Detroit 26, Mich. 


a 
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Cast Iron 


Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Crane Co., Chicago 40, Il. 

Grinnell Co., Inc., Providence 1, R. I. 

Mel Gauge Co., E. Haven, Conn. 

OPW Corp., Cincinnati, Ohio 

O'Halloran Industries, Detroit 4, Mich. 

Triplex Heating Specialties Co., Inc., Peru, 
Ind. 


Copper Tube, Flexible 


American Brass Co., Waterbury 20, Conn. 

Chase Brass & Copper Co., Inc., Waterbury 
20, Conn. 

Couplings Co., Chicago 16, III. 

Grinnell Co., Inc., Providence 1, R. I. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Reading Tube Corp., New York 1, N. Y. 

Reliance Tubular Prod. Co., Cleveland 8, 
Ohio 

Revere Copper & Brass, Inc., New York 17, 
N. Y. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 


Copper Tube, Rigid 


American Brass Co., Waterbury 20, Conn. 

Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Grinnell Co., Ine., Providence 1, R. T. 

Imperial Brass Mfg. Co., The, Chicago, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Reading Tube Corp., New York 1, N. Y. 

Reliance Tubular Prod. Co., Cleveland 8, 
Ohio 

Revere Copper & Brass, Inc., New York 17, 
N.Y. 

Scovill Mfg. Co., Waterbury, Conn. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Weatherhead Co., The, Cleveland 8, Ohio 
Wolverine Tube Div., Detroit 26, Mich. 


Covering 


Armstrong Cork Co., Lancaster, Pa. 

Carey Mfg. Co., The Philip, Cincinnati, 
Ohio 

Johns-Manville Corp., New York 16, N. Y. 


Insulation 


Armstrong Cork Co., Lancaster, Pa. 

arey Mfg. Co., The Philip, Cincinnati, 

_Ohio 

Carlyle Rubber Co., Inc., New York 7, N. Y. 

Corbman Bros. Co., Inc., Philadelphia 32, 
Pa, 

Johns-Manville Corp., New York 16, N. Y. 

L0-F Glass Fibers Co., Toledo, Ohio 

Refractory & Insulation Corp., New York 5, 
RH; ¥, 

Sall Mountain Co., Hamilton, Ohio 

Zonolite Co., Chicago 3, Ill. 


Joint Compound 


Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Carey Mfg, EO... 
Ohio 

Crane Co., Chicago 40, TI. 

Crane Packing Co., Chicago 13, Il. 

Grinnell Co., Inc., Providence 1, R. I. 

Hercules Chemical Co., Inc., New York 13, 
uy. 

Johns-Manville Corp., New York 16, N. Y. 
Key Co., E. St. Louis, Mo. 

Lake Chemical Co., Chicago 12, Il. 

Leggitt Co., S. H., Marshall, Mich. 

Preferred Utilities Mfg. Corp., New York 
23, N.Y. 

Rector Well Eqpt. Co., Inc., 
Texas 

5.0.8, Prods. Co., Inc., Brooklyn 22, N. Y. 
rg Chemical Co., Inc., John, Chicago 


W 
*atherhead Co., ‘The, Cleveland 8, Ohio 


The Philip, Cincinnati, 


Houston 2, 


»««. Preheaters 


Plastic 


Dow Chemical Co., Midland, Mich. 

Goodrich Co., B. F., Akron, Ohio 

Hamilton Rubber Mfg. Corp., Trenton 3, 
Nd. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Til. 


Steel 


Babcock & Wilcox Co., The, New York 
EZ. WN, YX. 

Beall Pipe & Tank Corp., Portland 3, Ore. 

Capitol Mfg. & Supply Co., Columbus, Ohio 

Crane Co., Chicago 40, III. 

Crucible Steel Co. of America, Pittsburgh, 
Pa. 

Excelsior Steel Furnace Co., The, Chicago 
6, Ill. 

Grinnell Co., Ine., Providence 1, R. I. 

O'Halloran Inds., Detroit 4, Mich. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Weatherhead Co., The, Cleveland 8, Ohio 

Wolverine Tube Div., Detroit 26, Mich. 


Wrought Iron 


Grinnell Co., Inc., Providence 1, R. I. 


Preheaters, Oil 
Electric 


Ace Eng. Co., Chicago 8, Il. 

Anthony Co., Long Island City 1, N. Y. 

Billow Corp., Chicago 6. Il. 

Brown Fintube Corp., Elyria, Ohio 

Eclipse Fuel Eng. Co., Rockford, Ill. 

Flectro-Therm, Inc., Silver Spring, Md. 

Falcon Eqpt. Co., New Brighton, Pa. 

Fluid Systems, Inc., New Haven, Conn. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Hayden Heater Co., Inc., Easton, Md. 

Instrument Laboratory, Inc., Seattle, Wash. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

Preferred Utilities Mfg. Corp., New York 
Za, WN. ¥. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Staffeco Eng. Co., Chicago 38, IIl. 

Todd Shipyards Corp., Elmhurst, N. Y. 

Trent, Inc., Philadelphia 27, Pa. 

Vulean Electric Co., Danvers, Mass. 

Wells Mfg. Co., San Francisco 3, Calif. 

Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 

Wiegand Co., Edwin L., Pittsburgh 8, Pa. 

Woolley Co., E. L., Pawtucket. R. I. 

York-Shipley Mfg. Co., York, Pa. 


Gas Fired 


Brown Fintube Co., Elyria, Ohio 

Davis Eng. Corp., New York 20, N. Y. 
Northern Fuel Control, Minneapolis, Minn. 
Watertube Boiler & Tank Co., Chicago, Ill. 


Hot Water (Under the Wafer Line) 


Alstrom Corp., New York 60, N. Y. 

American District Steam Div., N. 
wanda, N. Y. 

American Tube Prods., Inc., Natick, R. I. 

Anthony Co., Long Island City 1, N. Y. 

Bell & Gossett Co., Morton Grove, Il. 

Bernstrom, Ine., C. R., Providence, R. I. 

Chalmers Oil Burner Co., Minneapolis, 
Minn. 

Crotty Mfg. Co., Flushing, N, Y. 
Wall) 

Davis Eng. Corp., New York 33, N. Y. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

General Fittings Co., Providence 5, R. I. 

Hammel Oil Burning Eqpt. Co., Providence, 
i ae F 

Kam Water Heater Mfg. Co., Inc., 
lyn, N. Y. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

Manning & Lewis Eng. Co., Newark 4, N. J. 

Norman Chemical Co., St. Paul, Minn. 

Northern Fuel Control, Minneapolis, Minn. 


Tona- 


(Water 


Brook- 
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Patterson-Kelley Co., Inc., The, E. Strouas- 
burg, Pa. 

Preferred Utilities Mfg. Corp., New York 
23. N. Y. 

Rempe Co., Chicago 12, Ill. 

Richmond Eng. Co., Inc., Richmond, Va. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Slant-Fin Radiator Corp., Richmond Hill, 
NGS: 

Staffco Eng. Co., Chicago 38, Ill. 

Superior Combustion Industries, Inc., New 
York, N. Y. 

Taco Heaters, Inc., Providence, R. I. 

Thrush & Co., H. A., Peru, Ind. 

Water Tube Boiler & Tank Co., Chicago, Il. 

Westinghouse Industrial Heating Dept., 
Meadville, Pa. 

Yula Water Heaters, Inc., New York 63, 
N. Y 


Jacketed Pipe & Fittings 


Parks-Cramer Co., Fitchburg, Mass. 


Non-Contaminating 


Alstrom Corp., New York 60, N. Y. 

Crotty Mfg. Corp., Flushing, N. Y. 

Davis Eng. Corp., New York 20, N. Y. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Lancaster Heat Transfer Co., Inc., 
lyn, N. Y. 

Manning & Lewis Ene. Co.. Newark 4, N. J. 

Preferred Utilities Mfg. Corp., New York, 
Mm. y: 

Yula Water Heaters, Inc., New York 63, 
i a 


Brook- 


Pipeline Resistance 


Electric Pipe Line, Inc., Jersey City, N. J. 

Falcon Eqpt. Co., New Brighton, Pa. 

Fluid Systems, Inc., New Haven, Conn. 

Preferred Utilities Mfg. Corp., New York, 
N.Y. 


Steam, High Pressure 


Alstrom Corp., New York 60, N. Y. 

American District Steam Div., N. Tona- 
wanda, N. Y. 

Anthony Co., Long Island City 1, N. Y. 

Bell & Gossett Co., Morton Grove, Ill. 

Bernstrom, Inc., C. R., Providence, R. I. 

Biggs Boiler Works Co., Akron, Ohio 

Billow Corp., Chicago 6, Ill. 

Davis Eng. Corp., New York 33, N. Y. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Hammel Oil Burning Eqpt. Co., Providence, 
| om $ 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Johnson Corp., The, Three Rivers, Mich. 


Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Laneaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 


Leahy Mfg. Co., Los Angeles 21, Calif. 

Lientz & Co., B. P., Kansas City 42, Mo. 

Manning & Lewis Eng. Co., Newark 4, N. J. 

Norman Chemical Co., St. Paul, Minn. 

Northern Fuel Control, Minneapolis, Minn. 

Patterson-Kelley Co., Inc., The, E. Strouds- 
burg, Pa. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rempe Co., Chicago 12, Ill. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Richmond Eng. Co., Inc., Richmond, Va. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Slant-Fin Radiator Corp., Richmond Hill, 
WN. 2. 

Staffco Eng. Co., Chicago 38, Ill. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Superior Combustion Industries, Inc., New 
York, N. Y. 

Water Tube Boiler & Tank Co., Chicago, Ill. 

York-Shipley Mfg. Co., York, Pa. 

Yula Water Heaters, Inc., New York 63, 
N. Y. 
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Steam, Low Pressure 


Alstrom Corp., New York 60, N. Y. 

American District Steam Div., N. 
wanda, N. Y. 

Anthony Co., Long Island City 1, N. Y. 

Bell & Gossett Co., Morton Grove, III. 

Bernstrom, Inc., C. R., Providence, R. I. 

Brown Fintube Co., Elyria, Ohio 

Davis Eng. Corp., New York 33, N. Y. 

Fano-Flame Oil Burner Co., Huntington 
Park, Calif. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Hamme! Oil Burning Eqpt. Co., Providence, 
ee 

Johnson Corp., The, Three Rivers, Mich. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Lancaster Heat Transfer Co., Inc., 
lyn, N. Y. 

Lientz & Co., B. P., Kansas City 42, Mo. 

Manning & Lewis Eng. Co., Newark 4, N. J. 

Norman Chemical Co., St. Paul, Minn. 

Northern Fuel Control, Minneapolis, Minn. 

Patterson-Kelley Co., Inc., The, E. Strouds- 
burg, Pa. 

Preferred Utilities Mfg. Corp., New York 
23, N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Rempe Co., Chicago 12, Ill. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Richmond Eng, Co., Inc., Richmond, Va. 

Simplex Oil Htg. Corp., Philadelphia 11, Pa. 

Slant-Fin Radiator Corp., Richmond Hill, 
hs 2. 

Staffco Eng. Co., Chicago 38, Ill. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Superior Combustion Industries, Inc., New 
work, N. Y. 

Taco Heaters, Inc., Providence, R. I. 

Water Tube Boiler & Tank Co., Chicago, III. 

York-Shipley Mfg. Co., York, Pa. 

Yula Water Heaters, Inc., New York 63, 
Ms 2 


Tona- 


Brook- 


Printed Forms 
Billheads 


Bradford Price Book, Quincy 69, Mass. 
Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N. Y. 
Standard Register Co., The, Dayton 1, Ohio 


Budget Payment Envelopes 


Wassel Organization, Inc., Westport, Conn. 


Decalcomanias 


Degree Day Systems, Woodside, N. Y. 

Hold-Tite Valve Mfg. Co., Brooklyn 26, 
my x, 

Thatcher Furnace Co., Garwood, N. J. 

Williamson Heater Co., The, Cincinnati 9, 
Ohio 


Degree-Day Cards 
Degree Day Systems, Woodside, N. Y. 


Kol-Master Corp., Oregon, Ill. 
Measurement Methods Co., Evanston, III. 


Degree-Day Indexes 


Degree Day Systems, Woodside, N. Y. 
Measurement Methods Co., Evanston, III. 


Delivery Tickets 
Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N, Y. 
Hano Co., Inc., Philip, New York 1, N. Y. 
Moore Business Forms, Niagara Falls, N. Y. 
Standard Register Co., The, Dayton 1, Ohio 


Door Knob Notice Cards 


Degree Day Systems, Woodside, N. Y. 


Drivers’ Daily Reports 


Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N. Y 


36 


Fueloil Order Forms 
Cromwell Printers, Inc.. Albonv, N, Y. 


Degree Day Systems, Woodside, N. Y. 
Standard Register Co., The, Dayton 1, Ohio 


Oilburner Instruction Cards 


Degree Day Systems, Woo/side, N. Y. 
Harvey, Inc., Sid, Valley Stream, N. Y. 


Oilburner Service Order Forms 


Degree Day Systems, Woodside, N. Y. 
Standard Register Co., The, Dayton 1, Ohio 


Oilburner Service Record Cards 


Degree Day Systems, Woodside, N. Y. 


Oilburner Service Tickets 


Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N. Y. 


Price Charts 


Degree Day Systems, Woodside, N. Y. 
Meilicke Systems, Inc., Chicago, Il. 


Statements 


Bradford Price Book, Quincy 69, Mass. 
Cromwell Printers, Inc.. Albany, N. Y. 
Degree Day Systems, Woodside, N. Y. 
Standard Register Co., The, Dayton 1, Ohio 


Tank Capacity Charts 


Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N. Y. 
Harvey, Inc., Sid, Valley Stream, N. Y. 


Ticket Holders 


Cromwell Printers, Inc., Albany, N. Y. 
Degree Day Systems, Woodside, N. Y. 


Pumps 


Boiler Feed 


Allis-Chalmers Mfg. Co., Milwaukee 1, Wisc. 
De Laval Steam Turbine Co., Trenton 2, 
Noo. 
Dunham Co., C. A., Chicago, III. 
Eclipse Fuel Eng. Co., Rockford, III. 
Economy Pumps, Inc., Philadelphia 32, Pa. 
Gabriel Boiler & Fab. Co., Portland, Ore. 
Granberg Corp., Oakland, Calif. 
Hoffberger Co., C., Baltimore 2, Md. 
Ingersoll-Rand Co., New York 4, N. Y. 
Jackson Co., Byron, Los Angeles, Calif. 


Jancuzzi Bros., Inc., Richmond, Calif. 

Johnson Corp., The, Three Rivers, Mich. 

Kisco Boiler & Engineering Co., St. Louis 
4, Mo. 

Lattner Mfg. Co., P. M., Cedar Rapids, 
Iowa 

Magnaflow Pump Corp., Westfield, N. J. 

Preferred Utilities Mfg. Corp., New York, 
Mm Y. 

Schaub Eng. Co., Fred H., Chicago 23, Ill. 

Skidmore Corp., St. Joseph, Mich. 

Sterling, Inc., Milwaukee, Wisc. 

Stewart Oil Burner Co., Hanover, Pa. 

Stout & Sons, David, St. Louis 17, Mo. 

Tuthill Pump Co., Chicago, Il. 

Vapor Heating Corp., Chicago, Ill, 

Worthington Corp., Harrison, N. J. 

York-Shipley Mfg. Co., York, Pa. 


Bulkplants 


Allis-Chalmers Mfg. Co., Milwaukee 1, Wisc. 
Ardmore Prods., Chicago, Ill. 

Blackmer Pump Co., Grand Rapids, Mich. 
Bowser, Inc., Ft. Wayne, Ind. 


- + +» Pumps 


Carver Pump Co., Muscatine, Iowa 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

De Laval Steam Turbine Co., Trenton 2. 
N;. 0. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Gorman-Rupp Co., The, Mansfield, Ohio 

Granberg Corp., Oakland, Calif. 

Hall Eqpt. Co., Quincy, Mass. 

Ingersoll-Rand Co., New York 4, N. Y. 

Jackson Co., Byron, Los Angeles, Calif. 

Kraiss] Co., The, Hackensack, N. J. 

Marlow Pumps, Ridgewood, N. J, 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Roper Corp., G. D., Rockford, Il. 

Schirmer Div., Cleveland 14, Ohio 

Tuthill Pump Co., Chicago, Ill. 

Viking Pump Co., Cedar Falls, Iowa 

Worthington Corp., Harrison, N. J. 

Yale & Towne Mfg. Co., Stamford, Conn. 


Condensation Return 


Aurora Pump Co., Aurora, Ill. 

Buffalo Pumps, Inc., Buffalo, N. Y. 

Byron Jackson Co., Los Angeles, Calif. 

Chicago Pump Co., Chicago, IIl. 

Cochrane Corp., Philadelphia, Pa. 

De Laval Steam Turbine Co., Trenton, N. J. 

Dunham Co., C. A., Chicago, II. 

Dutton Boiler Div., Kalamazoo, Mich. 

Eagan Co., Inc., Walter H., Philadelphia, 
ra. 

Eclipse Fuel Eng. Co., Rockford, IIl. 

Economy Pumps, Inc., Philadelphia, Pa. 

Fairbanks, Morse & Co., Chicago, IIl. 

Gould Pumps, Inc., Seneca Falls, N. Y. 

Granberg Corp., Oakland, Calif. 

Hoffman Specialty Mfg. Corp., Indianapolis, 
Ind. 

Ingersoll-Rand Co., New York, N. Y. 

Jacuzzi Bros., Richmond, Calif. 

Kisco Boiler & Eng. Co., St. Louis, Mo. 

Lattner Mfg. Co., P. M., Cedar Rapids, Ta. 

Mears-Kane-Ofeldt Div., Bridgeport, Pa. 

Nash Eng. Co., South Norwalk, Conn. 

Peerless Pump Div., Los Angeles, Calif. 

Schaub Eng. Co., Fred H., Chicago, Il. 

Sellers Eng. Co., Chicago, Ill. 

Sterling, Inc., Milwaukee, Wis. 

Trane Co., LaCrosse, Wis. 

Worthington Corp., Harrison, N. J. 


Fuel Unit 


Autopulse Corp., Ludington, Mich. 
De Laval Steam Turbine Co., Trenton 2 
N. J. 
Eclipse Fuel Eng. Co., Rockford, Ill. 
Flame-Master Co., Inc., Chicago, IIl. 
Granberg Corp., Oakland, Calif. 
Hasko Utilities Co., New York, N. Y. 
Kraiss! Co., The, Hackensack, N. J. 
Preferred Utilities Mfg. Corp., New York, 
NN, 2. 
Ray Oil Burner Co., San Francisco 12, Calif 
Schirmer Dornbrier Pump Co., Cleveland 
14, Ohio 
Schurs Oil Burner Co., Los Angeles 1, Calif 
Rayfield-Staffco Burner Co., Chicago 38, Il 
Sundstrand Machine Tool Co., Rockford, Il. 
Tuthill Pump Co., Chicago 19, Ill. 
Viking Pump Co., Cedar Falls, Iowa 
Wayne Home Egpt. Co., Ft. Wayne 4, Ind 
Webster Electric Co., Racine, Wis¢. 
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Fuel Unit Booster 





Webster Electric Co., Racine, Wisc. 





Fuel Unit Tester 





Kingsley Mfg. Co., New Haven, Conn. 


ld, Oil Circulating Unit 


Drying Systems, Inc., Chicago 40, Ill. 

Granberg Corp., Oakland, Calif. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Kraiss! Co., Inc., The, Hackensack, N. J. 

Northern Fuel Control, Minneapolis, Minn. 

Petro, Cleveland, O. 

Preferred Utilities Mfg. Corp., New York, 
i. ¥. 

Ray Oil Burner Co., San Francisco, Calif. 

Rayfield-Staffco Burner Co., Chicago, Ill. 

Schirmer Div., Cleveland, Ohio 

Simplex Oil Heating Corp., Philadelphia, 


Pa. 
Tuthill Pump Co., Chicago, Il. 
Viking Pump Co., Cedar Falls, Iowa 


Oil, Lift 


A-P Controls Corp., Milwaukee, Wisc. 
Autopulse Corp., Ludington, Mich. 
Carver Pump Co., Muscatine, lowa 
De Laval Steam Turbine Co., Trenton 2, 
N. J. 
Detroit Controls Corp., Detroit, Mich. 
Kraiss] Co., The, Hackensack, N. J. 
Gorman-Rupp Co., The, Mansfield, Ohio 
Granberg Corp., Oakland, Calif. 
Oil Eqpt. Mfg. Corp., New Haven, Conn. 
Pentwater Machinery Co., Pentwater, Mich. 
Roper Corp., G. D., Rockford, IIl. 
.J. —& Schirmer Dornbrier Pump Co., Cleveland 
14, Ohio 
Seeger-Williams, Inc., Bridgeport, Conn. 
. Therm Gas Generator Co., Inc., Seattle, 
mes Wash. 
Tuthill Pump Co., Chicago 19, Ill. 
Viking Pump Co., Cedar Falls, Iowa 
Webster Electric Co., Racine, Wisc. 


Oil, Wall 


A-P Controls Corp., Milwaukee, Wisc. 
lis Autopulse Corp., Ludington, Mich. 
Detroit Controls Corp., Detroit, Mich. 
Granberg Corp., Oakland, Calif. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Pentwater Machinery Co., Pentwater, Mich. 
Preferred Utilities Mfg. Corp., New York, 

he ¥. 

Viking Pump Co., Cedar Falls, Iowa 


Oilburner 


Autopulse Corp., Ludington, Mich. 
Combustioneer Div., Springfield, Ill. 
De Laval Steam Turbine Co., Trenton 2, 
N, J. 
Delo Screw Products Co., Delaware, O. 
Flame-Master Co., Inc., Chicago 18, Il. 
Granberg Corp., Oakland, Calif. 
HomEase Prods. Div., Inc., Paterson, N. J. 
llinois Iron & Bolt Co., Carpentersville, III. 
lton Fireman Mfg. Co., Cleveland 11, Ohio 
2 Kraissl Co., The, Hackensack, N. J. 
Mancaster Heat Transfer Co., Inc., 
lyn, N. Y, 
Ray Oil Burner Co., San Francisco 12, Calif. 
Roper Corp., Geo, D., Rockford, Ill. 
Schurs Oil Burner Co., Los Angeles 1, Calif. 
Simplex Oil Htg. Corp., Philadelphia 11, Pa. 
ek, oundstrand Hydraulic Div., Rockford, III. 
Tuthill Pump Co., Chicago 19, III. 
Jif ; iking Pump Co., Cedar Falls, Iowa 
wr Webster Electric Co., Racine, Wisc. 


“ Sets, Heavy Oil 


Il Ace Eng. Co., Chicago 8, Ill. 
Il! Billow Corp., Chicago 6, Ill. 
a Pump Co., Grand Rapids 9, Mich. 
~ustion Service Eng., W. Allis, Wisc. 
Ind Eclipse Fuel Eng. Co., Rockford, Ill. 
tanberg Corp., Oakland, Calif. 


Brook- 
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Hammel Oil Burning Eqpt. Co., Providence, 
RH. i. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Iron Fireman Mfg. Co,. Cleveland 11, Ohio 

Kraissl Co., The, Hackensack, N. J. 

Lammert & Mann Co., Chicago 12, Il. 

Lancaster Heat Transfer Co., Inc., Brook- 
lyn, N. Y. 

Lientz & Co., B. P., Kansas City 42, Mo. 

National Airoil Burner Co., Philadelphia, 
Pa. 

National Oil Burner Co. of N. Y., Ine., 
Brooklyn, N. Y. 

Preferred Utilities Mfg. Corp., New York, 
N: ¥. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Roper Corp., Geo. D., Rockford, IIl. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Simplex Oil Heating Corp., Philadelphia 
41, Pa. 

Staffco Eng. Co., Chicago 38, Ill. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Tuthill Pump Co., Chicago 19, I]. 

Viking Pump Co., Cedar Falls, Iowa 

Webster Electric Co., Racine, Wisc. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Woolley Co., E. L., Pawtucket, R. I. 

Worthington Corp., Harrison, N. J. 

York-Shipley Mfg. Co., York, Pa. 


Sump-Pumps 


Silent Flame Mfg. Co., Inc., New York 72, 
N. Y. 


Voleano Burner Corp., New York City, N. Y. 


Tank Truck 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Ardmore Products, Chicago, III. 

Blackmer Pump Co., Grand Rapids, Mich. 

Bowser, Inc., Ft. Wayne, Ind. 

Carver Pump Co., Muscatine, Iowa 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Gasoline & Oil Eqpt. Co., New Haven, Conn. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Gorman-Rupp Co., The, Mansfield, Ohio 

Gould Oil Burner Co., Boston, Mass. 

Granberg Corp., Oakland, Calif. 

Hall Eqpt. Co., Quincy, Mass. 

Kraissl Co., The, Hackensack, N. J. 

Marlowe Pumps, Ridgewood, N. J. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Roper Corp., Geo. D., Rockford, IIl. 

Schirmer Div., Cleveland 14, Ohio 

Southern Tank & Mfg. Co., Inc., Owensboro, 
Ky. 

Viking Pump Co., Cedar Falls, Iowa 

Worthington Corp., Harrison, N. J. 


Yale & Towne Mfg. Co., Stamford, Conn. 


Vacuum 


Allis-Chalmers Mfg. Co., Milwaukee 1, Wisc. 

Dunham Co., Chicago, IIl. 

Economy Pumps, Inc., Philadelphia 32, Pa. 

Granberg Corp., Oakland, Calif. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Ingersoll-Rand Co., New York 4, N. Y. 

Kraissl Co., The, Hackensack, N. J. 

National Steam Pump Co., Upper Sandusky, 
Ohio 

Schirmer Div., Cleveland 14, Ohio 

Skidmore Corp., St. Joseph, Mich. 

Sterling, Inec., Milwaukee 12, Wisc. 

Worthington Corp., Harrison, N. J. 


Water Circulating 


Allis-Chalmers Mfg. Co., Milwaukee 1, Wisc. 

Baseline Mfg. Corp., Minneapolis 23, Minn. 

Bell & Gossett Co., Morton Grove, Ill. 

Carver Pump Co., Muscatine, Iowa 

De Laval Steam Turbine Co., Trenton 2, 
N. J. 

Dunham Co., C, A., Chicago, Ill. 

Econo Prods. Co., New York 4, N. Y. 





.... Radiators 


Economy Pumps, Inc., Philadelphia 32, Pa. 
Fitzgibbons Boiler Co., New York 17, N. Y. 
Flame-Master Co., Inc., Chicago 18, Ill. 
Fostoria Pressed Steel Corp., Fostoria, Ohio 
Golden Flame Mfg. Co., Camden 3, N. J. 
Gorman-Rupp Co., The, Mansfield, Ohio 
Granberg Corp., Oakland, Calif. 
Ingersoll-Rand Co., New York 4, N. Y. 
Jackson Co., Byron, Los Angeles, Calif. 
Jancuzzi Bros., Inc., Richmond, Calif. 
Kraiss! Co., The, Hackensack, N. J. 
Magnaflow Pump Corp., New York 3, N. Y. 
Marlow Pumps, Ridgewood, N. J. 
McDonald Mfg. Co., A. Y., Dubuque, Iowa 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 
Pate Co., The, Darby, Pa. 
Piqua Machine & Mfg. Co., The, Piqua, Ohio 
Preferred Utilities Mfg. Corp., New York, 
N.Y. 
Skidmore Corp., St. Joseph, Mich. 
Taco Heaters, Inc., Providence, R. I. 
Thrush & Co., H. A., Peru, Ind. 
Trane Co., The, La Crosse, Wisc. 
Triplex Htg. Specialty Co., Peru, Ind. 
Worthington Corp., Harrison, N. J. 


Purifiers, Air 


Iron City Chemical Co., Valencia, Pa. 
Radiators 


Baseboard 


Altherm, Inc., New York 21, N. Y. 

American Air Filter Co., Inc., Louisville, 
Ky. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Argo Co., Hartford 6, Conn. 

Baseline Mfg. Corp., Minneapolis 23, Minn. 

Berger Furnace Mfg. Co., Pittsburgh 6, Pa. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Brown Prods. Co., Forest Hills, N. Y. 

Burnham Corp., Irvington, N. Y. 

Bush Mfg. Co., W. Hartford, Conn. 

Columbia Boiler Co., Pottstown, Pa. 

Conn-State Furnace Co., Bridgeport, Conn. 

Crane Co., Chicago 40, Ill. 

Dewey-Shepard Boiler Co., Indianapolis, 
Ind. 

Dixon Mfg. Co., Baltimore 2, Md. 

Dunham Co., C. A., Chicago, II. 

Dunkirk Radiator Corp., Dunkirk, N. Y. 

Ejay Baseboard Mfg. Co., Winsted, Conn. 

Electriglas Corp., Bergenfield, N. J. 

Fedders-Quigan Corp., Buffalo, N. Y. 

Federal Boiler Co., Inc., Midland Park, N. J. 

Federal! Engs., Inc., Barrington, R. I. 

General Automatic Prod. Corp., Baltimore, 
Md. 

General Htg. Prods. Co., Philadelphia, Pa. 

General Thriftmaster Prods., Philadelphia, 
Pa. 

Hoff Mfg. Co., Bethany, Conn. 

Kritzer Radiant Coils, Inc., Chicago 24, Ill. 

National Radiator Co., The, Johnstown, Pa. 

Nesbitt, Inc., John J., Philadelphia 36, Pa. 

New Yorker Steel Boiler Co., Inc., Colmar, 
Pa. 

Pate Co., The, Darby, Pa. 

Radiant Ray Radiation, Inc., New Britain, 
Conn. 

Rempe Co., Chicago 12, Ili. 

Republic & General Heating Prods. Co., 
Philadelphia 36, Pa. 

Rittling Corp., Buffalo 3, N. Y. 

Rome-Turney Radiator Co., Rome, N. Y. 

Sarco Co., Inc., New York, N. Y. 

Schemenauer Mfg. Co., Holland, Ohio 

Slant-Fin Radiator Corp., Brooklyn, N. Y. 

Smith Co., H. B., Westfield, Mass. 

Spi-Rol-Fin Corp., Pequannock, N. J. 

Stedco Prods., Kingston, Pa. 

Sterling Radiator Co., Inc., Westfield, Mass. 

Therma Prods. Co., Inc., Boston 18, Mass. 

Thermo Base Div., Michigan City, Ind. 

Trane Co., The, La Crosse, Wisc. 

Triad Prods. Corp., Chicago, Ill. 












.... Radiators 


Trico Baseboard Htg., Pompton Lakes, N. J. 
Turbo-Ray, Inc., New Rochelle, N. Y. 
Tuttle & Bailey, Inc., New Britain, Conn. 
Union Asbestos & Rubber Co., Chicago, Il. 
U. S. Radiator Corp., Detroit 26, Mich. 
Utica Radiator Corp., Utica, N. Y. 
Valley Forge Metals Co., Lansdale, Pa. 
Vulcan Radiator Co., Hartford 6, Conn. 
Warren Webster & Co., Camden 5, N. J. 
Waterfilm Boilers, Inc., Jersey City, N. J. 
Weil-McLain Co., Michigan City, Ind. 
Woodruff Thermo Prods., Inc., Fair Lawn, 
N. J. 
York-Shipley, Inc., York, Pa. 
Young Radiator Co., Racine, Wisc. 


Coils, Copper 


Bush Mfg. Co., W. Hartford, Conn. 

Dunham Co., C. A., Chicago, Ill. 

Kritzer Radiant Coils, Inc., Chicago 24, Ill. 

Modine Mfg. Co., Racine, Wisc. 

Pate Co., The, Darby, Pa. 

Perfex Corp., The, Milwaukee, Wisc. 

Rittling Corp., Buffalo 3, N. Y. 

Spi-Rol-Fin Corp., Pequannock, N. J. 

Stedco Prods., Wilkes-Barre, Pa. 

Trane Co., The, La Crosse, Wisc. 

Union Asbestos & Rubber Co., Chicago 4, 
Til. 

Young Rad. Co., Racine, Wisc. 


Convectors, Copper 


Airtherm Mfg. Co., St. Louis 10, Mo. 

Altherm, Inc., New York 21, N. Y. 

American Coils, Inc., Newark 5, N. J. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Auburn Burner Corp., Auburn, Ind. 

Auto Rad. Specialty Co., Chicago 2, II. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Brown Prods. Co., Forest Hills, N. Y. 

Bush Mfg. Co., W. Hartford, Conn. 

Dunham Co., C. A., Chicago, Ill. 

Federal Engs., Inc., Barrington, R. I. 

General Htg. Prods. Co., Philadelphia, Pa. 

Hoff Mfg. Co., Bethany, Conn. 

Kramer Trenton Co., Trenton, N. J. 

Modine Mfg. Co., Racine, Wisc. 

National Radiator Co., The, Johnstown, Pa. 

Nesbitt, Inc., John J., Philadelphia, Pa. 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Perfex Corp., The, Milwaukee, Wisc. 

Rempe Co., Chicago 12, Ill. 

Republic & General Heating Prods. Co., 
Philadelphia 36, Pa. 

Rittling Corp., Buffalo 3, N. Y. 

Rome-Turney Rad. Co., Rome, N. Y. 

Slant-Fin Radiator Corp., Richmond Hill, 
Mm, 

Stedco Prods., Wilkes-Barre, Pa. 

Therma Prods. Co., Inc., Boston 18, Mass. 

Trane Co., The, La Crosse, Wisc. 

Tuttle & Bailey, Inc., New Britain, Conn. 

Union Asebestos & Rubber Co., Chicago, IIl. 

U.S. Rad. Corp., Detroit 26, Mich. 

Warren Webster & Co., New York 16, N, Y. 

York-Shipley Mfg. Co., York, Pa. 

Young Radiator Co., Racine, Wisc. 


Convectors, Iron 


American Air Filter, Louisville, Ky. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Fedders-Quigan Corp., Buffalo, N. Y. 

National Rad, Co., The, Johnstown, Pa. 

Slant-Fin Radiator Corp., Richmond Hill, 
ie a 

Stedco Prods., Wilkes-Barre, Pa. 

Therma Prods. Co., Inc., Boston 18, Mass. 

U.S. Rad. Corp., Detroit 26, Mich. 


Extended Surface, Copper 


American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Baseline Mfg. Corp., Minneapolis, Minn. 

Brandenburg Industries, Inc., Baltimore 9, 
Md. 

Brown Prods. Co., Forest Hills 75, N. Y. 

Bush Mfg. Co., W. Hartford, Conn. 

Dunham Co., C. A., Chicago, Il. 

Dunkirk Radiator Corp., Dunkirk, N. Y. 
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Harner Boiler Corp., Brooklyn, N. Y. 

Kritzer Radiant Coils, Inc., Chicago 24, Ill. 

Modine Mfg. Co., Racine, Wisc. 

National Rad. Co., The, Johnstown, Pa. 

Nesbitt, Inc., John J., Philadelphia 36, Pa. 

Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 

Perfex Corp., The, Milwaukee, Wisc. 

Radiant-Ray Radiation, Inc., New Britain, 
Conn, 

Rempe Co., Chicago 12, Ml. 

Rittling Corp., Buffalo 3, N. Y. 

Rome-Turney Rad. Co., Rome, N. Y. 

Sarco Co., Inc., New York, N. Y. 

Slant-Fin Rad. Corp., Brooklyn, N. Y. 

Smith Co., H. B., Westfield, Mass. 

Spi-Rol-Fin Corp., Pequannock, N. J. 

Stedco Prods., Wilkes-Barre, Pa. 

Trane Co., The, La Crosse, Wisc. 

U. S. Radiator Corp., Detroit 26, Mich. 

Young Rad. Co., Racine, Wisc. 


Extended Surface, Iron 


Altherm, Inc., New York 21, N. Y. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Baseline Mfg. Corp., Minneapolis 23, Minn. 

Brown Prods. Co., Forest Hills 75, N. Y. 

Bush Mfg. Co., W. Hartford, Conn. 

Dunkirk Radiator Corp., Dunkirk, N. Y. 

Kritzer Radiant Coils, Inc., Chicago 24, Ill. 

National Rad, Co., The, Johnstown, Pa. 

Pilgrim Industries, Brookline 46, Mass. 
(‘‘Raparound”’ Material) 

Radiant-Ray Radiation, Inc., New Britain, 
Conn. 

Rittling Corp., Buffalo 3, N. Y. 

Slant-Fin Rad. Corp., Brooklyn, N. Y. 

Spi-Rol-Fin Corp., Pequannock, N. J. 

Stedco Prods., Wilkes-Barre, Pa. 

U. S. Radiator Corp., Detroit 26, Mich. 


Heating & Cooling 


Penn Boiler & Burner Mfg. Corp., Lan- 
caster, Pa. 
Vulcan Radiator Co., Hartford, Conn. 


Standing, Cast-Iron 


Altherm, Inc., New York 21, N. Y. 

American Rad, & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Burnham Corp., Irvington, N. Y. 

Crane Co., Chicago 40, Ill. 

Dunkirk Rad. Corp., Dunkirk, N. Y. 

National Rad. Co., The, Johnstown, Pa. 

U. S. Rad. Corp., Detroit 26, Mich. 

Utica Rad. Corp., Utica, N. Y. 

Weil-McLain Co., Michigan City, Ind. 


Radios, Two-Way 


Motorola, Inc., Chicago, Il. 
Radio Corp. of America, Camden 2, N, J. 


Refractories 


Castable 


Babcock & Wilcox Co., New York 17, N, Y. 
Carolina Refractories Co., Hartsville, S. C. 
Corundite Refractories, Inc., Massilon, O. 
Denver Fire Clay Co., The, Denver 17, Colo. 
Fireline Co., Chicago, Ill. 
France Refractories Co., J. H., Snow Shoe, 
Pa. 
Gem Clay Forming Co., The, Sebring, Ohio 
General Refractories Co., Philadelphia, Pa. 
Green Fire Brick Co., A. P., Mexico, Mo. 
Harbison-Walker Refractories Co., Pitts- 
burgh 22, Pa. 
Harvey, Inc., Sid, Valley Stream, N. Y. 
Hyzer & Lewellen, Southampton, Pa. 
Insulating Refractories Co., San Rafael, 
Calif. 
Insulating Castable Corp., River Rouge 18, 
Mich. 
Iron-Hide Sales Co., Matawan, N. J. 
Johns-Manville Corp., New York 16, N. Y. 
Laclede-Christy Co., St. Louis 1, Mo. 
Mexico Refractories Co., Mexico, Mo. 
Nock Fire Brick Co., The, Cleveland 3, Ohio 
Oswald Refractories Co., Inc., St. Louis, Mo. 
Plibrico Firebrick Co., Chicago 14, Ill. 
Preferred Utilities Mfg. Corp., New York, 
i i de 
Ramtite Co., Chicago, Ill. 





...» Refractories 





Refractory & Insulation Corp., New York 5, 
NM, ¥. 


Rex Roto Corp., Detroit, Mich. 

S.0O.S. Prods. Co., Inc., Brooklyn 22, N, y, 

Schlitt & Son, Inc., Joseph A., Jersey City 
4,N. J. 

Shenango Refractories Div., New Castle, 
Pa, 

Walsh Refractories Corp., St. Louis 7, Mo, 

Western Stove Lining Works, Mexico, Mo. 


Cement 


Armstrong Cork Co., Lancaster, Pa. 

Babcock & Wilcox Co., New York 17, N. Y. 

Carolina Refractories Co., Hartsville, S, ¢. 

Clinton Metallic Paint Co., Clinton, N. y. 

Corundite Refractories, Inc., Massilon, Ohio 

Denver Fire Clay Co., The, Denver 17, Colo. 

Fireline Co., Chicago, Ill. 

France Refractories Co., J. H., Snow Shoe, 
Pa. 

Gem Clay Forming Co., The, Sebring, Ohio 

General Refractories Co., Philadelphia, Pa. 

Grant Wilson Inc., Chicago 4, Ill. 

Green Fire Brick Co., A. P., Mexico, Mo. 

Harbison-Walker Refractories Co., Pitts- 
burgh 22, Pa. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hyzer & Lewellen, Southampton, Pa. 

Insulating Refractories Co., San Rafael, 
Calif. 

Johns-Manville Corp., New York 16, N. Y. 

Laclede-Christy Co., St. Louis 1, Mo. 

Mexico Refractories Co., Mexico, Mo. 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Oswald Refractories Co., Inc., St. Louis, 
Mo. 

Plibrico Firebrick Co., Chicago 14, Il. 

Preferred Utilities Mfg. Corp., New York, 
jee 

Refractory & Insulation Corp., New York 5, 
NY. 


Refractory Specialty Co., Philadelphia 46, 
Pa. 

S.O.S. Prods. Co., Inc., Brooklyn 22, N. Y. 

Sall Mountain Co., Hamilton, Ohio 

Schlitt & Son, Inc., Joseph A., Jersey City 4, 
N. J. 

Shenango Refractories Div., New Castle, Pa. 

Walsh Refractories Corp., St. Louis 7, Mo. 

Western Stove Lining Works, Mexico, Mo. 

Zonolite Co., Chicago 3, Ill. 


Chamber Back-Fill 


Corundite Refractories, Inc., Massilon, 0. 

Denver Fire Clay Co., Denver, Colo, 

Gem Clay Forming Co., Sebring, O. 

General Refractories Co., Philadelphia, Pa. 

Green Fire Brick Co., A. P., Mexico, Mo. 

Harbison-Walker Refractories Co., Pitts 
burgh, Pa. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hyzer & Lewellen, Southampton, Pa. 

Insulating Refractories Co., San Rafael, 
Calif. 

Insulating Castable Corp., River Rouge, 
Mich. 

Mexico Refractories Co., Mexico, Mo. 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Peterson Co., B. A., Dowagiac, Mich. 

Refractory & Insulation Corp., New York 5, 
IN. x. 

Rex Roto Corp., Detroit 6, Mich. , 

Schlitt & Son, Inc., Joseph A., Jersey City 
4, N. J. 

Walsh Refractories Corp., St. Louis 7, Mo. 

Zonolite Co., Chicago 3, IIl. 


Fire Brick 


Babcock & Wilcox Co., New York 17, N. ¥ 
Carolina Refractories Co., Hartsville, S. ©: 
Corundite Refractories, Inc., Massilon, 0 
Denver Fire Clay Co., The, Denver 17, Colo. 
France Refractories Co., J. H., Snow Shoe 
ra. 
General Refractories Co., Philadelphia, Pa. 
Green Fire Brick Co., A. P., Mexico, Mo 
Harbison-Walker Refractories Co., Pitt® 
burgh 22, Pa. 
Hyzer & Lewellen, Southhampton, Pa. 
Insulating Refractories Co., San Ra 
Calif. 
Laclede-Christy Co., St. Louis 1, Mo. 
Louthan Mfg. Co., E. Liverpool, O. 
MacLeod & Henry Co., Inc., Troy, N. Y. 
Mexico Refractories Co., Mexico, Mo. ~ 
Nock Fire Brick Co., The, Cleveland 3, 0 
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Oswald Refractories Co., Inc., St. Louis, Mo. 
Plibrico Firebrick Co., Chicago 14, Ill. 


Presbrey Refractories Corp., Taunton, 
Mass. 

Schlitt & Son, Inc., Joseph A., Jersey City 4, 
ja 


Shenango Refractories Div., New Castle, Pa. 
Walsh Refractories Corp., St. Louis 7, Mo. 
Western Stove Lining Works, Mexico, Mo. 


Fire Brick, Insulating 


Armstrong Cork Co., Lancaster, Pa. 
Babcock & Wilcox Co., New York 17, N. Y. 
Boston Machine Works Co., Lynn, Mass. 
Clinton Metallic Paint Co., Clinton, N. Y. 
Corundite Refractories, Inc., Massilon, O. 
Denver Fire Clay Co., The, Denver 17, Colo. 
Gem Clay Forming Co., The, Sebring, Ohio 
General Refractories Co., Philadelphia, Pa. 
Green Fire Brick Co., A. P., Mexico, Mo. 
Harbison-Walker Refractories Co., Pitts- 
burgh 22, Pa. 
Hyzer & Lewellen, Southampton, Pa. 
Insulating Refractories Co., San Rafael, 
Calif. 
Iron-Hide Sales Co., Matawan, N, J. 
Johns-Manville Corp., New York 16, N. Y. 
MacLeod & Henry Co., Inc., Troy, N. Y. 
Mexico Refractories Co., Mexico, Mo. 
Nock Fire Brick Co., The, Cleveland 3, O. 
Oswald Refractories, Inc., St. Louis, Mo. 
Plibrico Firebrick Co., Chicago 14, Ill. 
Presbrey Refractories Corp., Taunton, 
Mass. 
Schlitt & Son, Ine., Joseph A., Jersey City 
4,N. J. 
Shenango Refractories Div., New Castle, Pa. 
Walsh Refractories Corp., St. Louis 7, Mo. 
Western Stove Lining Works, Mexico, Mo. 
Zonolite Co., Chicago 3, Ill. 


Fire Brick, Plastics 


Carolina Refractories Co., Hartsville, S. C. 

Corundite Refractories, Inc., Massilon, O. 

Denver Fire Clay Co., Denver, Colo. 

Fireline Co., Chicago, Ill. 

France Refractories Co., J. H., Snow Shoe, 
Pa. 

General Refractories Co., Philadelphia, Pa. 

Green Fire Brick Co., A. P., Mexico, Mo. 

Harbison-Walker Refractories Co., Pitts- 
burgh, Pa. 

Hyzer & Lewellen, Southampton, Pa. 
Mexico Refractories Co., Mexico, Mo, 
= Refractories Co., Inc., St. Louis, 
Mo. 

_ Utilities Mfg. Corp., New York, 
= & Son, Inc., Joseph A., Jersey City, 


Shenango Refractories Div., New Castle, Pa. 
Walsh Refractories Corp., St. Louis 7, Mo. 


Firebox Baffles 


American Clay Forming Co., Tiffin, Ohio 
Bauer Oil Burner, Inc., Wilmington, Del. 
Boston Machine Works Co., Lynn, Mass. 
(steel ) 
Carolina Refractories Co., Hartsville, S, C. 
Corundite Refractories, Inc., Massilon, O. 
Denver Fire Clay Co., The, Denver 17, Colo. 
— Refractories Co., J. H., Snow Shoe, 
a. 
Gem Clay Forming Co., The, Sebring, Ohio 
ceneral Refractories Co., Philadelphia, Pa. 
Teen Fire Brick Co., A. P., Mexico, Mo. 
Harbison-Walker Refractories Co., Pitts- 
burgh 22, Pa. 
narvey, Inc., Sid, Valley Stream, N. Y. 
Psd & Lewellen, Southampton, Pa. 
a" Refractories Co., San Rafael, 


wualating Castable Corp., River Rouge, 


Insulation & Refractories Co., Williamson, 
N. Y. (steel) 
Mn Hide Sales Co., Matawan, N. J. 
Nock pinetractories Co., Mexico, Mo. 
On ire Brick Co., The, Cleveland 3, O. 
Eqpt. Mfg. Corp., New Haven, Conn. 
‘ (stainless steel) 
ee Co., B, A., Dowagiac, Mich. 
actory & Insulation Corp., Port Ken- 
Ringe Pa, 
~ i, Prods. Co., The, Detroit 6, Mich. 
8.0.5 Pr orp., Detroit 6, Mich. 
‘*. Frods. Co., Inc., Brooklyn 2a. WY. 


Schlitt & Son, Inc., Joseph A, Jersey City 
4. N. J. 

Shenango Refractories Co., New Castle, Pa. 

U. S. Machine Div., Lebanon, Ind. 

Walsh Refractories Corp., St. Louis 7, Mo. 

Western Stove Lining Works, Mexico, Mo. 

Zeh Co., Inc., Passaic, N. J. 


Pre-cast Combustion Chambers 


American Clay Forming Co., Tiffin, Ohio 
Armstrong Cork Co., Lancaster, Pa. 
Bard Mfg. Co., Bryan, Ohio 
Boston Machine Works Co., Lynn, Mass. 
Carolina Refractories Co., Hartsville, S. C. 
Corundite Refractories, Inc., Massilon, Ohio 
Denver Fire Clay Co., Denver, Colo. 
Eastern Prod. Co., Morganville, N. J. 
Federal Boiler Co., Inc., Midland Park, 
N. J. 
Fitzgibbons Boiler Co., Inc., New York 17, 
N. Y 


France Refractories Co., J. H., Snow Shoe, 
Pa. 

Gem Clay Forming Co., The, Sebring, Ohio 

General Refractories Co., Philadelphia, Pa. 

Green Fire Brick Co., A. -P., Mexico, Mo. 

Harbison-Walker Refractories Co., Pitts- 
burgh 22, Pa. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hyzen & Lewellen, Southampton, Pa. 

Ingersoll Steel Div., Chicago 4, Ill. (steel) 

Insulating & Refractories Co., Williamson, 
N: ¥. 

Insulating Refractories Co., San Rafael, 
Calif. 

Insulating Castable Corp., River Rouge, 
Mich. 

Tron-Hide Sales Co., Matawan, N. J. 

Kolb Refractories Co., Philadelphia 48, Pa. 

Laclede-Christy Co., St. Louis 1, Mo. 

Louthan Mfg. Co., The, E. Liverpool, Ohio 

MacLeod & Henry Co., Inc., Troy, N. Y. 

Mexico Refractories Co., Mexico, Mo. 

Monogram Prods. Co., Inc., Philadelphia 4, 
Pa. 

National Airoil Burner Mfg. Co., Philadel- 
phia, Pa. 

Nock Fire Brick Co., The, Cleveland 3, Ohio 

Peterson Co., B. A., Dowagiac, Mich, 

Preferred Utilities Mfg. Corp., New York, 
N.Y. 

Presbrey Refractories Corp., Taunton, Mass. 

Refractory & Insulation Corp., New York 5, 
N. Y. 

Rex Clay Prods. Co., The, Detroit 6, Mich. 

Rex Roto Corp., Detroit 6, Mich. 

S.0.S. Prods. Co., Inc., Brooklyn 22, N, Y. 

Schlitt & Son, Inc., Joseph A, Jersey City 4, 
N. J. 

Shenango Refractories Div., New Castle, Pa. 

U. S. Machine Div., Lebanon, Ind. 

Walsh Refractories Corp., St. Louis 7, Mo. 

Western Stove Lining Works, Mexico, Mo. 

York-Shipley Mfg. Co., York, Pa. 


Reflective Paint 


National Fuel Conservation Co., Inc., White 
Plains, N. Y. 

Refractory & Insulation Corp., Port Ken- 
nedy, Pa. 

S.O.S. Prods. Co., Inc., Brooklyn 22, N. Y. 

Schlitt & Son, Inc., Joseph A., Jersey City 
4.n.. J. 


Reflective Powder 


Fuel Econ-O-mizer Co., Providence 5, R. I. 
National Fuel Conservation Co., White 
Plains, N. Y. 


Stainless Steel Chambers 


Air Conditioning Eng. Corp., Cambridge, 
Mass. 
Conn. State Furnace Co., Bridgeport, Conn. 
Ingersoll Steel Div., Chicago 4, Ill. 
Mechanical Prod. Mfg. Co., Seattle 4, Wash. 
Oil Eqpt. Mfg. Co., New Haven, Conn. 
Rybolt Heating Co., Ashland, Ohio 
Sandberg Mfg. Co., Portland 10, Ore. 
Stefco Steel Co., Michigan City, Ind. 


Salamanders, Oilburning 


Scheu Prods. Co., Upland, Calif. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 





Service Truck Bodies 


American Steel Works of. Kansas, Inc., 
Wichita 4, Kansas. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Holan Co., J. H., Cleveland 11, Ohio 

McCabe Powers Auto Body Co., St. Louis 
15, Mo. . 

Stahl Metal Prods., Inc., Cleveland, Ohio. 


Signals 
Liquid, Low Level 


Carlson & Co., Inc., A. B., Aurora, Ill. 

Diamond Power Specialty Corp., Lancaster, 
Ohio 

Johnson Corp., The, Three Rivers, Mich. 

Liquidepth Indicators, Inc., Long Island 
City 1, N. Y. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Magnetrol, Inc., Chicago 23, Ill. 

Newark Controls Co., Bloomfield, N. J. 

Techniflex Corp., Port Jervis, N. Y. 

Wright-Austin Co., Detroit 7, Mich. 


Smoke 


Cleveland Fuel Eqpt. Co., Cleveland 9, O. 

Combustion Control Div., Boston, Mass. 

Diamond Power Specialty Corp., Lancaster, 
Ohio 

General Power Plant Corp., Ossining, N. Y. 

Heat Timer Corp., New York 12, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N.Y. 


Tank Fill 


Carlson & Co., Ine., A. B., Aurora, III. 
Magnetrol, Inc., Chicago 23, Ill. 

Plastic Appliance Co., Philadelphia 31, Pa. 
Scully Signal Co., Melrose, Mass. 


Switches 


Manual 


Burke Eng. Co., Los Angeles 7, Calif. 
Cutler-Hammer, Inc., Milwaukee 1, Wisc. 
General Electric Co., Schenectady 5, N. Y. 
Master Appliance Co., Rachine, Wisc. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 
Square D Co., Milwaukee 12, Wisc. 
Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 


Overload 


Burke Eng. Co., Los Angeles 7, Calif. 
Cutler-Hammer, Inc., Milwaukee 1, Wisc. 
General Electric Co., Schenectady 5, N. Y. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn, 
Spencer Thermostat Div., Attleboro, Mass. 
Square D Co., Milwaukee 12, Wisc. 
Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 


Pressure or Vacuum Actuated 


Barksdale Valves, Los Angeles 11, Calif. 
Cleveland Fuel Eqpt. Co., Cleveland, Ohio 
Combustion Control Div., Boston, Mass. 
Cutler-Hammer, Inc., Milwaukee, Wisc. 
Detroit Controls Corp., Detroit, Mich. 
Dewey Gas Furnace Co., Detroit 2, Mich. 
Friez Inst. Div., Baltimore, Md. 
General Controls Co., Glendale 1, Calif. 
General Electric Co., Schenectady, N. Y. 
Iron Fireman Mfg. Co., Portland, Ore. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 
Preferred Utilities Mfg. Corp., New York, 
N. Y. 


Temperature 
Automatic Devices Co., Inc., Western 
Springs, Ill. 
Barber-Colman Co., Rockford, III, 
Cambridge Tool & Mfg. Co., Somerville, 
Mass. 
Cam-Stat Div., Los Angeles 64, Calif. 
Cooper Co., Clark, Palmyra, N, J. 
Cutler-Hammer, Inc., Milwaukee 1, Wisc. 
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Defender Instrument & Regulator Co., St. 
Louis, Mo. 
Detroit Controls Corp., Detroit 8, Mich. 
General Electric Co., Schenectady 5, N. Y. 
Iron Fireman Mfg. Co., Portland, Ore. 
McClarty Systems, Battle Creek, Mich. 
Mercoid Corp., The, Chicago 41, III. 
Miller-Harris Instrument Co., Milwaukee, 
Wisc. 
Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 
Morse-Smith-Morse Co., Watertown, Mass. 
Penn Controls, Inc., Goshen, Ind. 
Preferred Utilities Mfg. Corp., New York, 
Spencer Thermostat Div., Attleboro, Mass. 
Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 
White-Rodgers Electric Co., St. Louis 6, Mo. 


Time 


Cutler-Hammer, Inc., Milwaukee, Wisc. 

Detroit Controls Corp., Detroit, Mich. 

General Electric Co., Schenectady, N. Y. 

Iron Fireman Mfg. Co., Portland, Ore. 

Iller-Harris Inst. Co., Milwaukee, Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Paragon Electric Co., Two Rivers, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
nN. t. 

Reliance Automatic Lighting Co., Racine, 
Wisc. 


Tail Gates, Truck 
Heil Co., The, Milwaukee, Wisc. 


Tanks 


Basement, Steel Oil Storage 


Ace Tank & Welding Co., Seattle, Wash. 

Acme Welding Div., W. Hartford 10, Conn. 

Arceweld Mfg. Co., Inc., Seattle 99, Wash. 

Bard Mfg. Co., Bryan, Ohio 

Beall Pipe & Tank Corp., Portland, Ore. 

Biggs Boiler Works Co., Akron, Ohio 

Black, Sivallis & Bryson, Inc., Kansas City, 
Mo. 

Boston Steel & Mfg. Co., Malden, Mass. 

Burtchaell Heating Co., Portland, Ore. 

Butler Mfg. Co., Kansas City 26, Mo. 

Clemmy Co., Inc., J. L., Mansfield, Mass. 

Crown Tank Works, Inc., Taunton, Mass. 

D & C Egqpt. Co., Hartford, Conn. 

Derby Tank & Welding Co., Shelton, Conn. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Eaton Metal Prods. Co., Omaha, Neb. 

Economic Steel Pack Co., Everett, Mass. 

Electro-Watt Industries, Inc., Salem, Ore. 

Farquhar Furnace Co., Wilmington, Ohio 

Fire Proven Products, Baltimore, Md. 

Gary Steel Prods., Gary, Ind. 

Gary Carolina Co., Rocky Mount, N. C. 

Gibraltar Corp. of America, Inc., Brooklyn, 
N; ft. 

Gold Seal Tank Co., Inc., Fall River, Mass. 

Hall Eqpt. Co., Quincy, Mass. 

Harlan & Hollingsworth Tank Corp., Phila- 
delphia, Pa. 

Harner Boiler Corp., Brooklyn, N. Y. 

Henry Furnace Co., Medina, Ohio 

Island Tank Egqpt. Co., Bayport, N. Y. 

Kaustine Co., Inc., Perry, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Klaff & Sons, Brooklyn, N. Y. 

Lynch Co., Inc., The, Portland, Ore. 

Meldon Industries, Inc., Detroit, Mich. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Missouri Boiler & Sheet Iron Works, St. 
Louis, Mo. 

Morrison Bros. Co., Dubuque, Iowa 

Montag Inc., Portland 17, Ore. 

Norwalk Tank Co., So. Norwalk, Conn. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

Olsen Mfg. Co., The C. A., Elyria, Ohio 

Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Price Fireplace Heater & Tank Div., Buf- 
falo, N. Y. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Remco, Inc., Baltimore 2, Md. 


40 


Richmond Eng. Co., Richmond, Va. 

Rossoe Mfg. Co., Seattle, Wash. 

Salisbury Tank & Steel Co., Newburyport, 
Mass. 

Sandberg Mfg. Co., Portland 10, Ore. 

Shadyside Fdry., Martins Ferry, Ohio 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 

Steel Tank & Sheet Metal Fabricators, Inc., 
Chicago 9, Il 

Trageser Copper Works, Inc., 
EARS Rs ile 

Tri-State Heating Inc., Detroit Lakes, Minn. 

Waterfilm Boilers, Inc., Jersey City 7, N. J. 

Water Tube Boiler & Tank Co., Chicago, Il. 

Wood Co., John, Conshohocken, Pa. 

Zambelli Boiler Works, Philadelphia 25, Pa. 


Maspeth, 


Bulk Plant 


Ace Tank & Welding Co., Seattle, Wash, 

Acme Welding Div., W. Hartford 10, Conn. 

Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

American Steel Works of Kansas, Wichita 
4, Kan. 

Beall Pipe & Tank Corp., Portland, Ore. 

Biggs Boiler Works Co., Akron, Ohio 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Bowser, Inc., Ft. Wayne, Ind. 

Wm. Bros Boiler & Mfg. Co., Minneapolis, 
Minn. 

Butler Mfg. Co., Kansas City 26, Mo. 

Clemmey Co., Inc., John L., Mansfield, 
Mass. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Fisher Tank Co., Chester, Pa. 

Gary Carolina Co., Rocky Mount, N. C. 

Graver Tank & Mfg. Co., Inc., E. Chicago, 
Ind. 

Hall Eqpt. Co., Quincy, Mass. 

Hammond Iron Works, New York, N. Y. 

Island Tank & Egqpt. Co., Bayport, N. Y. 

Kaustine Co., Inc., Perry, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Missouri Boiler & Sheet Iron Works, St. 
Louis, Mo. 

Morrison Bros. Co., Dubuque, Iowa 

Niles Steel Tank Co., Niles, Mich. 

Norwalk Tank Co., So. Norwalk, Conn. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Richmond Eng. Co., Richmond, Va. 

Salisbury Tank & Steel Co., Newburyport, 
Mass. 

Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 

Zambelli Boiler Works, Philadelphia 25, Pa. 


Expansion 


Acme Welding Div., W. Hartford 10, Conn. 

American District Steam Co., Inc., N. Tona- 
wanda, N. Y. 

American District Steam Div., N. Tona- 
wanda, N. Y. 

American Steel Works of Kansas, Wichita, 
Kan. 

American Tube Prods., Inc., Natick, R. I. 

Baseline Mfg. Corp., Minneapolis 23, Minn. 

Beall Pipe & Tank Corp., Portland, Ore. 

Bell & Gossett Co., Morton Grove, Il. 

Biggs Boiler Works Co., Akron, Ohio 

Clemmey Co., Inc., John L., Mansfield, 
Mass. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Crown Tank Works, Taunton, Mass. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Fire Proven Prods., Baltimore 18, Md. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Gibraltar Corp. of America, Inc., Brooklyn, 
NM, X.. 

Gold Seal Tank Co., Fall River, Mass. 

Graven Tank & Mfg. Co., Inc., E. Chicago, 
Ind. 


—. 


Hammond Iron Works, New York, N, y. 
Harner Boiler Corp., Brooklyn, N. Y, 


Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N.Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 





Klaff & Sons, Brooklyn, N. Y. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Morrison Bros. Co., Dubuque, Iowa 

National Steel Construction Co., Seattle g, 
Wash. 

Niles Steel Tank Co., Niles, Mich. 

Novelty Steam Boiler Works, Inc., Baltj- 
more 30, Md. 

Patterson-Kelley Co., The, E. Stroudshurg 
Pa. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Richmond Eng. Co., Inec., Richmond, Va 

Salisbury Tank & Steel Co., Newburyport 
Mass. 

Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 

Thrush & Co., H. A., Peru, Ind. 

Triplex Heating Specialty Co., Inc., Pery 
Ind. 

Waterfilm Boilers, Inc., Jersey City 7, N. J 

Wm. Bros Boiler & Mfg. Co., Minneapolis 
Minn. 

Wood Co., John, Conshohocken, Pa. 


Hot Water Storage 


Acme Htg. Div., W. Hartford 10, Conn. 

American District Steam Div., N. Tona- 
wanda, N. Y. 

American Steel Works of Kansas, Wichita, 
Kan. 

Beall Pipe & Tank Corp., Portland, Ore. 

Bell & Gossett Co., Morton Grove, Ill. 

Biggs Boiler Works Co., Akron, Ohio 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Clayton & Lambert Mfg. Co., Louisville, Ky. 

Clemmey Co., John L., Mansfield, Mass. 





Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Davis Eng. Corp., New York 53, N, Y. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

General Fittings Co., Providence 5, R. I. 

Gerstein & Cooper, Inc., South Boston, 
Mass. 

Hapman-Dutton Co., Kalamazoo, Mich. 

Island Tank & Eqpt. Co., Bayport, N. Y. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Manning & Lewis Eng. Co., Newark, N. J. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Morrison Bros. Co., Dubuque, Iowa 

Mund Boilers, Inc., Los Angeles 63, Calif. 

National Steel Construction Co., Seattle 8 
Wash. 

Niles Steel Tank Co., Niles, Mich. 

Norse Boiler Co., Inc., New Market, N. J. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

Patterson-Kelley Co., Inc., The, E. Strouds- 
bury, Pa. 

Philadelphia Valve Co., Philadelphia 4. 
Pa. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Richmond Eng, Co., Richmond, Va. . 

Schaub Eng. Co., Fred H., Chicago 23, Il) 

Sharpsville Steel Fabricators, Inc., Sharps 


ville, Pa. 


Steel Tank & Sheet Metal Fabricators, In¢., ] 


Chicago 9, Ill. 
Taco Heaters, Inc., Cranston, R. I. 
Thermo-Prods., Inc., No. Judson, Ind. 
Trageser Copper Works, Inc., Maspeth 
Ex Dy iY 
Waterfilm Boilers, Inc., Jersey City 7, N. J 
Water Tube Boiler & Tank Co., Chicago, ! 
Wm. Bros Boiler & Mfg. Co., Minneapolis 
Minn. 
Wood Co., John, Conshohocken, Pa. 
Yula Water Heaters, Inc., New York 63 
N.Y. 
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Range Burner, Oil 


garridon Oil Burner Corp., Hartford, Conn. 
Columbian Steel Tank Co., Kansas City 1, 
Bacco Tank Works, Inc., Taunton, Mass. 
Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. . 
Philadelphia Valve Co., Philadelphia 34, 


Pa. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Salisbury Tank & Steel Co., Newburyport, 
Mass. 


Repoir Kits 
Tankit Co., Newark, N. J. 


Space Heater, Oil 


Barridon Oil Burner Corp., Hartford, Conn. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Gary Carolina Co., Rocky Mount, N. C. 

Little Burner Co., H. C., San Rafael, Calif. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. : 

Salisbury Tank & Steel Co., Newburyport, 
Mass. 

Silent Sioux Corp., Orange City, Iowa 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 


Tank Cleaning Equipment 


National Visa-Clean Co., Baltimore, Md. 


Truck 


Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

American Steel Works of Kansas, Wichita, 
Kan. 

Beall Pipe & Tank Corp., Portland, Ore. 

Biggs Boiler Works Co., Akron, Ohio 

Billings, Inc., Bronx 59, N. Y. 

Boston Steel & Mfg. Co., Malden, Mass. 

Bowser, Inc., Ft. Wayne, Ind. 

Butler Mfg. Co., Kansas City 26, Mo. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

D. & C. Eqpt. Co., Hartford 1, Conn. 

Decker Bros., Hawthorne, N. J. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Gary Carolina Co., Rocky Mount, N. C. 

Gramm Trailer Corp., Delphos, Ohio 

Hall Eqpt. Co., Quincy, Mass. 

Heil Co., The, Milwaukee 1, Wisc. 

Kaustine Co., Inc., Perry, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Morrison Bros. Co., Dubuque, Iowa 

Niles Steel Tank Co., Niles, Mich. 
Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Philadelphia Valve Co., Philadelphia 34, Pa. 
Progress Mfg. Co., Arthur, IIl. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Richmond Eng. Co., Richmond, Va. 
Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 

— Tank & Mfg., Inc., 

y. 

Trailmobile Co., Cincinnati, Ohio 

a Tank Div., Inc., Brooklyn 22, 
N.Y; 


Owensboro, 


Underground, Concrete, Oil Storage 


Beall Pipe & Tank Corp., Portland, Ore. 
spheres Co., New Canaan, Conn. 


Underground, Steel, Oil Storage 


Ace Tank & Welding Co., Seattle, Wash. 

Acme Welding Div., W. Hartford 10, Conn. 

ee Truck Eqpt. Co., Philadelphia 
a 


aa Steel Works of Kansas, Wichita, 
n, 


aa Mfg. Co., Inc., Seattle 99, Wash. 
a Pipe & Tank Corp., Portland, Ore. 
see Boiler Works Co., Akron, Ohio 
i Sivalls & Bryson, Inc., Kansas City, 
purtchaell Htng. Co., Portland 2, Ore. 
er Mfg. Co., Kansas City 26, Mo. 


Clemmey Co., Inec., John L., Mansfield, 
Mass. 

Columbian Steel Tank Co., Kansas City 1, 
Mo. 

Crown Tank Works, Inc., Taunton,. Mass. 

D. & C. Eqpt. Co., Hartford, Conn. 

Denby Tank & Welding Co., Shelton, Conn. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Electro-Watt Industries, Inc., Salem, Ore. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Gary Carolina Co., Rocky Mount, N. C. 

Gary Steel Prods. Co., Gary, Ind. 

Gibraltar Corp. of America, Inc., Brooklyn, 

Gold Seal Tank Co., Inc., Fall River, Mass. 

Graver Tank & Mfg. Co., Inc., E. Chicago, 
Ind. 

Hall Eqpt. Co., Quincy, Mass. 

Hammond Iron Works, New York, N. Y. 

Harlan & Hollingsworth Tank Corp., Phila- 
delphia, Pa. 

Island Tank & Eqpt. Co., Bayport, N. Y. 

Kaustine Co., Inc., Perry, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Klaff & Sons, Brooklyn 36, N. Y. 

Lynch Co., Ine., The, Portland 11, Ore. 

Meldon Industries, Inc., Detroit 23, Mich. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Missouri Boiler & Sheet Iron Works, St. 
Louis, Mo. 

Morrison Bros. Co., Dubuque, Iowa 

Niles Steel Tank Co., Niles, Mich. 

Norse Boiler Co., Inc., New Market, N. J. 

Norwalk Tank Co., So. Norwalk, Conn. 

Novelty Steam Boiler Works, Baltimore 30, 
Md. 

Pennsylvania Furnace & Iron Co., Warren, 
Pa. 

Philadelphia Valve Co., Philadelphia 34, Pa. 

Price Fireplace Heater & Tank Div., Buf- 
falo, N. Y. 

Progress Mfg. Co., Arthur, II. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Remco, Inc., Baltimore 2, Md. 

Rossoe Mfg. Co., Inc., Seattle, Wash. 

Richmond Eng. Co., Richmond, Va. 

Salisbury Tank & Steel Co., Newburyport, 
Mass. 

Sandberg Mfg. Co., Portland 10, Ore. 

Shadyside Fdry., Martins Ferry, Ohio 

Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 

Southern Tank & Mfg., Inc., Owensboro, 

Trageser Copper Works, Inc., Maspeth, 
| 7 ee a a 

Waterfilm Boilers, Inc., Jersey City 7, N. J. 

Water Tube Boiler & Tank Co., Chicago, 
Ill. 

Wm. Bros Boiler & Mfg. Co., Minneapolis, 
Minn. 

Wood Co., John, Conshohocken, Pa. 

Zambelli Boiler Works, Philadelphia 25, 
Pa. 


Water Heating 


Acme Welding Div., West Hartford, Conn. 

American District Steam Co., Inc., N, Tona- 
wanda, N. Y. 

American Steel Works, Kansas City, Mo. 

Bell & Gossett Co., Morton Grove, IIl. 

Eastern Steel Tank Corp., Flushing, N., Y. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Gabriel Boiler & Fabrication Co., Portland 
9, Ore. 

Gerstein & Cooper, Inc., South Boston, 
Mass. 

Hapman-Dutton Co., Kalamazoo, Mich. 

Island Tank & Eqpt. Co., Bayport, N. Y. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Kennedy Tank & Mfg. Co., Inc., Indianap- 
olis, Ind. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

National Steel Construction Co., Seattle 8, 
Wash. 

Niles Steel Tank Co., Niles, Mich. 

Norse Boiler Co., Inc., New Market, N. J. 

Novelty Steam Boiler Works, Baltimore 30, 
Md. 

Patterson-Kelley Co., Inc., The, E. Strouds- 
burg, Pa. 

Quaker City Iron Works, Inc., Philadelphia 
3A, Pa. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 








Richmond Eng. Co., Richmond, Va. 

Sharpsville Steel Fabricators, Inc., Sharps- 
ville, Pa. 

Taco Heaters, Inc., Cranston, R. I. 

Waterfilm Boilers, Inc., Jersey City 7, N. J. 

Watertube Boiler & Tank Co., Chicago, IIl. 

Yula Water Heaters, Inc., New York 63, 
N. Y. 


Tank Stands, Racks 


Fueloil Storage, Basement 


Acme Welding Div., W. Hartford 10, Conn. 

American Steel Works, Kansas City, Mo. 

Ardmore Prods., Chicago, Ill. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Brown Oil Burning Eqpt. Co., Cambridge 
39, Mass. 

Butler Mfg. Co., Kansas City 26, Mo. 

Eaton Metal Prods. Corp., Omaha 2, Neb. 

Economic Steel Pack Co., Everett, Mass. 

McGillis Service Eng., Brockton, Mass. 

O’Halloran Inds., Detroit 4, Mich. 

Philadelphia Valve Co., Philadelphia 34, 
Pa. 

Southern Tank & Mfg., Inc., Owensboro, 
Ky. 


Hot Water Storage 


Acme Welding Div., West Hartford, Conn. 

American Steel Works of Kansas, Wichita, 
Kan. 

Eastern Steel Tank Corp., Flushing, N. Y. 

Gerstein & Cooper, Inc., South Boston, 
Mass. 

Hapman-Dutton Co., Kalamazoo, Mich. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Michigan Tank & Heater Corp., Dearborn, 
Mich. 

Morrison Bros. Co., Dubuque, Iowa 

Waterfilm Boilers, Inc., Jersey City 7, N. J. 

Wm. Bros Boiler & Mfg. Co., Minneapolis 
14, Minn. 


Tools, Pipe 


Air Hammer 


Brown-Appton Co., New York 22, N. Y. 


Benders 


Carlton Supply Co., Hartford 1, Conn. 
Greenlee Tool Co., Rockford, IIl. 
Holsclaw Bros., Inc., Evansville, Ind. 
Imperial Brass Mfg. Co., The, Chicago, Il. 
Reliance Tubular Prod. Co., Cleveland 8, 
Ohio 
Skinner Co., M. B., South Bend, Ind. 
Tal Bender, Inc., Milwaukee 2, Wisc. 


Copper Tubing Tools, Bend 


Carlton Supply Co., Hartford 1, Conn. 

Chase Brass & Copper Co., Inc., Waterbury 
20, Conn. 

Greenlee Tool Co., Rockford, Ill. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Madden Brass Prod, Co., Chicago 19, Ill. 

Martin Tube Benders, W. H., Owensboro, 
Ky. 

Reliance Tubular Prod. Co., Cleveland 8, O. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Tal Bender, Inc., Milwaukee 2, Wisc. 

Universal Brass Corp., Arlington, N. J. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Weatherhead Co., The, Cleveland 8, Ohio 


Copper Tubing Tools, Cut 


Armstrong Bros. Tool Co., Chicago 30, Ill. 

C-S Brass Mfg. Co., New York 23. N. Y, 

Carlton Supply Co., Hartford 1, Conn. 

Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Imperial Brass Mfg. Co., The, Chicago 7, IIl. 

Leggitt Co., S. H., Marshall, Mich. 

Madden Brass Prod. Co., Chicago 19, IIl. 

Penn Brass & Copper Co., Erie, Pa. 

Ridge Tool Co., The, Elyria, Ohio 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Tal Bender, Inc., Milwaukee, Wisc. 
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Universal Brass Corp., Arlington, N, J. 
Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Weatherhead Co., The, Cleveland 8, Ohio 


Copper Tubing Tools, Flare 


Armstrong Bros. Too] Co., Chicago 30, Ill. 
Carlton Supply Co., Hartford 1, Conn. 
Chase Brass & Copper Co., Waterbury 20, 
Conn. 
Couplings Co., Chicago 16, Ill. 
Imperial Brass Mfg. Co., The, Chicago 7, Ill. 
Leggitt Co., S. H., Marshall, Mich. 
Madden Brass Prod. Co., Chicago 19, IIl. 
Penn Brass & Copper Co., Erie, Pa. 
Reading Brass Co., Hillsdale, Mich. 
Span Brass Mfg. Co., Inc., Otsego, Mich. 
Universal Brass Corp., Arlington, N. J. 
Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Weatherhead Co., The, Cleveland 8, Ohio 


Copper Tubing Tools, Ream 


Armstrong Bros. Tool Co., Chicago 30, Il. 

Chase Brass & Copper Co., Inc., Waterbury, 
Conn. 

Imperial Brass Mfg. Co., The, Chicago 7, 
Ill. 

Madden Brass Prod. Co., Chicago 10, Ill. 

Ridge Tool Co., The, Elyria, Ohio 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 


Cutters 


Armstrong Bros. Tool Co., Chicago 30, Il. 
Ridge Tool Co., The, Elyria, Ohio 


Masonry Drills 
Carboloy Dept., Detroit 32, Mich. 


New England Carbide Tool Co., Inc., Cam- 
bridge 39, Mass. 


Power Stands 


Ridge Tool Co., The, Elyria, Ohio 


Reamers 


Armstrong Bros. Tool Co., Chicago 30, Ill. 
Ridge Tool Co., The, Elyria, Ohio 


Stocks & Dies 


Armstrong Bros. Tool Co., Chicago 30, Ill. 
Ridge Tool Co., The, Elyria, Ohio 


Threading Machine 


Armstrong Bros. Tool Co., Chicago 30, Ill. 
Ridge Tool Co., The, Elyria, Ohio 


Vises & Stands 


Armstrong Bros. Tool Co., Chicago 30, Ill. 
Ridge Tool Co., The, Elyria, Ohio 


Wrenches 


Armstrong Bros. Tool Co., Chicago 30, Ill. 

Ridge Tool Co., The, Elyria, Ohio 

Tubing Appliance Co., Inc., Los Angeles 45, 
Calif. 


Tools: Portable Electric 


Drills 


Krieg, Victor J., Inc., New York, N. Y. 

Milwaukee Electrical Tool Corp., Milwau- 
kee 8, Wisc. 

Syntron Co., Homer City, Pa. 


Electric Hammer 


Syntron Co., Homer City, Pa. 
Tri-Saw Corp., St. Louis 17, Mo. 


Saws 


Bett-Marr Mfg. Co., Hopkins, Minn. 

Krieg, Inc., Victor J., New York 12, N. Y. 

Milwaukee Electrical Tool Corp., Milwau- 
kee 8, Wisc. 

R.C.S. Tool Sales Co., Joliet, Ill. 

Syntron Co., Homer City, Pa. 
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Tools, Powder-actuated 


Niagara Machine & Tool Works, Buffalo, 
N.Y. 

Ramset Div., Cleveland 11, Ohio 

Remington Arms Co., Bridgeport, Conn. 


Tools, Sheet Metal 


Band Saws 
Bett-Marr Mfg. Co., Hopkins, Minn. 


Brakes 


Beverly Shear Mfg. Co., Chicago, Ill. 

Cutler-Hammer, Inc., Milwaukee, Wisc. 

Falsington Mfg. Co., Falsington, Pa. 

Hallmor, Inc., Bridgeville, Pa. 

Niagara Machine & Tool Works, Buffalo, 
N. YX. 

Peck, Stow & Wilcox Co., Southington, 
Conn, 

Power Eqpt. Co., Kansas City, Mo. 

Stueck, Inc., W. Whitney, Old Saybrook, 
Conn. 


Hand Shears 


Falsington Mfg. Co., Falsington, Pa. 

Krieg, Inc., V. J., New York, N. Y. 

Mercury Supply Co., Elmhurst, Il. 

Niagara Machine & Tool Works, Buffalo 
aN 

Peck, Stow & Wilcox Co., Southington, 
Conn, 

Whitney Mfg. Co., W. A., Rockford, Ill. 

Wiss & Sons Co., J., Newark 7, N. J. 


Lockformers 


Falsington Mfg Co., Falsington, Pa. 

Lockformer Co., The, Chicago 50, Ill. 

Niagara Machine & Tool Works, Buffalo, 
mM. YX. 


Portable Brakes 


Hallmor, Inc., Bridgeville, Pa. 

Niagara Machine & Tool Works, Buffalo 11, 
Nm; Y. 

Stueck, Inc., W. Whitney, Old Saybrook, 
Conn. 

Peck, Stow & Wilcox, Southington, Conn. 

Webb Machine & Tool Co., Imperial, Pa. 


Portable Shears 


Beverly Shear Mfg. Co., Chicago 43, Ill. 
Falsington Mfg. Co., Falsington, Pa. 
Kraus Mfg. Co., C. E., Louisville 2, Ky. 
Krieg, Inc., V. J., New York, N. Y. 
Mercury Supply Co., Elmhurst, Ill. 
Niagara Machine & Tool Works, Buffalo, 
N.Y, 

Peck, Stow & Wilcox, Southington, Conn. 
Whitney Mfg. Co., W. A., Rockford, Il. 


Wilder Mfg. Co., Carmel, Calif. 


Power Hammer 


American Pneumatic Tool Co., New York 
oe IN 


Power Shears 


Krieg, Inc., V. J.. New York, N. Y. 
Libert Machine Co., Green Bay, Wisc. 


Niagara Machine & Tool Works, Buffalo 
1 OS a a 


Peck, Stow & Wilcox, Southington, Conn. 
Wilder Mfg. Co., Carmel, Calif. 


Punches 


Falsington Mfg. Co., Falsington, Pa. 

Niagara Machine & Tool Works, Buffalo 
1 Nw, x. 

Peck, Stow & Wilcox, Southington, Conn. 

Whitney Mfg. Co., W. A., Rockford, Ill. 

Wilder Mfg. Co., Carmel, Calif. 

Wysong & Miles Co., Greensboro, N. C. 
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. «+ Transformers 


Transformers 


Control 


Detroit Controls Corp., Detroit 8, Mich. 
Dongan Electric Mfg. Co., Detroit, Mich. 
Forest Electric Co., The, Forest Park, I]. 
General Controls Co., Glendale 1, Calif, 
General Electric Co., Schenectady 5, N. y. 
Hold-Tite Valve Mfg. Co., New York 22, 
m. 
Jefferson Electric Co., Bellwood, Ill. 
Magnex Corp., Jamaica 18, N. Y. 
Mercoid Corp., The, Chicago, Ill. 
Minneapolis-Honeywell Regulator Co.. Min- 
neapolis, Minn. 
Soreng Prods. Corp., Schiller Park, Ii]. 
Square D Co., Milwaukee 12, Wisc. 
Union Electric & Mfg. Co., Jersey City, 
N. J. 
Union Spring & Mfg. Co., Jersey City, N. J. 
Westinghouse Electric Corp., Industria] 
Heating Div., Meadville, Pa. 


Ignition 


Ace Transformer Co., Inc., 
N. xX. 

Acme Electric Corp., Cuba, N. Y. 

Aldrich Co., Wyoming, Ill. 

Berkshire Transformer Corp., New Milford, 
Conn. 

Dongan Electric Mfg. Co., Detroit, Mich. 

Forest Electric Co., The, Forest Park, Ill. 

General Controls Co., Glendale 1, Calif, 

General Electric Co., Ft. Wayne 2, Ind. 

General Electric Co., Schenectady 5, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hold-Tite Valve Mfg. Co., New York 22, 
1 ae a 

Hom Ease Prods. Div., Inc., Paterson, N. J. 

Jefferson Electric Co., Bellwood, IIl. 

Magnex Corp., Jamaica 18, N. Y. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Penn Transformer Corp., Bellefonte, Pa. 

Preferred Utilities Mfg. Corp., New York, 
1 Bae a 

Silent Flame Mfg. Co., Inc., New York 72, 
N. Y 


New York 16, 


Union Electric & Mfg. Co., Jersey City, 
1 ae | 


Webster Electric Co., Racine, Wisc. 
Westinghouse Electric Corp., Industrial 
Heating Div., Meadville, Pa. 


Traps 


Boiler Return 


Acker Organization, Inc., W. M., Cleveland 
9, Ohio 

Dunham Co., C. A., Chicago, III. 

Johnson Corp., The, Three Rivers, Mich. 

Sarco Co., Inc., New York, N. Y. 

Sterling, Inc., Milwaukee, Wisc. 

Warren Webster & Co., New York 17, N. Y. 


Lifting 


Acker Organization, Inc., W. M., Cleveland 
9, Ohio 

Johnson Corp., The, Three Rivers, Mich. 

Sarco Co., Inc., New York, N. Y. 


Non-return 


Acker Organization, Inc., W. M., Cleveland 
9, Ohio 
Sarco Co., Inc., New York, N. Y. 


Steam 


American District Steam Div., N. Tona- 
wanda, N. Y. ‘ 
Anderson Co., V. D., Cleveland 2, Ohio 
Armstrong Machine Works, Three Rivers, 
Mich. 
Barnes & Jones, Inc., Boston 30, Mass. 
Clark Mfg. Co., Cleveland 14, Ohio 
Dunham Co., C. A., Chicago, IIl. 
Hoffman Specialty Mfg. Corp., Indiana 
olis 7, Ind. , 
Preferred Utilities Mfg. Corp., New York. 
N.Y. 
Sarco Co., Inc., New York, N. Y. 
Schaub Eng. Co., Fred H., Chicago 2, Ill. 
Sterling, Inc., Milwaukee, Wisc. 

















Boye 
Pa. 
Gran 
Heil 
Kary 
Nola 
Stahl 


Sted! 


Ame 
Legs 
Lind 
Mec! 

N. 
Penr 
Reli: 

Ot 
Reve 
Spar 
Unis 
Viki 
Way 
Wol 


Th 








mers 


¢ 16, 


rial 


and 











.ee» Tubing 
Strong, Carlisle & Hammond, Cleveland, 


Ohio 
Warren Webster & Co., New York 17, N. Y. 


Truck Bodies 


Service & Installation 
Boyertown Auto Body Works, Boyertown, 


Pa. 
Gramm Trailer Corp., Delphos, Ohio 
Heil Co., The, Milwaukee, Wisc. 
Karyall Body, Inc., Cleveland 9, Ohio 
Nolan Corp., J. H., Cleveland, Ohio 
Stahl Metal Prods., Inc., Cleveland 10, O. 


Truck Cranes 


Stedt Hydraulic Crane Co., Brookline, Mass. 


Tubing 
Aluminum 


American Brass Co., Waterbury 20, Conn. 

Leggitt Co., S. H., Marshall, Mich. 

Linderme Tube Co., The, Cleveland 17, O. 

Mechanical Steel Tubing Corp., New York, 
Be. Y. 

Penn Brass & Copper Co., Erie, Pa. 

Reliance Tubular Prods. Co., Cleveland 8, 
Ohio 

Revere Copper & Brass, Inc., New York 17, 
Ae 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Universal Brass Corp., Arlington, N. J. 

Viking Mfg. Corp., Cleveland, Ohio 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Wolverine Tube Div., Detroit 26, Mich. 


Benders 


(See listings on page 41 under Tools, 
Pipe, Copper Tubing, Bend, Brass) 


Brass 


American Brass Co., Waterbury 20, Conn. 

Chase Brass & Copper Co., Waterbury 20, 
Conn. 

Grinnell Co., Inc., Providence 1, R. I. 

Mechanical Steel Tubing Corp., New York, 
. . 


Reading Tube Corp., New York 1, N. Y. 

Reliance Tubular Prods. Co., Cleveland 8, 
Ohio 

Revere Copper & Brass, Inc., New York 17, 
N. Y 


Seovill Mfg. Co., Waterbury, Conn. 
Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Wolverine Tube Div., Detroit 26, Mich. 


Coils 


American Brass Co., Waterbury, Conn. 

Carlton Supply Co., Hartford 1, Conn. 

Lewis & Co., J. E., Baltimore 30, Md. 

Madden Brass Prod. Co., Chicago 10, IIl. 

—* Tubular Prods. Co., Cleveland 8, 
0) 

Rome-Turney Rad. Co., Rome, N. Y. 

Taco Heaters, Inc., Providence, R. I. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

W olverine Tube Div., Detroit, Mich, 

_ ow Heaters, Inc., New York 63, 


Copper 


American Brass Co., Waterbury 20, Conn. 

Chase Brass & Copper Co., Waterbury 20, 
Conn, 

Couplings Co., Chicago 16, Ill. 

reg Co., Inc., Providence 16, III. 

; -&H. Tube & Mfg. Co., Detroit 17, Mich. 
mperial Brass Mfg. Co., The, Chicago 7, Ill. 

seit Co., S. H., Marshall, Mich. 

-y oln Brass Works, Inc., Detroit 16, Mich. 
— Tube Co., The, Cleveland 17, 


adden Brass Prod. Co., Chicago 10, Ill. 
, ee Steel Tubing Corp., New York, 


—_ Brass & Copper Co., Erie, Pa. 
fading Tube Corp., New York 1, N. Y. 


Reliance Tubular Prods. Co., Cleveland 8, 
Ohio 





.... Unit Heaters 


Revere Copper & Brass, Inc., New York 17, 
N. ¥ 


Rome-Turney Rad. Co., Rome, N. Y. 
Scovill Mfg. Co., Waterbury, Conn. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 
Universal Brass Corp., Arlington, N. J. 
Wayne Brass Co., Inc., Ft. Wayne, Ind. 
Weatherhead Co., The, Cleveland 8, Ohio 
Wolverine Tube Div., Detroit 26, Mich. 


Hangers 


American Tube Products, Inc., Natick, R. I. 
Carlton Supply Co., Hartford 1, Conn. 
General Fittings Co., Providence, R. I. 
Grinnell Co., Inc., Providence 1, R. I. 
Leggitt Co., S. H., Marshall, Mich. 

Pate Co., The, Darby, Pa. 

Universal Brass Corp., Arlington, N. J. 


Metal Flexible 


McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Packless Metal Hose, Inc., New Rochelle, 
N. Y. 

Techniflex Corp., Port Jervis, N. Y. 


Plastic 


Flexible Tubing Corp., Guilford, Conn. 
yoodrich Co., B, F., Akron, Ohio 

Imperial Brass Mfg. Co., The, Chicago, III. 
Pyramid Plastics, Inc., Chicago 7, Ill. 

U. S. Rubber Co., New York 20, N. Y. 


Steel 


Avon Tube Div., Rochester, Mich. 

Beall Pipe & Tank Corp., Portland, Ore. 

Crucible Steel Co. of America, Pittsburgh, 
Pa. 

Revere Copper & Brass, Inc., New York, 
N. ¥, 

Wolverine Tube Div., Detroit, Mich. 


Unit Heaters 
Direct Oilfired 


Air Conditioning Eng. Co., Cambridge 41, 
Mass. 

Airtherm Mfg. Co., St. Louis 10, Mo. 

Altherm, Inc., New York 21, N, Y. 

American Crop Drying Eqpt. Co., Crystal 
Lake, Ill. 

American Fdry. & Furnace Co., Blooming- 
ton, Ill. 

Anchor Div., New Albany, Ind. 

Beck Eng. Combustion Ko., St. Louis 6, Mo. 

Campbell Co., E. K., Kansas City, Mo. 

Chicago Steel Furnace Co, Chicago 17, Ill. 

Chimney Furnace-Western, Seattle 44, 
Wash. 

Delta Htg. Corp., Trenton 8, N. J. 

Dravo Corp., Pittsburgh 22, Pa. 

Drying Systems, Inc., Chicago 40, Ill. 

Fageol Heat Machine Co., Detroit 11, Mich. 

Gilbert & Barker Mfg. Co., W. Springfield, 
Mass. 

Lee Corp., Wilmington, Del. 

Mechanical Products Mfg. Co., Seattle 4, 
Wash. 

Mechanical Steel Tubing Corp., New York, 
Na © 


Montag, Inc., Portland, Ore. 

Mueller Furnace Co., L. J., Milwaukee 15, 
Wisc. 

National Heater Co., Inc., St. Paul 4, Minn. 

Norwalk Air Conditioning Corp., The, So. 
Norwalk, Conn, 

Olson & Co., Arthur A., Canfield, Ohio 

Over Head Heaters, Inc,, Detroit 26, Mich. 

Peabody Eng. Corp., New York 36, N. Y. 

Prat-Daniel Corp., So. Norwalk, Conn. 

Rybolt Htg. Co., Ashland, Ohio 

Therm-O-Bloc Div., So. Norwalk, Conn. 

Tjernlund Mfg. Co., St. Paul 14, Minn. 

Viking Mfg. Corp., Cleveland, Ohio 

Young Radiator Co., Racine, Wisc. 


Hot Water 


Airtherm Mfg. Co., St. Louis 10, Mo. 

American Air Filter Co., Inc., Louisville, 
Ky. 

American Blower Corp., Dearborn, Mich. 

Bishop & Babcock Mfg. Co., Cleveland 14, 
Ohio 
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.... Vacuum Cleaners 


Brown Prods. Co., Forest Hills, N. Y. 

Buffalo Forge Co., Inc., Buffalo, N. Y. 

Burnham Corp., Irvington, N. Y. 

Carrier Corp., Syracuse, N. Y. 

Clarage Fan Co., Kalamazoo, Mich. 

Dunham Co., C. A., Chicago, Il. 

Fedders-Quigan Corp., Buffalo, N. Y. 

Grinnell Co., Inc., Providence 1, R. I. 

Hastings Air Conditioning Co., Inc., Hast- 
ings, Nebr. 

Hoff Mfg. Co., Bethany, Conn. 

Martin Fan & Blower Co., Inc., Chicago 50, 
Ill. 

Modine Mfg. Co., Racine, Wisc. 

National Rad. Co., The, Johnstown, Pa. 

Nesbitt, Inc., John J., Philadelphia 36, Pa. 

Patterson-Kelley Co., Inc., The, E. Strouds- 
burg, Pa. 

Penn Boiler & Burner Mfg. Corp., Lancas- 
ter, Pa. 

Rittling Corp., Buffalo 3, N. Y. 

Skinner Htg. & Ventilating Co., Inc., St. 
Louis 6, Mo. 

Sturtevant Div., Boston, Mass. 

Trane Co., The, LaCrosse, Wisc. 

Union Asbestos & Rubber Co., Chicago, III. 

U. S. Air Conditioning Corp., Minneapolis 
14, Minn. 

U. S. Rad. Corp., Detroit 26, Mich. 

Warren Webster & Co., Camden 5, N. J. 

Sturtevant Div, Boston 36, Mass. 

Wing Mfg. Co., L. J., Linden, N. J. 

Young Rad. Co., Racine, Wisc. 


Steam 


Airtherm Mfg. Co., St. Louis 10, Mo. 

American Air Filter Co., Inc., Louisville, 
Ky. 

American Blower Corp., Dearborn, Mich. 

Bishop & Babcock Mfg. Co., Cleveland 14, 
Ohio 

Brown Prods. Co., Forest Hills, N. Y. 

Buffalo Forge Co., Inc., Buffalo, N. Y. 

Burnham Corp., Irvington, N. Y. 

Carrier Corp., Syracuse, N. Y. 

Clarage Fan Co., Kalamazoo, Mich. 

Dunham Co., C. A., Chicago, Ill. 

Fedders-Quigan Corp., Buffalo, N. Y. 

Grinnell Co., Inc., Providence 1, R. I. 

Hastings Air Conditioning Co., Inc., Hast- 
ings, Nebr. 

Hoff Mfg. Co., Bethany, Conn. 

Kisco Boiler & Eng. Co., St. Louis 14, Mo. 

Martin Fan & Blower Co., Inc., Chicago 50, 
Ill. 

Modine Mfg. Co., Racine, Wisc. 

National Rad. Co., The, Johnstown, Pa. 

Nesbitt, Inc., John J., Philadelphia 36, Pa. 

Patterson-Kelley Co., Inc., The, E. Strouds- 


burg, Pa. 

Rittling Corp., Buffalo 3, N. Y. 

Skinner Htg. & Ventilating Co., Ine., St. 
Louis 6, Mo. 


Sturtevant Div., Boston, Mass. 

Trane Co., The, LaCrosse, Wisc. 

Union Asbestos & Rubber Co., Chicago, Il. 

U. S. Air Conditioning Corp., Minneapolis 
14, Minn. 

U.S, Rad. Corp., Detroit 26, Mich. 

Warren Webster & Co., Camden 5, N. J. 

Sturtevant Div, Boston 36, Mass. 

Wing Mfg. Co., L. J., Linden, N. J. 

Young Rad. Co, Racine,. Wisc. 


Vacuum Cleaners 


Boilers & Furnaces 


Baker Furnace & Cleaner Mfg. Co., Toledo 
6, Ohio 

Breuer Electric Mfg. Co., Chicago 49, Ill. 

Doyle Vacuum Cleaner Co., Grand Rapids, 
Mich. 

Empire Chemical Prod. Co., Newark, N. J. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Kent Co., Inc., The, Rome, N. Y. 

Master-Craft Supply Co., Inc., Haverstraw, 
NN. z. 

Molloy Machine Corp., Chicago, Ill. 

National Super Service Co., Inc., Toledo 2, 
Ohio 

Premier Co., St. Paul, Minn. 

Pullman Vacuum Cleaner Corp., Boston 11, 
Mass, 

Seeger-Williams, Inc., Bridgeport, Conn. 

Unique Art Mfg. Co., Inc., Newark, N. J. 
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Cleaning Brushes 


Ace Wire Brush Co., Brooklyn, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Master-Craft Supply Co., Inc., Haverstraw, 
N. Y. 

Premier Co., St. Paul, Minn. 

Schaefer Brush Mfg. Co., Milwaukee 4, 
Wisc. 


Hose 


Admiral Rubber Corp., Brooklyn 32, N. Y. 

Carlyle Rubber Co., Inc., New York, N. Y. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Master-Craft Supply Co., Inc., Haverstraw, 
Nx. 

Premier Co., St. Paul, Minn. 


Tools & Accessories 


Baker Furnace & Cleaner Mfg. Co., Toledo 
6, Ohio 

Breuer Electric Mfg. Co., Chicago 49, Ill. 

Doyle Vacuum Cleaner Co., Grand Rapids, 
Mich. 

Empire Chemical Prod. Co., Newark, N. J. 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Hasko Utilities Co., New York, N. Y. 

Kent Co., Inc., The, Rome, N. Y. 

Master-Craft Supply Co., Inc., Haverstraw, 
N, Y. 

Molloy Machine Corp., Chicago, Ill. 

National Super Service Co., Inc., Toledo 2, 
Ohio 

Premier Co., St. Paul, Minn. 

Pullman Vacuum Cleaner Corp., Boston 11, 
Mass. 

Schaefer Brush Mfg. Co., Milwaukee 4, 
Wisc. 


Unique Art Mfg. Co., Inc., Newark, N. J. 


Valves 
Air Relief 


American Rad, & Std, Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anthony Co., Long Island City 1, N. Y. 

Anderson Co., V. D., Cleveland, Ohio 

Anderson Prods., Cambridge 39, Mass. 

Beacon Brass Co., Inc., Waltham, Mass. 

Bell & Gossett Co., Morton Grove, IIl. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cash Valve Mfg. Corp., A. W., Decatur, III. 

Cooper Co., Clark, Palmyra, N. J. 

Crane Co., Chicago 40, Ill. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 12, Il. 

Dunham Co., C. A., Chicago, Il. 

Edward Valves, Inc., E. Chicago, Ind. 

Heat-Timer Corp., New York, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis, 
Ind. 

Keeney Mfg. Co., Newington, Conn. 

Klipfel Valves, Inc., Hamilton, Ohio 

Kunkle Valve Co., Fort Wayne 2, Ind. 

Lammert & Mann Co., Chicago 12, Ill. 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

OPW Corp., Cincinnati, Ohio 

Rockwell Co., W.S., Fairfield, Conn. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Taco Heaters, Inc., Providence, R. I. 

Thrush & Co., H, A., Peru, Ind. 

Watts Regulator Co., Lawrence, Mass. 


Angle 


Anderson Brass Co., Detroit 8, Mich. 

Automatic Switch Co., Orange, N. J. 

Beacon Brass Co., Inc., Waltham, Mass. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

C-S Brass Mfg. Co., New York 23, N. Y. 

Cambridge Tool & Mfg. Co., Inc., Somer- 
ville, Mass. 

Central Brass Mfg. Co., Cleveland, Ohio 

Chase Brass & Copper Co, Waterbury 20, 
Conn. 

Couplings Co., Chicago 8, Ill. 

Crane Co., Chicago 40, Il. 
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.... Valves 


Detroit Controls Corp., Detroit, Mich. 

Edward Valves, Inc., E. Chicago, Ind. 

Grinnell Co., Inc., Providence 1, R. I. 

Guardian Products Corp., Michigan City, 
Ind. 

Hoffman Specialty Mfg. Corp., Indianapolis, 
Ind. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Leggitt Co., S. H., Marshall, Mich. 

Marsh Corp., Skokie, II. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Ohio Brass Co., Mansfield, Ohio 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

OPW Corp., Cincinnati, Ohio 

Oster Laboratories, Ellenville, N. Y. 

Preferred Utilities Mfg. Corp., New York 
23, N.Y. 

Reliance Tubular Prod, Co., Cleveland 8, 
Ohio 

Remco, Inc., Baltimore, Md. 

Schaible Co., The, Cincinnati 4, Ohio 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Strong, Carlisle & Hammond Co., Cleveland 
13, Ohio 

Universal Brass Corp., Arlington, N. J. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Weatherhead, Co., The, Cleveland 8, Ohio 


Blow-off 


Automatic Switch Co., Orange, N. J. 
Crane Co., Chicago 40, II]. 
Edward Valves, Inc., E, Chicago, Il. 
General! Controls Co., Glendale 1, Calif. 
Homestead Valve Mfg. Co., Coraopolis, Pa. 
King Eng. Corp., Ann Arbor, Mich. 
McDonnell & Miller, Inc., Chicago 18, Il. 
Madden Corp., Chicago 26, Ill. 
Preferred Utilities Mfg. Corp., New York, 
N; YY. 
Rockwell Co., W. S., Fairfield, Conn. 
Uniblow Valve Co., Cleveland 2, Ohio 
Universal Brass Corp., Arlington, N. J. 
Vapor Heating Corp., Chicago 31, Il. 
Wright-Austin Co., Detroit 7, Mich. 


Boiler Feed 


Automatic Switch Co., Orange, N. J. 

Bell & Gossett Co., Morton Grove, II]. 

Cash Valve Mfg. Corp., A. W., Decatur, Il. 

Central Brass Mfg. Co., Cleveland, Ohio 

Crane Co., Chicago 40, Ill. 

Eclipse Fuel Eng. Co., Inc., Rockford, Il. 

Edward Valves, Inc., E. Chicago, Ill. 

General Controls Co., Glendale 1, Calif. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Klipfel Valves, Inc., Hamilton, Ohio 

Magnetrol, Inc., Chicago 23, Ill. 

McDonnell & Miller, Inc., Chicago 18, Tl. 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Thrush & Co., H. A., Peru, Ind. 

Triplex Heating Specialty Co., Inc., 
Ind. 

Watts Regulator Co., Lawrence, Mass. 


Peru, 


Emergency, Truck 


Betts Machine Co., Warren, Pa. 

Buckeye Iron & Brass Works, Dayton, Ohio 
McDonald Mfg. Co., A. Y., Dubuque, Iowa 
OPW Corp., Cincinnati 25, Ohio 


Exhaust 


Automatic Switch Co., Orange, N. J. 

Crane Co., Chicago 40, Il. 

General Controls Co., Glendale 1, Calif. 

National Fuel Conservation Co., Inc., White 
Plains, N. Y. 

Rockwell Co., W. S., Fairfield, Conn. 


Flow Control 


A-P Controls Corp., Milwaukee, Wisc. 

Anderson Brass Co., Detroit 8, Mich. 

Automatic Switch Co., Orange, N. J. 

Barber-Colman Co., Rockford, Il. 

Beacon Brass Co., Inc., Waltham, Mass. 

Bell & Gossett Co., Morton Grove, Il. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Carleton Supply Co., Hartford 1, Conn. 

Cary Mfg. Co., Waupaca, Wisc. 

Clark Mfg. Co., Cleveland 14, Ohio 

Cash Valve Corp., A. W., Decatur, II. 





Cooper Co, Inc., Clark, Palmyra, N. J 

Dole Valve Co., Chicago 12, Il. 

Dunham Co., C. A., Chicago, Ill. 

Econo Prods, Co., Inc., East Haddam, Conn. 

General Controls Co., Glendale 1, Calif, 

Granberg Corp., Oakland, Calif. 

Hammel Oil Burning Eqpt. Co., Providence, 
ti & 

Hauck Mfg. Co., Brooklyn 15, N. Y. 

Hoffman Specialty Corp., Indianapolis, Ind. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

Lientz Mfg. Co., B. P., Kansas City, Mo. 

Madden Corp., Chicago 26, Il. 

Magnetrol, Inc., Chicago 23, Ill. 

McDonnell & Miller, Inc., Chicago 16, Il, 

Maid-O-Mist, Inc., Chicago 41, Ill. 


Minneapolis-Honeywell Regulator Co., Min- 


neapolis 8, Minn. 
North American Mfg. Co., The, Cleveland 
5, Ohio 
Philadelphia Valve Co., Philadelphia 34, Pa, 
Rockwell Co., W. S., Fairfield, Conn. 
Staples & Pfeiffer, San Francisco 7, Calif. 
Strong, Carlisle & Hammond Co., Cleveland 
13, Ohio 
Taco Heaters, Inc., Providence, R. I. 
Thrush & Co., H. A., Peru, Ind. 
Triplex Heating Specialty, Inc., Peru, Ind. 
Vapor Heating Corp., Chicago, II]. 
Worcester Taper Pin Co., Worcester, Mass. 


Fueloil 


A-P Controls Corp., Milwaukee, Wisc. 

Anderson Brass Co., Detroit 8, Mich. 

Automatic Switch Co., Orange, N. J. 

Buckeye Iron & Brass Works, Dayton, Ohio 

Combustion Control Div., Boston, Mass. 

Flame Master Co., Inc., Chicago, IIl. 

Leggitt Co., S. H., Marshall, Mich. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 5, Minn. 

National Airoil Burner Corp., Philadelphia, 
Pa. 

Preferred Utilities Mfg. Corp., New York, 
1 en 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Vapor Heating Corp., Chicago, II. 


Furnace Exhaust 


Fuel Econ-O-Mizer Co., Providence 5, R. I. 


Gate 


Automatic Switch Co., Orange, N. J. 
Buckeye Iron & Brass Works, Dayton, Ohio 
Chase Brass & Copper Co., Waterbury 20, 
Conn. 
Crane Co., Chicago 40, Ill. 
Detroit Controls Corp., Detroit, Mich. 
Eclipse Fuel Eng. Co., Rockford, Ill. 
Edward Valves, Inc., E. Chicago, Ind. 
General Controls Co., Glendale 1, Calif. 
Guardian Products Corp., Michigan City, 
Leggitt Co., S. H., Marshall, Mich. 
McDonald Mfg. Co., A. Y., Dubuque, Iowa 
Milwaukee Valve Co., Milwaukee 7, Wisc. 
Morrison Bros., Dubuque, Iowa 
Morse-Smith-Morse Co., Watertown, Mass. 
OPW Corp., Cincinnati, Ohio 
Ohio Brass Co., Mansfield, Ohio 
Pilgrim Oil Burner Co., Hartford, Conn. 
Rockford Brass Works, Rockford, Ill. 
Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 
Schaible Co., The, Cincinnati 4, Ohio i 
Schurs Oil Burner Co., Los Angeles 1, Calif. 
Span Brass Mfg. Co., Inc., Otsego, Mich. 


Globe 


Automatic Switch Co., Orange, N. J. 

Buckeye Iron & Brass Works, Dayton 1], 
Ohio 

Cambridge Tool & Mfg. Co., Inc. Somer 
ville, Mass. 2 

Central Brass Mfg. Co., Cleveland, Ohio 

Chase Brass & Copper Co., Waterbury 2, 
Conn. 

Crane Co., Chicago 40, Ill. 

Detroit Controls Corp., Detroit, Mich. 

Edward Valves, Inc., E. Chicago, Ind. 

Grinnell Co., Inc., Providence 1, R. I. 

Guardian Prods, Corp., Michigan City, Ind. 

Hoffman Specialty Corp., Indianapolis, Ind. 

Leggitt Co., S. H., Marshall, Mich. 

Marsh Co., Jas. P., Skokie, Ill. 

McDonald Mfg. Co., A. Y., Dubuque, low4 
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Milwaukee Valve Co., Milwaukee 7, Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Morrison Bros., Dubuque, Iowa 

Morse-Smith-Morse Co., Watertown, Mass. 

Ohio Brass Co., Mansfield, Ohio 

OPW Corp., Cincinnati, Ohio 

Pilgrim Oil Burner Co., Hartford, Conn. 

Quaker City Iron Works, Inc., Philadelphia 
34, Pa. 

Remco, Inc., Baltimore, Md. 

Rockford Brass Works, Rockford, Il. 

Schaible Co., The, Cincinnati, Ohio 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Universal Brass Corp., Arlington, N. J. 


Humidifier 


Barber-Colman Co., Rockford, Ill. 

Cary Mfg. Co., Waupaca, Wisc. 

General Controls Co., Glendale 1, Calif. 

Imperial Brass Mfg. Co., The, Chicago, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Lincoln Brass Works, Inc., Detroit 16, Mich. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Scovill Mfg. Co., Waterbury 20, Conn. 

Skuttle Mfg. Co., Milford, Mich. 

Viking Air Conditioning Div., Cleveland, 
Ohio 


Magnetic 


Automatic Switch Co., Orange, N. J. 

Barber-Colman Co., Rockford, III. 

Bell & Gossett Co., Morton Grove, Ill. 

Bryant Heater Div., Cleveland, Ohio 

Cary Mfg. Co., Waupaca, Wisc. 

Combustion Control Div., Boston, Mass. 

Cooper Co., Clark, Palmyra, N. Y. 

Detroit Controls Corp., Detroit 8, Mich. 

Eclipse Fuel Eng. Co., Rockford, Ill. 

General Controls Co., Glendale 1, Calif. 

General Electric Co., Schenectady 5, N. Y. 

Johnson Corp., The, Three Rivers, Mich. 

Maxon Premix Burner Co., Muncie, Ind. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Mercoid Corp., The, Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Perfex Corp., Milwaukee 7, Wisc. 

Preferred Utilities Mfg. Corp., New York, 
N.Y. 

Skinner Electric Valve Div., New Britain, 
Conn. 

Webster Electric Co., Racine, Wisc. 


Manifold (Radiant Heating) 


Automatic Switch Co., Orenge, N. J. 
Milwaukee Valve Co., Milwaukee 7, Wisc. 
Ohio Brass Co., Mansfield, O. 

Pate Co., The, Darby, Pa. 

Thrush & Co., H. A., Peru, Ind. 


Manifold, Truck 


Betts Machine Co., Warren, Pa. 

Buckeye Iron & Brass Works, Dayton, Ohio 
Milwaukee Valve Co., Milwaukee, Wisc. 
Morrison Bros., Dubuque, Iowa 


Mixing 


Automatic Switch Co., Orange, N. J. 

Barber-Colman Co., Rockford, Ill. 

Beacon Brass Co., Waltham, Mass. 

Bell & Gossett Co., Morton Grove, Ill. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 12, Ill. 

General Electric Co., Schenectady 5, N. Y. 

General Fittings Co., Providence, R. I. 

Lawler Automatic Controls, Inc., Mt. Ver- 
non, N. Y. 

Minneapolis-Honeywell Regulator Co., Min- 
Neapolis 8, Minn. 

North American Mfg. Co., The, Cleveland 5, 
Ohio 

Ohio Brass Co., Mansfield, O. 

Sarco Co., Inc., New York 1, N. Y. 

a Heaters, Inc., Providence, R. I. 

: atts Regulator Co., Lawrence, Mass. 

= ty ater Heaters, Inc., New York 63, 


Motor-Operated 


Barber-Colman Co., Rockford, Il. 

Bell & Gossett Co., Morton Grove, Ill. 

Combustion Control Div., Boston, Mass. 

Crane Co., Chicago 40, Ill. 

Dunham Co., C. A., Chicago, Ill 

Eclipse Fuel Eng. Corp., Rockford, Il. 

Fuel Watchman, Inc., New York 5, N. Y. 

yeneral Controls Co., Glendale 1, Calif. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat-Timer Corp., New York 12, N, Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Mar-Coil Heater Co., Union City, N. J. 

Mercoid Corp., The, Chicago 41, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

North American Mfg. Co., The, Cleveland 
5, Ohio 

Preferred Utilities Mfg. Corp., New York, 


Rockwell Co., W. S., Fairfield, Conn. 
Rockwell Mfg. Co., Pittsburgh, Pa. 
Sarco Co., Inc., New York 1, N. Y. 


Needle 


Anderson Brass Co., Detroit 8, Mich. 

Automatic Switch Co., Orange, N. J. 

Best Brass Co., Marshall, Mich. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

C-S Brass Mfg. Co., New York 23, N. Y. 

Carleton Supply Co., Hartford 1, Conn. 

Cary Mfg. Co., Waupaca, Wisc. 

Central Brass Mfg. Co., Cleveland, Ohio 

Cooper Co., Inc., Clark, Palmyra, N. J. 

Couplings Co., Chicago 8, Ill. 

Crane Co., Chicago 40, Ill. 

Edward Valves, Inc., E. Chicago, Ind. 

Impreial Brass Mfg. Co., The, Chicago 7, 


King Eng. Corp., Ann Arbor, Mich. 

Leggitt Co., S. H., Marshall, Mich. 

Lincoln Brass Works, Inc., Detroit 16, Mich. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Madden Brass Prod. Co., Chicago 11, Il. 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Marsh Corp., Jas. P., Skokie, Ill. 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Ohio Brass Co., Mansfield, Ohio 

Reliance Tubular Prod. Co., Cleveland 8, 
Ohio 

Renneburg & Sons Co., Edw., Baltimore 24, 
Md. 

Schurs Oil Burner Co., Los Angeles 1, Calif. 

Skuttle Mfg. Co., Milford, Mich. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Universal Brass Corp., Arlington, N. J. 

Wayne Brass Co., Inc., Ft. Wayne, Ind. 

Weatherhead Co., The, Cleveland 8, Ohio 

Werco Prods., Chicago 50, Ill. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 

Worcester Taper Pin Co., Worcester, Mass. 


Oil, Anti-hum 


Automatic Switch Co., Orange, N. J. 

Cambridge Tool & Mfg. Co., Somerville, 
Mass. 

Cary Mfg. Co., Waupaca, Wisc. 

General Controls Co., Glendale 1, Calif. 

Guardian Prods. Corp., Michigan City, Ind. 

Hold-Tite Valve Mfg. Co., Brooklyn 26, 
i 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Morse-Smith-Morse Co., Watertown, Wisc. 

Preferred Utilities Mfg. Corp., New York 
ys Sh Oe 

Therm Gas Generator Co., Inc., 
Wash. 


Seattle, 


Oil, Anti-syphon 


Burn-Rite Prods. Co., Yonkers 2, N. Y. 

Cambridge Tool & Mfg. Co., Somerville, 
Mass. 

Hold-Tite Valve Mfg. Co., Brooklyn 26, 
W.. ¥; 

Lammert & Mann Co., Chicago 12, Il. 

Preferred Utilities Mfg. Corp., New York 
2S: Wy, 

Ray Oil Burner Co., San Francisco 12, Calif. 

Silent Flame Mfg. Co., Inc., New York 72, 
N; 2. 





BUYER'S GUIDE & INDUSTRY DIRECTORY 


.... Valves 
4 


Oil, Check 


Automatic Switch Co., Orange, N. J. 

Beacon Brass Co., Waltham, Mass. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cambridge Tool & Mfg. Corp., Somerville, 
Mass. 

Crane Co., Chicago 40, Il. 

Detroit Controls Corp., Detroit 8, Mich. 

Edward Valves, Inc., E. Chicago, Ind. 

Hold-Tite Valve Mfg. Co., Brooklyn 86, 
N. ¥. 

Hydrovalve Co., Brooklyn 3, N. Y. 

Lammert & Mann Co., Chicago 12, III. 

Leggitt Co., S. H., Marshall, Mich. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Morse-Smith-Morse Co., Watertown, Mass. 

OPW Corp., Cincinnati, Ohio 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

Preferred Utilities Mfg. Corp., New York 
2a, N.Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Remco, Inc., Baltimore, Md. 


Oil, Float 


Autopulse Corp., Ludington, Mich. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cooper Co., Clark, Palmyra, N. Y. 

Detroit Controls Corp., Detroit 8, Mich. 

Klipfel Valves, Inc., Hamilton, Ohio 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Miller Co., The, Meriden, Conn. 

OPW Corp., Cincinnati, Ohio 

Platt Prods. Corp., Lansing 4, Mich. 


Oil, Foot 


Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Crane Co., Chicago 40, Ill. 

Hold-Tite Valve Mfg. Co., New York 22, 
NN: ¥. 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Morrison Bros., Dubuque, Iowa 

Moore & Kling, Inc., Boston, Mass. 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

OPW Corp., Cincinnati, Ohio 

Preferred Utilities Mfg. Corp., New York 
aa, N.Y, 

Ray Oil Burner Co., San Francisco 12, Calif. 

Wilgus Mfg. Co., Los Angeles 21, Calif. 


Oil, Fusible 


Cambridge Tool & Mfg. Co., Somerville, 
Mass. 

Guardian Prods. Corp., Michigan City, Ind. 

Hold-Tite Valve Mfg. Co., Brooklyn 26, 
IN. x. 

Moore & Kling, Inc., Boston, Mass. 

Morse-Smith-Morse Co., Watertown, Mass. 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

Preferred Utilities Mfg. Corp., New York 
23a, N. ¥. 

Remco, Inc., Baltimore, Md. 

Worcester Taper Pin Co., Worcester, Mass. 


Oil, Metering 


A-P Controls Corp., Milwaukee, Wisc. 

Allied Tank Truck Eqpt. Co., Philadelphia 
30, Pa. 

Automatic Switch Co., Orange, N. J. 

Cary Mfg. Co., Waupaca, Wisc. 

Detroit Controls Corp., Detroit 8, Mich. 

Flamo-Master Co., Inc., Chicago, Il. 

General Controls Co., Glendale 1, Calif. 

Henzey Co., Watertown, Wisc. 

McDonnell & Miller, Inc., Chicago 18, Il. 

National Airoil Burner Mfg. Co., Philadel- 
phia, Pa, 

North American Mfg. Co., The, Cleveland 5, 
Ohio 

Preferred Utilities Mfg. Corp., New York 
23,.N. Y. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Staples & Pfeiffer, San Francisco 7, Calif. 

Vapor Heating Corp., Chicago 31, Ill. 

Worcester Taper Pin Co., Worcester, Mass. 
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Oil, Non-metering 


Automatic Switch Co., Orange, N. J. 
Detroit Controls Corp., Detroit 8, Mich. 
Platt Prods. Corp., Lansing 4, Mich. 


Oil, Pressure-regulating 


Automatic Switch Co., Orange, N. J. 

Anthony Co., Long Island City 1, N. Y. 

Barnes & Jones Co., Boston 31, Mass. 

Beacon Brass Co., Waltham, Mass. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Cary Mfg. Co., Waupaca, Wisc. 

Cash Valve Mfg. Corp., A. W., Decatur, IIl. 

Chandler Co., Cedar Rapids, Iowa 

Clark Mfg. Co., Cleveland 14, Ohio 

Cooper Co., Clark, Palmyra, N. Y. 

Delavan Mfg. Co., W. Des Moines, Iowa 

Detroit Controls Corp., Detroit 8, Mich. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

Fulton Sylphon Div., Knoxville 1, Tenn. 

Hammel Oil Burning Eqpt. Co., Providence, 
. 2s 

Harvey, Inc., Sid, Valley Stream, N. Y. 

Klipfel Valves, Inc., Hamilton, Ohio 

Kunkle Valve Co., Ft. Wayne 7, Ind. 

Monarch Mfg. Works, Inc., Philadelphia 
34, Pa, 

Mueller Steam Specialty Co., Inc., Long Is- 
land City 4, N. Y. 

National Oil Burner Co. 
Brooklyn, N., Y. 

Preferred Utilities Mfg. Corp., New York, 


of NN. Y., ane., 


Ray Oil Burner Co., San Francisco 12, Calif. 
Staples & Pfeiffer, San Francisco 7, Calif. 
Wilgus Mfg. Co., Los Angeles 21, Calif. 


Oil, Safety Cut-off 


Automatic Switch Co., Orange, N. J. 

Combustion Control Div., Boston, Mass. 

Cooper Co., Clark, Palmyra, N. Y. 

Eddington Metal Specialty Co., Eddington, 
Pa. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Harvey, Inc., Sid, Valley Stream, N. Y. 


Oil, Solenoid 


A-P Controls Corp., Milwaukee, Wisc. 

Automatic Switch Co., Orange, N. J. 

Cary Mfg., Waupaca, Wisc. 

Combustion Control Div., Boston 15, Mass. 

Cooper Co., Clark, Palmyra, N. Y. 

Detroit Controls Corp., Detroit 8, Mich. 

Eclipse Fuel Eng. Corp., Rockford, Ill. 

General Controls Co., Glendale 1, Calif. 

Lammert & Mann Co., Chicago 12, Ill. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Penn Controls, Inc., Goshen, Ind. 

Preferred Utilities Mfg. Corp., New York, 
Mm, x. 

Ray Oil Burner Co., San Francisco 12, Calif. 

Sarco Co., Inc., New York 1, N. Y. 

Square D Co., Milwaukee 12, Wisc. 

— Electric & Mfg. Co., Jersey City, 

ot 
Union Spring & Mfg. Co., Jersey City, N. J. 
Webster Electric Co., Racine, Wisc. 


Oil, 3-Way-Tank 


Anderson Brass Co., Detroit 8, Mich. 
Automatic Switch Co., Orange, N. J. 
Detroit Controls Corp., Detroit 8, Mich. 
General Controls Co., Glendale 1, Calif. 
Homestead Valve Mfg. Co., Coraopolis, Pa. 
Imperial Brass Mfg. Co., Chicago 7, III. 
Leggitt Co., S. H., Marshall, Mich. 
Lincoln Brass Works, Inc., Detroit 16, Mich. 
McDonald Mfg. Co., A. Y., Dubuque, Iowa 
Span Brass Mfg. Co., Otsego, Mich. 
Therm Gas Generator Co., Inc., Seattle, 
Wash. 
Universal Brass Corp., Arlington, N. J. 
Werco Prods., Chicago 50, II. 


Plug 


Anderson Brass Co., Detroit 8, Mich. 

C-S Brass Mfg. Co., New York 23, N. Y. 
Cooper Co., Clark, Palmyra, N. Y. 
Couplings Co., Chicago, Ill. 

Crane Co., Chicago 40, IIl. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 
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Imperial Brass Mfg. Co., The, Chicago 7, III. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Rockwell Mfg. Co., Pittsburgh, Pa. 

Schoenberger Co., The W. J., Cleveland 5, 
Ohio 


Pop, Safety 


Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cash Valve Mfg. Corp., A. W., Decatur, II. 

Cooper Co., Clark, Palmyra, N. Y. 

Crane Co., Chicago 40, Il. 

Fitzgibbons Boiler Co., Inc., New York 17, 
ba ae 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

Schaible Co., The, Cincinnati 4, Ohio 

Thrush & Co., H. A., Peru, Ind. 

Watts Regulator Co., Lawrence, Mass. 


Radiator, Adjustable Orifice 


Anderson Products, Inc., Cambridge 339, 
Mass. 

Automatic Switch Co., Orange, N. J. 

Barnes & Jones, Inc., Boston 30, Mass. 

Beacon Brass Co., Waltham, Mass. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 12, Il. 

Dunham Co., C. A., Chicago, II. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat Timer Corp., New York 12, N. Y. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis, Minn. 

New York Air Valve Corp., Brooklyn, N. Y. 

Oster Laboratories, Ellenville, N. Y. 


Radiator, Air (Above 3 Ibs.) 


Anderson Products, Inc., Cambridge 339, 
Mass. 

Beacon Brass Co., Waltham, Mass. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago, Ill. 

Dunham Co., C. A., Chicago, III. 

Gorton Heating Corp., Cranford, N. J. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Marsh Corp., Jas. P., Skokie, Il. 

New York Air Valve Corp., Brooklyn, N. Y. 

Oster Laboratories, Ellenville, N. Y. 

Schaible Co., Cincinnati, Ohio 

Taco Heaters, Inc., Cranston, R. I. 

Thrush & Co., H, A., Peru, Ind. 


Radiator, Air (Below 3 Ibs.) 


American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Anderson Prods., Cambridge 39, Mass. 

Beacon Brass Co., Waltham, Mass. 

Bell & Gossett Co., Morton Grove, III. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 10, Ill. 

Dunham Co., C, A., Chicago, Ill. 

Gorton Htg. Corp., Cranford, N. J. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Marsh Corp., Jas, P., Skokie, Ill. 

Multiplex Mfg. Co., Berwick, Pa. 

New York Air Valve Corp., Brooklyn, N. Y. 

Oster Laboratories, Ellenville, N. Y. 

Schaible Co., The, Cincinnati 4, Ohio 

Taco Heaters, Inc., Cranston, R. I. 


Thrush & Co., H. A., Peru, Ind. 


Radiator, Control Electric 


Automatic Switch Co., Orange, N. J. 
Barber-Colman Co., Rockford, III. 
General Controls Co., Glendale 1, Calif. 


Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 


Penn Controls, Inc., Goshen, Ind. 
Radiator, Control Pneumatic 


Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 





Radiator, Control Self-Actuated 


Barber-Colman Co., Rockford, I11. 

Bell & Gossett Co., Morton Grove, II], 

Fulton Sylphon Div., Knoxville 1, Tenn. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat Timer Corp., New York 12, N. Y, 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Oster Laboratories, Ellenville, N. Y. 

Sarco Co., Inc., New York 1, N. Y. 

Sterling, Inc., Milwaukee 12, Wisc. 


Radiator, Manual Modulating 


Barnes & Jones, Inc., Boston 30, Mass. 

Dunham Co., C. A., Chicago, Il. 

Grinnell Co., Inc., Providence 1, R. I. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Sarco Co., Inc., New York 1, N. Y. 

Sterling, Inc., Milwaukee 12, Wisc. 

Trane Co., The, La Crosse, Wisc. 


Radiator, Manual On-Off 


American Rad, & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Barnes & Jones, Inc., Boston 30, Mass. 

Crane Co., Chicago 40, Ill. 

Detroit Controls Corp., Detroit 8, Mich. 

Dunham Co., C. A., Chicago, Ill. 

Fulton Sylphon Div., Knoxville 1, Tenn. 

Grinnell Co., Inc., Providence 1, R. I. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, ind, 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Ohio Brass Co., Mansfield, Ohio 

Sarco Co., Inc., New York 1, N. Y. 

Sterling, Inc., Milwaukee 12, Wisc. 

Trane Co., The, La Crosse, Wisc. 

Warren Webster & Co., New York, N. Y. 


Radiator, Vacuum 


Anderson Prods., Cambridge, Mass. 
Barnes & Jones, Inc., Boston 30, Mass. 
Detroit Controls Corp., Detroit 8, Mich. 
Dole Valve Co., Chicago 10, Ill. 
Dunham Co., C, A., Chicago, Ill. 
Fulton Sylphon Div., Knoxville 1, Tenn. 
Grinnell Co., Inc., Providence 1, R. I. 
Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 
Ohio Brass Co., Mansfield, Ohio 
Oster Laboratories, Ellenville, N. Y. 
Sarco Co., Inc., New York 1, N. Y. 
Schaible Co., The, Cincinnati 4, Ohio 


Relief 


American Rad, & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Beacon Brass Co., Waltham, Mass. 

Beaton & Cadwell Mfg. Co., New Britain, 
Conn. 

Bell & Gossett Co., Morton Grove, Il. 

Blackmer Pump Co., Grand Rapids 9, Mich. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cash Valve Mfg. Corp., A. W., Decatur, Ill. 

Cooper Co., Clark, Palmyra, N. Y. 

Crane Co., Chicago 40, Ill. 

Dunham, C. A., Chicago, Ill. 

Edward Valves, Inc., E, Chicago, Ind. 

Fitzgibbons Boiler Co., New York 17, N. Y. 

General Controls Co., Glendale 1, Calif. 

Hoffman Specialty Mfg. Corp., Indianapolls 
7, Ind. 

Homestead Valve Mfg, Co., Coraopolis, Pa. 

Klipfel Valves, Inc., Hamilton, Ohio 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

Lammert & Mann Co., Chicago 12, IIl. 

Leahy Mfg. Co., Los Angeles 21, Calif. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Milwaukee Valve Co., Milwaukee 7, Wise. 

Morrison Bros., Dubuque, Iowa 

Mueller Co., Decatur, III. 

OPW Corp., Cincinnati, Ohio 

Preferred Utilities Mfg. Corp., New York, 
DY, 


Ray Oil Burner Co., San Francisco 12, Callf. 

Schaible Co., The, Cincinnati 4, Ohio 

Schoenberger Co., The W. J., Cleveland 5, 
Ohio 

Shand & Jurs Co., Berkeley 10, Calif. 

Span Brass Mfg. Co., Inc., Otsego, Mich. 

Spencer Thermostat Div., Attleboro, Mass. 
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Taco Heaters, Inc., Providence, R. I. 

Thrush & Co., H. A., Peru, Ind. 

Trane Co., The, La Crosse, Wisc. 

Triplex Heating & Specialty Co., Inc., Peru, 


Ind. 
Tuthill Pump Co., Chicago 19, Ill. 
Watts Regulator Co., Lawrence, Mass. 
Weatherhead Co., The, Cleveland 8, Ohio 


Saddle Valve 


Anderson Brass Co., Detroit 8, Mich. 

Imperial Brass Mfg. Co., The, Chicago, Ill. 

Leggitt Co., S. H., Marshall, Mich. 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Skuttle Mfg. Co., Milford, Mich. 

Viking Airconditioning Div., 
Ohio 


Cleveland, 


Safety 


Automatic Switch Co., Orange, N. J. 

Beacon Brass Co., Waltham, Mass. 

Beaton & Cadwell Mfg. Co., New Britain, 
Conn. 

Cambridge Tool & Mfg. Co., Somerville, 
Mass. 

Cash Valve Mfg. Corp., A. W., Decatur, Il. 

Combustion Control Div., Boston, Mass. 

Cooper Co., Clark, Palmyra, N. Y. 

Crane Co., Chicago 40, Ill. 

Eclipse Fuel Mfg. Co., Rockford, Ill. 

Fitzgibbons Boiler Co., New York 17, N. Y. 

General Controls Co., Glendale 1, Calif. 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Maxon Premix Burner Co., Muncie, Ind. 

Mueller Co., Decatur, Il, 

North American Mfg. Co., The, Cleveland 
5, Ohio 

OPW Corp., Cincinnati, Ohio 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

Schaible Co., The, Cincinnati 4, Ohio 

Taco Heaters, Inc., Cranston, R. I. 

Shand & Jurs Co., Berkeley 10, Calif. 

Thrush & Co., H. A., Peru, Ind. 

Vapor Heating Corp., Chicago 31, Il. 

Watts Regulator Co., Lawrence, Mass. 


Safety, Hot Water Tanks, 
Pressure Relief 


Beacon Brass Co., Waltham, Mass. 

Beaton & Cadwell Mfg. Co., New Britain, 
Conn, 

Bell & Gossett Co., Morton Grove, Ill. 

Cash Valve Mfg. Corp., A. W., Decatur, IIl. 

Cooper Co., Clark, Palmyra, N, Y. 

Hoffman Specialty Mfg Corp., Indianapolis, 
Ind. 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Mueller Co., Decatur, Ill. 

ne Utilities Mfg. Corp., New York, 
N. Y. 

Schaible Co., The, Cincinnati 4, Ohio 

rane Co., The W. J., Cleveland 5, 

io 

Spencer Thermostat Div., Attleboro, Mass. 

Taco Heaters, Inc., Cranston, R. I. 

Thrush & Co., H. A., Peru, Ind. 

— Heating & Specialty Co., Inc., Peru, 
nd, 

Watts Regulator Co., Lawrence, Mass. 

Wright-Austin Co., Detroit 7, Mich. 


Safety, Hot Water Tanks, Temperature 


A-P Controls Corp., Milwaukee, Wisc. 

Beacon Brass Co., Waltham, Mass. 

Beaton & Cadwell Mfg. Co., New Britain, 
Conn. 

Bell & Gossett Co., Morton Grove, III. 

pe Valve Mfg. Corp., A. W., Decatur, III. 

cooper Co., Clark, Palmyra, N. Y. 
2e€neral Controls Co., Glendale 1 Calif. 

Kunkle Valve Co., Ft. Wayne 2, Ind. 

MeDonnell & Miller, Inc., Chicago 18, Ill. 

auilier Co., Decatur, Il. 

ee Co., The, Cincinnati 4, Ohio 

“Ont Co., The W. J., Cleveland 5, 


spencer Thermostat Div., Attleboro, Mass. 
— & Co., H. A., Peru, Ind. 
atts Regulator Co., Lawrence, Mass. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Safety, Hot Water Tanks, Vacuum 


Beacon Brass Co., Waltham, Mass. 

Cash Valve Mfg. Corp., A. W., Decatur, III. 
Cooper Co., Clark, Palmyra, N. Y. 
Crane Co., Chicago 40, Ill. 

MeDonnell & Miller, Inc., Chicago 18, Ill. 
Watts Regulator Co., Lawrence, Mass. 


Slow Closing 


Automatic Switch Co., Orange, N. J. 

Granberg Corp., Oakland, Calif. 

Hoffman Specialty Mfg. Corp., Indianapolis, 
Ind. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Oil Eqpt. Mfg. Co., Inc., Louisville 11, Ky. 

Preferred Utilities Mfg. Corp., New York, 
NN. ¥, 

Wheaton Brass Works, Union, N. J. 


Tank 


Anderson Brass Co., Detroit 8, Mich. 

Buckeye Iron & Brass Wrks., Dayton 1, Ohio 

Cambridge Tool & Mfg. Co., Somerville, 
Mass. 

Carlson & Co., A. B., Aurora, Ill. 

Chase Brass & Copper Co., Inc., Waterbury 
20, Conn, 

EhCo Htg. Specialties, Indianapolis, Ind. 

Guardian Prods. Corp., Michigan City, Ind. 

Hold-Tite Valve Mfg. Co., New York 22, 
N.Y. 

Remco, Inc., Baltimore, Md. 

Rockford Brass Works, Rockford, Il. 

Span Brass Co., Otsego, Mich. 

Wheaton Brass Works, Union, N. J. 


Tank, Bottom Outlet 


Cambridge Tool & Mfg. Co., Inc., Somer- 
ville, Mass. 


Tempering 


Beacon Brass Co., Waltham, Mass. 

Bell & Gossett Co., Morton Grove, Ill. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 10, IIl. 

Lawler Automatic Controls, Inc., Mt, Ver- 
non, N. Y. 

Mar-Coil Heater Co., Union City, N. J. 

Sarco Co., Inc., New York 1, N. Y. 

Sterling, Inc., Milwaukee 12, Wisc, 

Taco Heaters, Inc., Providence, R. I. 

Watts Regulator Co., Lawrence, Mass. 

Yula Water Heaters, Inc., New York 63, 
N. Y¥. 


Thermostatic 


A-P Controls Corp., Milwaukee, Wisc. 

Alco Valve Co., St. Louis, Mo. 

Barber-Colman Co., Rockford, Ill. 

Beacon Brass Co., Waltham, Mass. 

Cooper Co., Clark, Palmyra, N. Y. 

Detroit Controls Corp., Detroit 6, Mich. 

Dolve Valve Co., Chicago, Il. 

Dunham Co., C. A., Chicago, Il. 

General Controls Co., Glendale 1, Calif. 

Grinnell Co., Inc., Providence 1, R. I. 

Heat Timer Corp., New York 12, N, Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Klipfel Valves, Inc., Hamilton, Ohio 

Lawler Automatic Controls, Inc., Mt. Ver- 
non, N. Y. 

McDonnell & Miller, Inc., Chicago 18, Ill. 

Milwaukee Valve Co., Milwaukee 7, Wisc. 

Minneapolis-Honeywell Regulator Co., Min- 
neapolis 8, Minn. 

Oster Laboratories, Ellenville, N. Y. 

Preferred Utilities Mfg. Corp., New York, 
N.. x. 

Sarco Co., Inc., New York 1, N. Y. 

Sterling, Inc., Milwaukee 12, Wisc. 

Trane Co., The, La Crosse, Wisc. 

Yula Water Heaters, Inc., New York 63, 
WwW. Y. 


Vacuum, Breaking 


Anderson Products, Inc., Cambridge 39, 
Mass. 

Automatic Switch Co., Orange, N. J. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Cash Valve Mfg. Corp., A. W., Decatur, Il. 


.... Water Heaters 


Cooper Co., Inc., Clark, Palmyra, N. J. 

Crane Co, Chicago 40, Il. 

Dunham Co, C. A., Chicago, Ill. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Hold-Tite Valve Mfg. Co., Brooklyn 26, 
N. X. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

OPW Corp., Cincinnati, Ohio 

Shand & Jurs Co., Berkeley 10, Calif. 

Skidmore Corp., St. Joseph, Mo. 

Watts Regulator Co., Lawrence, Mass. 


Vent 


Anderson Prods., Cambridge 39, Mass. 

Automatic Switch Co., Orange, N. J. 

Black, Sivalls & Bryson, Inc., Kansas City, 
Mo. 

Buckeye Iron & Brass Works, Dayton 1, 
Ohio 

Crane Co., Chicago 40, Ill. 

Detroit Controls Corp., Detroit 8, Mich. 

Dole Valve Co., Chicago 12, IIl. 

Dunham Co., C. A., Chicago, Ill, 

Gorton Htg. Corp., Cranford, N. J. 

Heat Timer Corp., New York 12, N. Y. 

Hoffman Specialty Mfg. Corp., Indianapolis 
7, Ind. 

Homestead Valve Mfg. Co., Coraopolis, Pa. 

Keeney Mfg. Co., Newington, Conn, 

Maid-O-Mist, Inc., Chicago 41, Ill. 

Marsh Corp., Jas. P., Skokie, II. 

McDonald Mfg. Co., A. Y., Dubuque, Iowa 

Morrison Bros., Dubuque, Iowa 

OPW Corp., Cincinnati, Ohio 

Ohio Brass Co., Mansfield, Ohio 

Oster Laboratories, Ellenville, N. J. 

Sarco Co., Inc., New York 1, N. Y. 

Shand & Jurs Co., Berkeley 10, Calif. 

Taco Heaters, Inc., Providence, R. I. 

Thrush & Co., H. A., Peru, Ind. 

Trane Co., The, La Crosse, Wisc. 

Wheaton Brass Works, Union, N. J. 


Water Heaters 
Indirect Tank, Built-In 


Alstrom Corp., New York 60, N. Y. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

American Tube Prods., Inc., Natick, R. I. 

Aqua Air Corp., Elmont, N. Y. 

Bell & Gossett Co., Morton Grove, IIl. 

Bernstrom, Inc., C. R., Providence, R. I. 

Bryan Steam Corp., Peru, Ind. 

Davis Eng. Corp., New York 33, N. Y. 

Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 

Fitzgibbons Boiler Co., New York 17, N. Y. 

Gabriel Boiler & Fab. Co., Portland, Ore. 

General Electric Co., Bloomfield, N. J. 

General Fittings Co., Providence 5, R. I. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. ¥. 

Kohler Co., Kohler, Wisc. 

Lindy Heaters, Inc., New York, N. Y. 

National Rad. Co., The, Johnstown, Pa. 

Norse Boiler Co., Inc., New Market, N. J. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

O’Brien Steam Specialty Co., Inc., Syra- 
cuse 2, N. Y. 

Patterson-Kelley Co., Inc., The, E, Strouds- 
burg, Pa. 

Portmar Boiler Co., Brooklyn 15, N. Y. 

Taco Heaters, Inc., Cranston, R. I. 

Triangle Tube & Specialty Co., Berlin, N. J. 

U. S. Machine Div., Lebanon, Ind. 

Water Tube Boiler & Tank Co., Chicago, Ill. 

Weil-McLain Co., Michigan City, Ind. 

Yula Water Heaters, Inc., New York 63, 
Jy ae of 


Indirect Tank, Externai 


Alstrom Corp., New York 60, N. Y. 

American District Steam Div., N. 
wanda, N. Y. 

American Radiator & Std. Sanitary Corp., 
Pittsburgh, Pa. 

American Tube Prods., Inc., Natick, R. I. 

Aqua Air Corp., Elmont, N. Y. 

Bell & Gossett Co., Morton Grove, III. 

Bernstrom, Inc., C. R., Providence, R. I. 

Clayton Mfg. Co., El Monte, Calif. 


Tona- 


47 










Davis Eng. Corp., New York 33, N, Y. 


General Fittings Co., Providence 5, R. I. 

Gerstein & Cooper, Inc., So. Boston 27, 
Mass. 

Kam Water Heater Mfg. Co., Inc., Brook 
lyn, N. Y. 


Lawson Mfg. Co., Pittsburgh 8, Pa. 

Lindy Heaters, Inc., New York, N. Y. 

Manning & Lewis Eng. Co., Newark 4, 
N. J. 

Mund Boilers, Inc., Los Angeles 63, Calif. 


Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 
O'Brien Steam Specialty Co., Inc., Syra- 


cuse 2, N. Y. 
Patterson-Kelley Co., Inc., The, E. 
burg, Pa. 
Taco Heaters, Inc., Cranston, R. I. 
Thrush & Co., H. A., Peru, Ind. 
Weil-McLain Co., Michigan City, Ind. 
Wells Mfg. Co., San Francisco, Calif. 
Yula Water Heaters, Inc., New York 63, 
N: YX, 


Strouds- 


Indirect Tank, External for 
Warm Air Furnaces 


American Tube Prods., Inc., Natick, R. I. 


Indirect Tankless, Built-In 


Alstrom Corp., New York 60, N. Y. 

American Tube Prods., Inc., Natick, R. I. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

Barridon Oil Burner Corp., Hartford, Conn. 

Bell & Gossett Co., Morton Grove, Ill. 

Bernstrom, Inc., C. R., Providence, R. I. 

Clayton Mfg. Co., El Monte, Calif. 

Crotty Mfg. Corp., Flushing, N. Y. 

Davis Eng. Corp., New York 33, N. Y. 
Dewey-Shepard Boiler Co., Indianapolis 2, 
Ind. 
Federal 
N. J. 
Fitzgibbons Boiler Co., New York 17, N. Y. 

7eneral Electric Co., Bloomfield, N. J. 

General Fittings Co., Providence 5, R. I. 

Kam Water Heater Mfg. Co., Inc., Brook- 
vn, N.Y. 

Kohler Co., Kohler, Wisc. 


Boiler Co., Inec., Midland Park, 


Lewis & Co., Inc., Joseph E., Baltimore 
30, Md. 

Lindy Heaters, Inc., Bronx, N. Y. 

Manning & Lewis Eng. Co., Newark 4, 
N. J 


Mar-Coil Heater Co., Union City, N. J. 

Marietta Metal Prods. Corp., Marietta, Pa. 

National Rad. Co., The, Johnstown, Pa. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

Portmar Boiler Co., Inc., Brooklyn, N. Y. 

Republic & General Htg. Prods., Philadel- 
phia, Pa. 

Spi-Rol-Fin Corp., Pequannock, N. J. 

Taco Heaters, Inc., Providence, R. I. 

Triangle Tube & Specialty Co., Berlin, N. J. 

Triplex Heating Specialty Co., Inc., Peru, 
Ind. 

U. S. Machine Div., Lebanon, Ind. 

Utica Rad. Corp., Utica, N. Y. 

Water Tube Boiler & Tank Co., Chicago, III. 

Weil-McLain Co., Michigan City, Ind. 

York-Shipley, Inc., York, Pa. 

Yula Water Heaters, Inc., New York 63, 
MX: 


Indirect Tankless, External 


A&C Sales Supply Co., Boston 18, Mass. 

Allied Eng. Co., Allston 34, Mass. 

Alstrom Corp., New York 60, N. Y. 

American District Steam Div., N. Tona- 
wanda, N. Y. 

American Rad. & Std. Sanitary Corp., Pitts- 
burgh 30, Pa. 

American Tube Prods., Inc., Natick, R. I. 

Bell & Gossett Co., Morton Grove, Ill. 

Bernstrom, Inc., C. R., Providence, R. I. 

Bryan Steam Corp., Peru, Ind. 

Davis Eng. Corp., New York 33, N. Y. 

Dewey-Shepard Boiler Co., Indianapolis 2 
Ind. 

Ever Hot All Copper, Inc., Boston 18, Mass. 

Fire Proven Prods., Baltimore 18, Md. 

Gabriel Boiler & Fab. Co., Portland, Ore. 

General Fittings Co., Providence 5, R. I. 

Gerstein & Cooper, Inc., So. Boston 27, 
Mass. 
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Johnson Corp., The, Three Rivers, Mich. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

Lewis & Co., Inc., 
30, Md. 

Lindy Heaters, Inc., New York, N. Y. 

Manning & Lewis Eng. Co., Newark 4, 
N. J 

Mund Boilers, Inc., Los Angeles 63, Calif. 

Novelty Steam Boiler Works, Inc., Balti- 
more 30, Md. 

Republic & General Htg. Prods., Philadel- 
phia, Pa. 

Ret-Rac Corp., Flushing, N. Y. 

Taco Heaters, Inc., Providence, R. I. 


Joseph E., Baltimore 


COMPANIES LISTED 


ew SECTION that follows gives the 
complete company name, street 
address, city and state for manufac- 
turers shown in the directory listings. 
Where it was possible to obtain the 

information from questionnaire re- 
turns, this also is included the names 
of company officers. Abbreviations 
used to designated positions are as fol- 
lows: 

p—president 

vp—vice president 

s—secretary 

gm—general manager 

t——treasurer 

sm—sales manager 

ce—chief engineer 

am—advertising manager 


vitilliais 


A&A Register Co., The, 8327 Clinton Rd., 
Cleveland 9, O. 
G. G, Auer, p; Mark Auer, vp; J. Con- 
galton, sm. 
A & C Sales & Supply Co., 51 Albion St., 
Boston 18, Mass. 
A-J Mfg. Co., 2119 Washington St., Kansas 
City 8, Mo. 
A-P Controls Corp., 2450 N. 32nd St., Mil- 
waukee, Wisc. 
R. W. Johnson, p; F. Kovich, vp, produc- 
tion; A. E. Elbert, s & t; D. Moerick, 
sm, vp; A. L. Topp, ce; H. J. Welch, am. 
Accurate Sheet Metal & Mfg. Works, 2336- 
38 Milwaukee Ave., Chicago 47, Ill. 
R. H. Guenther, Sr, gm; R. Guenther, sm; 
R. E, Granhold, ce. 
Ace Eng. Co., 1435 W. 15th St., Chicago 8, 
Ill. 
G. L. Schurman, p; J. W,. Cowan, vp; 
I. L. Schurman, s & t; J. W. Cowan, 
gm; R. W. Bardach, Jr., sm. 
Ace Instrument Co., 172 Pacific St., Brook- 
lyn 2, N. Y. 
Ace Tank & Welding Co., 1124 Elliot W., 
Seattle, Wash. 
R. W. Burwell, G. R. Burwell, S. B. Bur- 
well, W. H. Burwell, partners. 
Ace Transformer Co., Inc., 326-330 E. 35th 
St., New York 16, N. Y. 
C. M. Anzalone, p; C. S. Anzalone, s. 
Ace Wire Brush Co., 146 Fulton St., Brook- 
ya LN: 2. 
L, Levy, gm. 
Acker Organization, Inc., W. M., 3167 Ful- 
ton Rd., Cleveland 9, O. 
Acme Electric Corp., Cuba, N. Y. 
Acme Heat & Power, Inc., 318 Ten Eyck St., 
Brooklyn 6, N. Y. 


+ 
% 


Thrush & Co., H, A., Peru, Ind. 

Triplex Heating Specialty Co., Inc., 
Ind. 

Water Tube Boiler & Tank Co., Chicago, I. 

Weil-McLain Co., Michigan City, Ind. 

Yula Water Heaters, Inc., New York 63. 
IN. 


Peru, 


Steam Mixer Water Heater 


Dewey-Shepard Boiler Co., Indianapolis, 


Ind. 

Kam Water Heater Mfg. Co., Inc., Brook- 
lyn, N. Y. 

O’Brien Steam Specialty Co., Inc., Syra- 


euse 2. N.Y. 


* 


ALPHABETICALLY 


Acme Heating Div., United Tool & Die Co., 
1031 New Britain Ave., W. Hartford 10, 
Conn. 

Acme Industries, Inc., Mechanic & Ganson 
Sts., Jackson, Mich. 

Acme Mfg. Co., 7500 State Rd., Philadelphia 
36, Pa. 

H. Cohn, p; E, Feiner, s; N. Cohn, ce. 

Acme Oil Burner Co., Inc., 210 Third Ave., 
S.W., Cedar Rapids, Ia. 

G. W. Clifford, p, gm, sm, ce, am; J. 
Craig, vp; L. Clifford, s; D. Craig, t. 

Acme Tool & Gauge Co., 235-7 Charles St., 
Providence 4, R. I. 

Acme Welding Division of The United Tool 
& Die Co., 1031 New Britain Ave., West 
Hartford, Conn. 

G. A. Firestone, gm. 

Acro Mfg. Co., 2040 E. Main St., Colum- 
bus, O. 

F. G. McCloskey, p; C. M. Young, s; 
E. A. Guelde, t; E. V, Bishoff., sm; D. 
Pounds, ce; B. Spencer, am. 

Addison Products Co., Railroad St., Ad- 
dison, Mich. 

Adelsman Boiler Co., Box 300, Fergus Falls, 
Minn. 

L. G. Adelsman, gm. 

Adelta Mfg. Co., Inc., 21st and Ellsworth 
Sts., Philadelphia 46, Pa. 

A. Corbman, p; R. Corbman, 
Corbman, t, gm &s. 

Admiral Rubber Corp., 75 19th St., Brook- 
lyn 32, N. Y. 

Air Conditioning Eng. Co., 44 First St., 
Cambridge 41, Mass. 

R, A. Sheffield, p, t, am; G. M. Clark, s: 
H. C. Hartford, gm & sm; K. von Snei- 
dern, ce. 

Air Controls, Inc., Div., Cleveland Heater 
Co., 2310 Superior Ave., Cleveland 14, 0. 

A. Friedman, p & gm; A. E. Friedman, 
vp; L. Friedman, s & t: B. G. Krause, 
sm; N. Busch, ce; O. A, Reiter, am. 

Air Control Products, Inc., Coopersville, 
Mich. 

Air-Eau Heat, Inc., 1002 S.E. 52nd Ave., 
Portland 12, Ore. 

Airflame, 646 McAlister Ave., Waukegan, Ill. 
L. C. Perdue, gm; W. B. Perdue, ce. 
Air-Maze Corp., 2500 Miles Rd., Cleveland 

28, O. 
O. H. Schaaf, p; W. B. Watterson, sales 
vp; F. P. Purvis, sm; R. E. Brown, ¢é. 

Airborne Industries, Inc., 525 Lyndale Ave. 
Minneapolis 11, Minn. 

Aircraft-Marine Products, Inc., 1531 Fourth 
St., Harrisburg, Pa. 

Aire Director Mfg. Co., Aurora at Mercer, 
Seattle 9, Wash. =i 

Airkem, Inc., 241 E, 44 St., New York 1%, 
N.Y 


vp; M. 


Airtemp Div. of Chrysler Corp., 1600 Web- 
ster St., Dayton 1, O. ; 
C. E. Buchholzer, p; J. F. Knoff, vp, sales: 
R. J. Schumann, vp, mfg.; J. D. Loveley, 
vp, eng.; R. F, Bertram, comptroller: 
P. W. Wyckoff, ce; E. A. Nash, mer- 
chandising. t 
Airtherm Mfg. Co., 728 S. Spring Ave., St 
Louis 10, Mo. 
Airwasher Corp., Eaton Rapids, Mich. 
C. L. Sprinkle, p; O, L. Sprinkle, sm, am. 
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Ajax Furnace Fitting Co., 216-220 E. Front 
St., Cincinnati 2, O. 
H. L. Olden, p; E. A. Fagin, vp; B. M. 
Stephens, gm. ml : 
Alan Distributors, Inc., 164 Main St., Wor- 
cester, Mass. 
Alasco Burner Co., Inc., Winchendon, Mass. 
Aleo Valve Co., 833 Kingsland Ave., St. 
Louis, Mo. 
Aldrich Co., Wyoming, III. 
Pp. M. Stephenson, p; A. C. Blaisdell, vp. 
Alert Boiler & Mfg. Co., 9661 Robson St., 
Detroit 27, Mich. 
Allen Co., Robert G., P. O. Drawer No. 110, 
Mechanicville, N. Y. 
Allen Mfg. Co., Nashville 1, Tenn. 
Allied Eng. Co., 20 Glenville Ave., Allston 
34, Mass. 
Allied Federal Industries, 14-28 Mitchell P1., 
Newark, N. J. 
A D. Klein, p; B. Gerstein, t; L. M. 
Waldor, gm; H. D. Steinmark, ce. 
Allied Heating & Air Conditioning Co., Box 
1025, Lawndale, Calif. 
Allied Tank Truck Eqpt. Co., 24th & Brown 
Sts., Philadelphia 30, Pa. 
Allis Chalmers Mfg. Co., General Machine 
Div., 1126 S. 70th St., Milwaukee 1, 


Wisc. 
Alstorm Corp., The, 790 E. 176th St., Bronx 
60, N. Y. 8 


J. A. Helliesen, p, t, & am; J. J. Cesa, vp; 
H. J. Bissinger, s. 
Altherm, Inc., 200 E. 72 St., New York 21, 


W.. Y¥. 
Alton Mfg. Co., 1112 Ross Ave., Dallas 2, 
Tex. 
American Air Filter Co., Ine., 215 Central, 
Louisville, Ky. 
American Blower Co., 8111 Tireman Ave., 
Detroit 32, Mich. 
American Boiler & Fdry. Co., Milan, Mich. 
American Brass Co., The, 414 Meadow St., 
Waterbury 20, Conn. 
J. A. Coe, Jr., p; W. M. Moffatt, vp; 
E. M. Bleser, s & t; E. B. Tracy, gsm; 
C. E. Woodward, Director of Sales Pro- 
motion. 
American Clay Forming Co., The, Corner 
Wall & Broad Sts., Tiffin, O. 
American Coils, Inc., 360 Thomas St., New- 
ark 5, N. J. 
American Coolair Corp., 3604 Mayflower St., 
Jacksonville 3, Fla. 


American Corp. Drying Eqpt. Co., East St. 
& Crystal Lake Ave., Crystal Lake, III. 
American District Steam Div., Adsco In- 
dustries, Inc., Bryant St., N. Tona- 
wanda, N. Y. 
T. M. Evans, p; J. Dobson, vp; H. Jagon, 
s; J, L. McGara, t & gm; A. H. Sy, sm; 
J. Maurin, ce; M. Wilson, am. 
American Fdry. & Furnace Co., 917 E. 
Washington St., Bloomington, IIl. 
American Gas Machine Co., 505 Front St., 
Albert Lea, Minn. 

American Furnace Co., 1300 Hampton Ave., 
St. Louis 10, Mo. 

American Ideal-Aire Corp., Old Country 
Rd., Westbury, N. Y. 


American-LaFrance-Foamite Corp., 127 E. 
LaFrance St., Elmira, N. Y. 

G. R. Hanks, p; W. M. Price, executive 

vp; C. A. Pettyjohn, vp, s-t; G. J. Halpin, 

gsm; H. A, Strain, sm. 

American Lava Corp., Cherokee Blvd. & 
Mfgrs. Rd., Chattanooga 5, Tenn. 

American Liquid Fertilizer Co., Ine., Box 
267 (2nd & St. Clair Sts.), Marietta, O. 

E. Whitaker, p & t: D. D. Yule, sm. 

American Machine Prods. Co., Marshall- 
town, Ia. 

American Mfg. Co., Inc., 211 Walnut St., 
P. O. Box 2172, Hartford, Conn. 

B. W. Greenewald, gm, sm. 

American Mohawk Co., Inc., 580 Hudson 
St., New York 14, N. Y, 

S. Klein, p; H. S. Londa, gm. 

American Oil Burners & Heating Utilities, 
447 Senator St., Brooklyn 20, N. Y. 
American Oil Co., American Bldg., Balti- 

more, Md. 

American Pneumatic Tool Co., 681 Fifth 
Ave., New York 22, N. Y. 

American Radiator & Standard Sanitary 
Corp., Plumbing & Heating Division, 
Box 1226, Pittsburgh 30, Pa. 

- Bauer, p; D. J. Quinn, vp; L. Pierce, 
ssm; R. W. Williams, am. 


American Sand-Banum Co., Inc., Freeport, 
N.Y: 


American Steel Works of Kansas, Inc., 3400 
N. Broadway, Wichita 4, Kan, 
C. R. Huston, p; D. L. Smart, vp & s; 
W. P. Lynn, vp & gm; J. P. Salisbury, ce. 
American Tube Products, Inc., Riverdale 
Bldg., Natick, R. I. 
C. Hf; Kirk, Jdr.. pi ¥. J. Terk: t. 
Ames Iron Works, Inc., Oswego, N. Y. 
S. S. Flug, p; A. Bradley, gm; D. F. 


Lytle, sm; L. B. Coppernoll, ce; N. D. 
Jones, am. 
Amionic Chemical Co., Box 371, Taunton, 
Mass. 
Ampion Corp., 488 47 Ave., Long Island 
City, N. ¥. 
H. Schwarcz, p & t; R. H. Dworsak, 
vp & ce. 


Anchor Div., Stratton & Terstegge Co., Box 
311, New Albany, Ind. 
J. L. Meagher, gm; J. K. Hammond, ce. 


Anchor Stove & Range Co., New Albany, 
Ind. 
Anderson Co., V. D., The, 1935 W. 96 St., 
Cleveland 2, O. 
C. W. Zies, p; R. T. Anderson, vp; B. D. 
Coffey, s; R. L. Brittain, t; W. J. Glea- 
son, Jr., Manager Steam Specialties Divi- 
sion. 
Anderson Brass Co., 5305 Twelfth St., De- 
troit 8, Mich. 
R. C. Anderson, p; E. E. Anderson, s; 
E. R. Anderson, t, sm & am. 
Anderson Products, Inc., 17 Tudor St., Cam- 
bridge, Mass. 
W. T. Ferguson, p; A. G. Ferguson, t. 
Andrews Heating Co., 121-199 Main St., 
S.E., Minneapolis 14, Minn. 
Androc Chemical Co., 7301 W. Lake St., 
Minneapolis, Minn. 
C. L, Andrus, gm. 
Anthony Co., The, 47-33 Fifth St., Long Is- 
land City 1, N. Y. 
Applied Mechanics Co., 381-389 Congress 
St., Boston 10, Mass. 
H, J. G. Rudolf, p &t. 
Aqua-Air Corp., 1040 Hempstead Trnpk, El- 
mont, L, I., N. Y. 
Areweld Mfg. Co., Inc., 3469 Third Ave., 
W., Seattle 99, Wash. 
Ardmore Products Div., Amco Corp., 2040 
W. Carroll Ave., Chicago 12, Ill. 
D, McReynolds, p; J. L. Cummings, vp; 
S. T. Boras, s; M. J. Healy, sm; W. W. 
Kurns, ce; C. W. Jones, office manager. 
Argo Co., 436 Capitol Ave., Hartford 6, 
Conn, 
Amour & Company, Chemical Div., 1355 W. 
31 St., Chicago, Ill. 
Armstrong Bros. Tool Co., 5200 W. Arm- 
strong Ave., Chicago 30, IIl. 
Armstrong Co., The, 1001 E. 103 St., Chi- 
cago 28, Ill. 
Armstrong Cork Co., Liberty St., Lancas- 
ter, Pa. 
Armstrong Furnace Co., 851 W. Third Ave., 
Columbus, O. 
W. J. Olsen, p; L. G, Hickok, vp; J. 
Norland, s; H. G. Hays, ce; H. C. 
Galleher, am. 
Armstrong Machine Works, 851 Maple St., 
Three Rivers, Mich. 
Arrow Petroleum Co., 4811 S. Harlem Ave., 
Chicago 38, Iil. 
Artis Metal Co., Inc., Box 1642, Boise, Idaho 
Aston Products, Inc., 22084 Dequindre Ave., 
Hazel Park, Mich. 
Atlantic Research Laboratories Corp., 29-05 
40th Rd., Long Island City, N. Y. 
O. Harding, p & t; R. Lewin, vp; S. 
Harding, s, t, & am; W. Schoenfield, gm; 
E. E. Norton, sm; G. Rose, ce. 
Atlantic Steel Boiler Co., 22nd St. & Wash- 
ington Ave., Philadelphia 46, Pa, 
W. A. Bartley, p. 
Atlas Mfg. Co., Eustis & Robbins, St. Paul 
14, Minn. 
H. B. Hyams, p, t, & am; L. C. Trow, vp, 
s, & sm; H. E. Kerr, ce. 
Atlas Mfg. Co., 1624 61 St., Brooklyn 4, 
N.Y. 
Auburn Burner Co., 510 Cedar St., S., Au- 
burn, Ind. 
Auburn Foundry, Inc., Heating Div., W. 
11th St., Auburn, Ind. 
R. A. Fink, p; D. E. Kastner, vp; C, D. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Gearhart, t; R. F. Young, sm; H, H. 
Fitch, ce. 
Auburn Spark Plug Co., Ine 
St., Auburn, N. Y. 
Auer Register Co., 6600 Clement Ave., Cleve- 
land 5, O. 
G. Metzger, p, t & gm; H. F. Curtis, vp, 
sm & am; R. E. Brumbaugh, s; F. A. 
Hancock, ce. 
Aurora Pump Co., 619 Loucks St., Aurora, 
Ill. 
Autocar Div., White Motor Co., Lancaster 
Pike, Ardmore, Pa. 
Auto-Flo Corp., 14590 Schaefer, Detroit 27, 
Mich. 
Auto-Heat Corp., Newfield St., Middletown, 
Conn. 
Automatic Burner Corp., 1823 Carroll Ave., 
Chicago 12, Ill. 
J. Hearst, p; J. W. Hearst, vp; E. D. 
Carmien, sm. 
Automatic Controls Corp., Ann Arbor, Mich. 
Automatic Devices Co., Inc., 714 Hillgrove 
Ave., Western Springs, IIl. 
H. T. Kuckera, p; H. F. Oakes, sm. 
Automatic Firing Corp., 4417 Oleatha Ave., 
St. Louis 5, Mo. 
Automatic Humidifier Co., Box 337, Cedar 
Falls, Ia. 
Automatic Switch Co., 391 Lakeside Ave., 
Orange, N. J. 
W. F. Hurlburst, Jr., p; Mrs. H. V. 
Darrin, vp & s; D. M. Darrin, vp & t; 
R. F. McCormick, sm (valves); F. P. 
Spinelli, sm (switches); A. W. Churchill, 
ce; R. C. May, am. 
Autopulse Corp., 218 E. Dowland St., Lud- 
ington Mich. 
R. M. Elored, p; A, Stern, vp; E. J. 
Jacomb, gm; C. King, ce. 
Avon Tube Division, Higbie Mfg. Co., 
Fourth & Water Sts., Rochester, Mich. 
C. M. Higbie, Jr., p & gm; E. P. Robin- 
son, vp, sales, & am; V. J. McAvoy, t; 
M. B. Hoagland, plant manager & ce. 
Axeman-Anderson Co., 233 West St., Wil- 
liamsport, Pa. 
J. E. Axeman, W. S. Anderson, partners. 
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Babcock & Wilcox Co., 161 E. 42nd St., 
New York 17, N. Y. 
Bacharach Industrial Instrument Co., 7301 
Penn Ave., Pittsburgh 8, Pa. 
L, L. Vayda, p & gm; Rudolf Ulrich, 
vp, sm, am; J. A, Stein, s, t, & ce. 
Bailey Meter Co., 1050 Ivanhoe Rd., Cleve- 
land 10, O. 
Baker Furnace & Cleaner Mfg. Co., 2810 
Midwood Ave., Toledo 6, O. 
Balloffet Nozzle Co., Inc., 6825 Adams St., 
Guttenberg, N. J. 
A. C. Balloffet, p; Louis Chambre, vp, t, 
and gm; C. Martino, s; Fred Scocco, ce. 
Barber-Colman Co., Wheelco instruments 
Div., 1300 Rock St., Rockford, III. 
D. J. Stewart, p; C. I. Braatz, vp; J. G. 
Jones, s; O. O. Smith, t; R, A. Schoen- 
feld, sm; B. Ramthum, ce. 


Barber Gas Burner Co., The, 3702 Superior 
Ave., Cleveland 14, O. 
Barclay, Inc., Robert, 122 N. Peoria St., 
Chicago 7, Ill. 
Barco Mfg., 500 N. Hough, Barrington, Ill. 
M. C. Keene, am. 
Bard Mfg. Co., Evansport Rd., Bryan, O. 
Barkow Mfg. Co., August G., 2230 S. 43rd 
St., Milwaukee 15, Wisc. 
A. G. Barkow, p & sm; John Kahoun, ce. 


Barksdale Valves, 1566 E. Slauson, Los An- 
Angeles 11, Calif. 
Barnes & Jones Co., Inc., 128 Brookside 
Ave., Boston 30, Mass. 
Barridon Oil Burner Corp., 1429 Park St., 
Hartford, Conn. 
Barry Blower Co., 3100 California St., N.E., 
Minneapolis, Minn. 
B. H. Barry, p; A. Freidson, vp; Herman 
Freidson, s & t. 
Barton Products, Inc., 819 N. 
Wheaton, Ill. 

Bascom Co., Inc., George R., 950 Wm. T. 
Morrissey Blvd., Dorchester, Mass. 
Mrs. Ida Isgur, p and t; Samuel Melnick, 

gm and ce. 
Baseline Mfg. Corp., 2701 E. 78 St., Min- 
neapolis, Minn. 
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Bastian-Morley Co., Inc., Truesdell Ave., 
La Porte, Ind. 

Bauer Oil Burner, Inc., 1109 Adams St., 
Wilmington 16, Del. 

Bayley Blower Co., 1817 S. 66th St., Mil- 
waukee, Wisc. 

E. Szekely, p & gm; E. Brandt, vp & t; 
G. Szekely, s & sm; B. M. Kluge, ce. 
Beacon Brass Co., Inc., 2 Jackson St., 

Waltham, Mass. 
M. Feinberg, p & t; G, Miller, gm; N. 
Cripps, sm; I. Green, ce. 

Beall Pipe & Tank Corp., 12005 N. Burgard 
St., Portland 3, Ore. 

J. E. Beall, p, t, gm; G. F. Beall, vp; J. 
T. Pasquill, s; E. L. Wilkins, sm & am; 
R. C. Elle, ce. 

Bearlee Products Co., 1255 S. Monroe Ave., 
Green Bay, Wisc. 

E. Duemke, p & s; W. S. Brede, vp & t; 
B. E. Colburn, gm & sm; L. Colburn, ce. 

Beaton & Caldwell Mfg. Co., Box 77, New 
Britain, Conn. 

Beauty Lawn Div., Liquid Fertilizer Corp. 
of America, 960 Springfield Ave., Irving- 
ton, N. J. 

Beaver Mfz. Co., 617S.W. Third Ave., Port- 
land 4, Ore. 

Beck Co., A. C., 2018 N. DuPont Ave., Min- 
neapolis 11, Minn. 

Beck Eng. Combustion Kompany, 2100 Cole 
St., St. Louis 6, Mo. 

V. S. Beck, owner. 

Beckett Corp., R. W., Elyria, O. 

R. A. Beckett, p, s, gm, ce; Stanton 
Fitzgerald, vp, t, sm, am. 

Beli & Gossett Co., 8200 N. Austin Ave., 
Morton Grove, Ill. 

E. J. Gossett, p; R. E. Moore, vp & s; 
Cc. E. Pullum, vp & t; W. A. Boone, sm; 
H. A. Lockhart, ce; H. A. Henke, am. 

Benner-Nawman Co., 3421 Hollis St., Oak- 
land, Calif. 

Berger Furnace Mfg. Co., 5920 Centre Ave., 
Pittsburgh 6, Pa. 

Berkley Mfg. Co., 2045 N. Second St., Phila- 
delphia 22, Pa. 

Berkshire Transformer Corp., 
Ave., New Milford, Conn. 

C. W. Hildenbrand, p; B. R. Hordeski, 
vp & sm; C. A. Stotz, s & t; E. Lieff, ce. 

Bernstrom, Inc., C. R., 183 Hartford Ave., 
Box 157, Providence 9, R. I. 

C. R. Bernstrom, p; J. F. Beauchemin, 
sm; T, Hague, ce. 

Besser Metal Products Corp., 754 Clement 
Ave., Charlotte 4, N. C. 

C. S. Besser, p & t; K. D. Williams, vp; 
H. B. Campbell, s; D. C. Zinter, sm. 
Best Brass Co., 325 High St., Marshall, 

Mich. 

Best Combustion Eqpt,. Co., Inc., 411-15 11th 
St., Carlstadt, N. J. 

Bethlehem Foundry & Machine Co., Second 
St., Bethlehem, Pa. 

G. A. Taylor, p; Willard H. Moyer, s & t; 
R. C. Dietz, sm; J. Smith, ce. 

Bettendorf Oil Burner Co., Marshalltown, 
Ia. 

Bett-Marr Mfg. Co., 621 E. Excelsior, Hop- 
kins, Minn. 

R. L. Linquist, p; M. A. Linquist, s. 

Betts Machine Co., 1800 Penna. W., War- 
ren, Pa. 

C. R. Betts, p; E. L. Betts, vp; R. Gay, t. 

Beverly Shear Mfg. Co., 3004 W. 111th St., 
Chicago, Ill. 

K. W. Nebel, p; R. J. Nebel, vp, t, sm, 
gm; F. M. Nebel, s, am; G, K. Nebel, ce. 

Beyer Oil Burner Co., Rosamond, Calif. 

Biggs Boiler Works, Co., The, 1007 Bank 
St., Akron, O. 

Billings, Inc., Donald, 555 Longfellow Ave., 
Bronx 59, N. Y. 

D. Billings, p; R. E. Zettwoch, s. 

Billow Corp., 565 W. Washington Blvd., 
Chicago 6, Ill. 

Birchfield Boiler, Inc., 2503 E, 11th St., Ta- 
coma, Wash. 

Bishop & Babcock Mfg. Co., The, 4901 
Hamilton Ave., Cleveland, O. 

Black, Sivalls & Bryson, Inc., 7500 E. 12th 
St., Kansas City 3, Mo. 

Blackmer Pump Co., 1809 Century Ave., 
Grand Rapids 9, Mich. 

Bland Burner Co., 83 Woodbine St., Hart- 
ford, Conn. 

Blue Hill Oil Burner Mfg, Co., Inc., 331 
Belgrade Ave., Roslindale 31, Mass. 

L. L. Gordon, p; I. Gordon, t. 
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Bock Corp., 11U 5, vVickiusun st., Madison, 
Wisc. 
0. L. Boek, p; W. J. Polk, vp; HS. 
Bock, s; L, Bock, t. 
Boggs Boiler Co., 1007 Bank, Akron, O. 
Boiler Eng. & Supply Co., Inc., Manavon 
St., Phoenixville, Pa. 
R. E. Keen, p, gm; W. B. Riley, vp & 
sm; R. E. Emrich, Sr., s; P. D. Goggin, 
ce; R. W. Williams, am. 
Bonair Products, Inc., 5th & Ellis Ave., 
Colwyn, Pa. 
Frank A. McKee, p, gm; J. L. McHale, 
vp, t; C. V. McCarty, s & ce; J. A. Calla- 
han, sm & am. 
Boston Auto Gage Co., The, 70 West St., 
Pittsfield, Mass. 

T. C. Nelson; p, t, sm; R, H. Gamwell, 
vp; M. M. Best, s; J. H. Mattoon, ce. 
Bovee Furnace Works, 180 W. Eighth St., 

Waterloo, Ia. 
Boston Machine Works Co., The, 7 Willow 
St., Lynn, Mass. 
Boston Steel & Mfg. Co., 112 Bryant St., 
Malden, Mass. 
L. S. Burke, p & t; C. A. Glen, sm. 
Bowser, Inc., 1302 Creighton Ave., Fort 
Wayne 2, Ind. 
P. E. Gonz, p; F. S. Ehrman, vp; D. D. 
Seely, s; J. E. Doelling, sm; E, W. 
Kamm, ce; H. J. Slack, am. 
Boyertown Auto Body Works, 3rd & Wal- 
nut Sts., Boyertown, Pa. 
P. R. Hafer, p & gm; B. F. Hafer, s & t; 
W. Y. Fleck, assistant am; W. S. Keller, 
Director of Product Development. 
Bradford Price Book, 96 Washington St., 
Quincy 69, Mass. 
Bradley Mfg. Works, Bradley, IIl. 
Brammer Corp., 684 Broadway, New York 
12, NX. 
E. Patron, p; J. Patron, vp; I. Patron, 
s, t, gm & sm; B. Fredane, am. 
Brandenberg Industries, Inc., 6390 Falls 
Rd., Baltimore 9, Md. 
Brandes Co., 2046 Winnebago St., Madison 
4, Wisc. 
Branford Tank & Heating Products, Inc., 
286 Howe Ave., Shelton, Conn, 
J. M. Furdock, p; H. M. Lang, vp, gm & 
sm; M. Roe, s. 
Braun Bros. Oil Co., 812 Oak St., Winnetka, 
Ill. 
Breese Burners, Inc., Box 4158, Coronado 
Sta., Santa Fe, N. M. 
Bressler Eng. Service, 509 Fourth Ave., 
Oregon 1, Ill. 
Breuer Electric Mfg. Co., 5100 N. Ravens- 
wood Ave., Chicago 40, Ill. 
A. A. Breur, p; C. Criswell, vp & t; A. 
M. Anderson, gm; R. M, Williams, sm; 
J. Cinelli, ce; W. Craigle, am. 
Brodie Co., Inc., Ralph N., Alvarado & 
West 137th Ave., San Leandro, Calif. 
R. N. Brodie, p; E. D. Brodie, vp; D. S. 
Johnson, vp, sm & am; P, W. Simon, 
oe t. 
Brooks, B. M., 39 Mase Ave., Dover, N. J. 
Bros Boiler & Mfg. Co., Wm., 1057 10 Ave., 
S.E., Minneapolis 14, Minn. 
Brown-Appton Co., 681 Fifth Ave., New 
York 22, N. Y. 
Brown Fintube Co., The, Elyria, O. 
J. W. Brown, Jr., p; H. A, Niederst, t; 
H. T. Bodnue, am. 

Brown Oil Burning Eqpt. Co., 312 Massa- 
chusetts Ave., Cambridge 39, Mass. 
Brown Products Co., Railroad St., Andover, 

Mass. 
H. H. Brown, p & t; F. G. Foley, sm. 
Brown Products Co., 97-12 Metropolitan 
Ave., Forest Hills 75, N. Y. 
Brown Steel Tank Co., 2901 S. E. Fourth 
St., Minneapolis 14, Minn, 
Brumme Mfg. Co., 1240 E. Empire St., 
Bloomington, Ill. 
Miss R, Brumme, t; F. J. Brumme, gm. 
Brundage Co., The, 512 N. Park, Kalama- 
zoo 11, Mich. 
H. F. Brundage, p; W. A. Rockafield, vp 
& ce; F. W. Brundage, vp & gm; J. E. 
Brundage, s & t; L. C. Kroes, sm & am. 
Brunner Mfg. Co., 1821 Broad St., Utica 1, 
MY. 
A. G, Zumbrun, p; A. W. Detwiler, vp; 
G. C. Mumford, s & t; F. C. Hawk, sm; 
J, Raufeisen, ce; W. C. Roberts, am. 
Bryan Steam Corp., Box 337, Peru, Ind. 
O. C. Skinner, p & gm; Mrs. G. A. Bryan, 
t: H. V. Koch, ce. 





Bryant Air Conditioning Corp., 35 5, Pop- 
lar St., Philadelphia 23, Pa. 
Bryant Div., Carrier Corp., 17825 St. Clair 
Ave., Cleveland 10, O. 
Bryant Corp., C. L., 2720 E. 79 St., Cleve 
land, O. 
Buckeye Furnace Pipe Co., 897 Ingleside 
Ave., Columbus, O. 
Buckeye Iron & Brass Works, 324 E. Third 
St., Dayton 1, O. 
W. P. Huffman, p; H. W. Webb, vp & 
gm; L. F. McDorman, s & t; R. O Camp, 
sm; B. Prugh, am. 
Buffalo Forge Co., Inc., 490 Broadway, 
Buffalo, N. Y. ‘ 
Buffalo Pumps, Inc., 171 Mortimer St., Buf- 
falo 5, N. Y. 
Burear Mfg. Co., The, Market St., Stam- 
ford, Conn. 
Burke Eng. Co., 1204 W. Washington Blvd., 
Los Angeles 7, Calif. 
Burkhardt Eng. Assoc., 30 Huntington Ave.. 
Boston, Mass. 
Burnham Corp., Boiler Div., 2 Main St., 
Irvington, N. Y. 
Burn-Rite Products Co., 354 Saw Mill River 
Rd., Yonkers 2, N. Y. 
H, Burack, gm & am. 
Burtchaell Htg. Co., 2944 S.E. Powell Blvd., 
Portland 2, Ore. 
J. T. Burtchaell, p; R. B. Chappel, vp & 
t; C. T. Mudge, s & gm. 
Bush Mfg. Co., 179 South St., W. Hartford 
10, Conn. 
C. Boling, p & gm; E. M. Flannery, vp 
&s; F. Carney, vp; J. Mulcahey, vp, sm 
& am; J. W. Hatcht, t; J. Anderson, ce. 
Bussmann Mfg. Co., University at Jefferson, 
St. Louis 7, Mo. 
A. B. Bussmann, p; H. T. Bussmann, vp; 
J. A. Bussmann, s; J. C. Ingram, sm; 
H. V. Thomas, am. 
Butler Mfg. Co., 7400 E. 13th St., Kansas 
City 26, Mo. 
O. D. Nelson, p; G. C. Speakman, vp; 
G. C..-Dillon, se; D. Melcher, t; J, A; 
Morgan, gm; H. A. Edlund, sm; W. 
Smith, ce; C. Stritzinger, am. 
Byron Jackson Co., Box 2017, Terminal 
Annex, Los Angeles 54, Calif. 


— 


C-S Brass Mfg. Co., 148 W. 62 St., New 

York 23, N. ¥. 
M. Bergman, p; S. Bergman, gm. 

Calculator Specialties Co., 122 S. Michigan 
Ave., Chicago, IIl. 

Caloroil Burner Corp., 850 Windsor St., 
Hartford, Conn. 

Cambridge Tool & Mfg. Co., Inc., 63 Gor- 
ham St., Somerville, Mass. 

W. Martin, p & sm; F. W. M. Andres, §; 
W. S. Ricci, t; A. Cunningham, ce. 
Campbell Machine Co., 2921 Stevens Ave., 

Minneapolis, Minn. 
Campbell Co., E. K., 1809 Manchester St, 
Kansas City 4, Mo. 
Campbell Heating Co., 3121 Dean Ave., Des 
Moines 17, Ia. 
B. Campbell, p. 
Cam-Stat, Inc., Div. of Paul Henry ©. 
11833 W. Olympic Blvd., Los Angeles 
64, Calif. 
P. Henry, p; R. D. Whitlock, vp, t, 8m 
& sm; E, C. Burress, s; A. E. Baak, cé. 
Cannon Chemical Co., Inc., 181 Portland 
St., Cambridge 41, Mass. 
Cantleek Products Corp., 135-39 Northern 
Blvd., Flushing 52, N. Y. 
Capitol Mfg. & Supply Co., The, 153 Fulton 
St., W. Columbus 10, O. 
S. M: Melton, p; H. M. Katz, s &t: GM. 
Levine, sm & am; S. W. Lipson, ce. 
Capson Co., Inc., 108 Rogers Ave., Brook 
lyn, WN. Y. , 
Carbola Chemical Co., Inc., Natural Bridge, 
WN. xX. 
Carboloy Dept., General Electric Co., Box 
237, R.P.A., Detroit 32, Mich. 
J. E. Weldy, Manager Marketing: R. B. 
Roberts, Manager Finance; K. R. Beards- 
lee, gm; F. J. Staroba, sm; I. L. Wallace, 
Manager Eng.;: C. E. St, Thomas, 4m. ‘ 
Carey Electronic Engineering (., 1880 
Clifton Ave., Springfieid, O. 
R. M. Carey, p. 
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Carey Mfg. Co., The Phillip, Cincinnati 15, 
Ohio. 

J. W. Humphrey, p; L. W. Clarke, vp, 

sales: H. R. Barrett, vp; C. B. Pooler, 

vp; E. J. Fasold, s; S. E. Breuleux, t; 

F, Lippard, ce; L. C, Underwood, am. 

Carlin Co., The, 912 Silas Deane Hwy., 
Wethersfield, Conn. 

B. C. Lindberg, p, t & gm; J. E. Carl- 
perg, vp, ce; E. A. Lindberg, s; B. J. 
Walting, sm & am. 

Carlson & Co., Inc., A. B., 349 Woodlawn 
Ave., Aurora, Ill. 

A. B. Carlson, p & gm; F. R. Walker, am. 

Carlyle Rubber Co., Inc., 64 Park Pl., New 
York 7, N. ¥. 

H. Visscher, sm; J. Kennaugh, am. 

Carlton Supply Co., Carlton Mfg. Co. Div., 
35 Chapel St., Box 538, Hartford 1, 
Conn. 

(arolina Refractories Co., Box 549, Harts- 
ville, S. C. 

Mary N. Gilbert, p & t; F. R. Bennett, 
vp, s & gm; T. J. Martin, sm; L. F. 
Jenkins, ce. 

Carrier Corp., 300 S. Geddes St., Syracuse 
i. N.Y. 

Cc, Wampler, p; W. Bynum, vp; H. Seid, 
s; F. F. Hoyt, t; L. M. Beals, am. 

Carver Pump Co., 1056 Heushey Ave., Mus- 
catine, Ia. 

Cary Mfg. Co., Churchill St., Paupaca, 
Wisc. 

Cash Valve Mfg. Corp., A. W., 666 E. Wa- 
bash Ave., Decatur, IIl. 

G. B. Madden, p, s & t; D. E, Madden, 
vp; G. W. Madden, vp & am; E. M. Ca- 
hill, sm; R. C. Kirk, sm; G. E. Chaniot, 
ce. 

Central Brass Mfg. Co., 2950 E. 55th St., 
Cleveland 4, O. 

Central States Steel Boiler Co., 5649 W. 
Harrison St., Chicago 44, Ill. 

Century Electric Co., 1806 Pine St., St. 
Louis 3, Mo. 

F. H. Pillsbury, p; R. N. Hill, vp; J. S. 
Pillsbury, s & t; E. S. Moore, sm; L. 
Hirsch, ce; A. Neher, am, 

Century Eng. Corp., 401 Third St., S.E., 
Cedar Rapids, Ia. 

J, A. Lattner, chairman of board; E. J. 
Lattner, p; B. J. Lattner, vp, s & gm; 
L. P. Davis, t; W. S. Moellering, sm & 
am; E. A. Jones, ce. 

Certified Furnace Co., Div, of Stainless & 
Steel Products Co., 1000 Berry Ave., St. 
Paul 4, Minn. 

Chalmers Oil Burner Co., 312 Lumber Ex- 
change Bldg., Minneapolis 1, Minn. 

C. H. Chalmers, gm. 

Champion Bronze Powder & Paint Co., 2526 
W. Van Buren St., Chicago 12, Ill. 
Chandler Co., 804 First Ave., N.W., Box 

151, Cedar Rapids, Ia. 
W. E. Dunshee, p & gm; P. T. Chandler, 
vp & sm; C. W. Chandler, s & t; R. 
Stodola, ce; J. McKay, am. 

Char-Gale Mfg. Co., Anoka, Minn. 

Chase Brass & Copper Co., Inc., 236 Grand 
St., Waterbury 20, Conn, 

R. C. Diehl, p; R. Chase, vp; B. A. Dean, 
vp; W. L. Smith, vp; R. R. Quay, s; J. H. 
Gilbert, t; M. A. Joy, sm; W. F. Aylard, 
ce; E, J. Malvey, am. 

Charter Oak Stove & Range Co., 7734 Hall 
St., St. Louis 15, Mo. 

Chelsea Products, Inc., Chelsea, Mich. 

Chester Cable Corp., 1000 View St., Ches- 
ter, N. Y. 

Chevrolet Motor Div., General Motors Corp., 
General Motors Bldg., Detroit 2, Mich. 

Chicago Pump Co., 622 Diversey Pkwy., Chi- 

cago 14, Ill. 

Chicago Steel Furnace Co., 9326 S, Anthony 
Ave., Chicago we, Zi. 

on F, Leger, p; L. H. Lazar, vp. 
mney Furnace Corp., 400 Stonestreet 

P Ave., Rockville, Md. 

himney Furnace-Western, 2310 Rainier 

o Ave., Seattle 44, Wash. 
imney Sales Corp., 1317 F St., Washing- 

ton4, D. c 

Cini g rtulman, pv: R, D. Thulman, s. 

r Industries, Ine., 244 Herkimer 
St., Brooklyn 16, N. Y. 

Citicn Gene; p; E. Hahn, ce. 

“eg ag Co., Pa., 70 Pine St., New 
~—— Burners Corp., 222 Lakeside Ave., 
Pton Lakes, N. J. 








Clarage Fan Co., North & Porter Sts., Kala- 
mazoo 16, Mich. 


Clark Mfg. Co., 1830 E. 38th St., Cleveland 
14, O. 

Clarkstan Corp., 11921 W. Pico Blvd., Los 
Angeles 64, Calif. 

Clayton & Lambert Mfg. Co., 1701 Dixie 
Hwy, Louisville 10, Ky. 

Clayton Mfg. Co., Box 550, El Monte, Calif. 


Cleaver-Brooks C., 326 E. Keefe Ave., Mil- 
waukee, Wisc. 

J. C. Cleaver, p; F. Hainer, vp; E. Kovic, 
s &t; J. V. Resek, gm; H. J, McCoy, ce; 
F. Hopp, am. 

Cleen Sweep Co., Box 156, S. Lansing 9, 
Mich. 

Clemmey Co., Inc., J. L., Foundry St., 
Mansfield, Mass. 

J. L. Clemmey, Jr., p; M. V. Clemmey, t; 
J. W. Dunn, gm; L. J. Hughes, ce. 

Cleveland Fuel Eqpt. Co., 1111 Brookpark 
Rd., Cleveland 9, O. 

N. F. Hahn, p; J. C. Weinberg, s; J. P. 
Metz, sm; G. A. Short, ce. 

Cleveland Humidifier Co., 7803 Wade Park 
Ave., Cleveland 3, O. 

Climax Flexible Coupling Co., The, 863 E. 
140th St., Cleveland 10, O. 

Climatemaker Slide Rule, The, 1404 E. 
Washington St., Bloomington, Ill. 

Clinton Metallic Paint Co., Clinton, N. Y. 

Coal-O-Matic Co., Main St., Dallas, Pa. 

Cochran Corp., 3131 N. 17 St., Philadelphia 
32, Pa. 

Coleman Co., Inc., The, 250 N. St. Francis, 
Wichita 1, Kan. 

S. Coleman, p & gm; B. Tullis, vp; C. 
Coleman, vp; L. A. Walcher, s; C, B. 
Kuhn, t; C. L. Burrows, sales vp; A. B. 
Newton, ce; J. Warren, am. 

Cole-Sewell Eng. Co., 2288 University Ave., 
St. Paul 14, Minn. 

A. D. Cole, p; H. E, Sewell, vp; H. J. 
Sewell, gm. 

Columbia Boiler Co. of Pottstown, Box 230, 
Pottstown, Pa. 

H. J. Loughney, p; F. I. Boarman, vp; 
R. W. Boarman, s; J. J. Meade, t; V. 
Beno, ce. 

Columbian Steel Tank Co., 1509 W. 12th St., 
Kansas City 1, Mo. 

Columbus Combustion Co., Inc., The, 529 
E. Town St., Columbus, O. 

G. W. Lippincott, p & gm; W. D. Davis, 
vp; E. Carpenter, s; M. V. Acton, t; W. 
H. Pahlman, sm; T. Nagel, ce; J. Boo- 
shaar, am. 

Combination Boiler Co., Benton Harbor, 
Mich. 

Combustion Control Div., Electronics Corp. 
of America, 718 Beacon St., Boston 15, 
Mass. 

A. G. B. Metcalf, p; L. D. Sibley, vp; 
H. D. Peardon, gm; J. C. Legler, am, 
Combustion Eng. Inc., 200 Madison Ave., 

New York 16, N. Y. 

Combustion Service Engineers, 2410 S. 60 

W Allis, Wisc. 
G. I. Murphy, p. 

Combustioneer Div., Steel Products Eng. 
Co., The, 1205 W. Columbia St., Spring- 
field, O. 

J. E. McAdams, p & t; C. P. Meredith, 
vp; R. Yirak, s; H. W. Shirley, gm; 
W. M. Jordon, sm; D, I. Getz, ce; H. M. 
McCool, am. 

Commercial Filters Corp., 2 Main St., Mel- 
rose 76, Mass. 

R. L. Fielding, p; G. Shedd, Jr., am. 

Conco Eng. Works, Heating Div., Mendota, 
Ill. 

H. D. Conkey, p; R. W. Conkey, vp; J. P. 
Gallagher, s; H. B. Goebel, t; S. W. 
Burch, sm; W, A. Schultz, ce; R. W. 
McKenzie, am. 

Concord Oil Corp., One Bay Blvd., Law- 
rence, N. Y. 

Condensation Eng. Corp., 3511 W. Potomac 
Ave., Chicago 51, Ill. 

E. O. Howle, p; B. A. Johnson, vp; W. 
W. Pearson, s; A, J. Frystak, t; W. L. 
Limbert, sm. 

Connelley Co., 3100 Washington Blvd., St. 
Louis 3, Mo. 

Connecticut Refining Co., 105 Water St., W. 
Haven, Conn. 

Conn.-State Furnace Co., Inc., 340 Kossuth 
St., Bridgeport, Conn. 

B. Capozzi, p; E, Daniels, vp; F. Capozzi, 
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s; R. Daniels, t; J. Craig, ce; J. J. 
Oligino, gm, sm & am. 


Connor Eng. Corp., Shelter Rock Lane, 
Danbury, Conn, 


Consolidated Boiler Corp., 126 Dartmouth 
St., Boston, Mass. 


Consolidated Industries, Inc., Bypass 52, 
Lafayette, Ind. 


Conshperes Co., 38 Harrison Ave., New 
Canaan, Conn. 


Continental Air Filters, Inc., 2520 Helm, 
Box 1647, Louisville, Ky. 
W. K. Gregory, p; F. B. Johnston, Jr., 
vp; J. A, Taylor, Jr., s &t; S. S. Emison, 
sales engineer; R. L. Crain, sales engi- 
neer. 
Continental Water Heater Co., 1801 Pasa- 
dena Ave., Los Angeles 3, Calif. 


Cool-ette, Inc., 20080 James Couzens Hwy., 
Detroit 35, Mich. 
Cooper Co., Clark, Inc., Palmyra, N, J. 
C. Cooper, Jr., p; J. S. Cooper, s & gm. 
Coppus Eng. Corp., Worcester 2, Mass. 
Corbman Bros. Co., Inc., 25th & York Sts., 
Philadelphia, Pa, 
J. Corbman, p; A, H. Corbman, sm & am. 
Corlett-Turner Co., 1001 S. Kostner, Chi- 
cago 24, Ill. 
W. D. Corlett, Jr., p, gm & ce; L. Sharp, 
s, t, sm & am. 
Coroaire Heater Corp., 1422 Euclid Ave., 
Cleveland 15, O. 
Corundite Refractories, Inc., Box 416, Mas- 
sillon, O. 
R. W. Rowland, p; E, L. Custer, gm. 
Coughlan Co., G. N., 29 Spring St., West 
Orange, N. J. 
G. N. Coughlan, p & sm; C. H. Wulf, vp, 
gm & am; C. Coughlan, s & t; A. J. 
Page, ce. 
Couplings Co., The, 2205 W. Roosevelt Rd., 
Chicago 16, Ill. 
Cox Mfg. Co., Ridgeville, Ind. 
W. A. Cox, p & gm; P. D. Cox, vp, sm 
& am. 
Crane Co., 836 S. Michigan Ave., Chicago 5, 
Ill. 
Crane Packing Co., 1800 Cuyler Ave., Chi- 
cago 13, Ill. 
K, V. Rohlen, p; C. E, Schmitz, vp & sm; 
C. N. Chandler, s & t; H. Tankus, ce; 
F.. G. Hudson, Jr., am. 
Crise Controls Div., Acro Mfg. Co., 2040 
E. Main St., Columbus, O. 
F. G. McCloskey, p; C. M. Young, s; 
E. A. Guelde, t; E. V. Bishoff, sm; R. T. 
Pounds, ce; F. W. Spencer, am. 
Cristy Specialty Corp., 21 Putman Ave., 
Worcester, Mass. 
Cromwell Printery, Inc., 61 Hudson Ave., 
Albany, N. Y. 
Crotty Mfg. Co., Inc., The, 133-12 35th Ave., 
Flushing, N. Y. 
Mary A. Crotty, p; M. J. Mintern, s & gm; 
M.. J. Crotty, t; A. C. Hart, sm & am; 
C, Major, ce. 
Crotty Mfg. Corp., 133-15 35th Ave., Flush- 
ing, N. Y. 
Mrs. M. A. Crotty, p; M. J. Mintern, s: 
M. J. Crotty, t; A. C. Hart, sm & am; 
C. Major, ce. 
Crown Eng. Corp., Locust St., Keyport, 
N. J 


R. W. Bernard, p. 
Crown Petroleum Corp., 92 Walnut St., 
Hartford, Conn. 
Crown Tank Works, Inc., RR Ave. off Ar- 
lington St., Taunton, Mass. 
H. P, Adams, p; H. Kowalski, clerk, 
W. O. Smith, t & gm. 
Crucible Steel Co. of America, Henry W. 
Oliver Bldg., Pittsburgh, Pa. 
J. Hunter, p; W. H. Wiewel, vp; R. S. 
Poister, vp; K. R. Vogel, s; F. L. Cooper, 
t; J. D. Glenn, sm; D. I. Dillworth, Jr., 
chief metallurgist; M. Stumm, am. 
Cuno Eng. Corp., S. Vine St., Meriden, 
Conn. 
Curtis Refig. Machine Div., 1905 Kienlen 
Ave., St. Louis 20, Mo. 
W. C. Hecker, p; H. C. Morrison, vp; 
M. E. Dank, s & t; E. Wandrey, gm; 
H. J. Nettler, sm; H. K. Hecker, ce; 
A. M, Bono, am. 
Cuthrell Machine Works, 3505 Franklin St., 
Norfolk 6, Va. 
Cutler-Hammer, Inc., 315 N. 12th St., Mil- 
waukee 1, Wisc. 
G. S. Crane, p; P. Ryan, vp; P. S. Jones, 
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vp. sales; ‘TT. C. Wilson, s: ‘Il’. U. Springer, 
t; F. A. Wright, sm; P. B. Harwood, vp, 
eng.; L. P. Niessen, am. 
Cyclotherm Div., United States Radiator 
Corp., 157 E. 1st St., Oswego, N. Y. 
F. V. Garahan, gm: R. P. Leonard, sm; 
A. P. Saha, ce; R, P. Leonard, am, 


D. & C. Eqpt. Co., 10 Edwards St., Hart- 
ford, Conn. 
H. Cohn, owner. 


Damp-Vent Co., 210 17th St., Box 203, Bet- 
tendorf, Ia. 
M. S. Field, C. H, Fladlien, partners. 
‘David’? Automatic Oil Burners, 229 Morse 
St., Camden, N. J. 
Davis Eng. Corp., 30 Rockefeller Plaza, New 
York 20, N. Y. 
A. O. Jaeckel, p; M. C. Spett, s; R. 
Lisson, sm & am; W. H, Thompson, ce. 
Davison Chemical Co., Baltimore, Md. 
Decker Bros., 300 Lincoln Ave., Hawthorne, 
N. J. 
C. J. Decker, p. 
Defender Instrument & Regulator Co., 815 
Clark Ave., St. Louis, Mo. 
Degree Day Systems, 3930 58th St., Wood- 
side 77, N. Y. 
DeLaval Steam Turbine Co., Trenton 2, 


DeLaval Steam Turbine Co., 853 Notting- 
ham Way, Trenton 2, N, J. 
Delavan Mfg. Co., Grand Ave. & Fourth 
St., W. Des Moines, Ia. 
N. B. Delavan, p; W. E. Safris, vp & gm; 
B. S. Goreham, s & t; D. T. Morgenthaler, 
sm; E. O. Olson, ce; R, E. Keene, am. 
Delco Appliance Div., General Motors Corp., 
391 Lyell Ave., Rochester 1, N. Y. 
P. H. Rutherford, gm; W. J. Wagner, 
sm; H. C. Rohr, ce; J. R. Williams, am. 
Delco Products Div., General Motors Corp., 
329 E. First St., Dayton 1, O. 
F.. H. Irelan, gm; F. G. Carpenter, sm; 
M. Funkhouser, ce; W. W. Taylor, am. 
D’Elia Oil Burner Co., Inc., 145 Stratford 
Ave., Bridgeport 8, Conn. 
Delo Screw Products Co., 38 S, Franklin 
St., Delaware, O. 
W. M. Russell, p & gm; W. C. Rybolt, 
vp; C. H. Rystrom, sm, ce, am. 
Delta Heating Corp., 1 Cole St., Trenton 8, 
NJ 


A. L. Nathan, p & gm; R, C. Hauck, vp; 
M. Katske, s; S. Feinberg, t; W. Gold- 
smith, sm; D. Rozlonski, ce; M. Sino- 
witz, am. 
Denver Fire Clay Co., The, 2301 Blake St., 
Box 5510, Denver 17, Colo. 
R. C. Shepard, p; C. L. Johnson, vp- 
sales; J. H, Lentz, vp-production; T. E. 
Graves, s & controller; S. S. Sherman, Jr., 
t; C. L. Johnson, sm, am; I. Wood, ce. 
Des Moines Furnace & Stove Repair Co., 
107 S.W. Second Ave., Des Moines 5, Ia. 
DeSoto Oil Burner Co., 538 S. Queen St., 
York, Pa. 
Detroit Controls Corp., 5900 Trumbell Ave., 
Detroit 8, Mich. 
Dewey Gas Furnace Co., 101 E. Baltimore, 
Detroit 2, Mich. 
Dewey-Shepard Boiler Co., 1311 N. Capitol 
Ave., Indianapolis, Ind. 
G. D. Arnold, p & gm; J. J. Roller, vp & 
t; R. B. Rhoads, sm; B, C. Lee, ce. 
Diamond Instrument Co., North Ave., 
Wakefield, Mass. 
Diamond Iron Works, Inc., 1728 Second St., 
Minneapolis 11, Minn. 
Diamond Power Specialty Corp., Box 415, 
Lancaster, O. 
Dielectric Products Co., Inc., 125 Virginia 
Ave., Jersey City, N. J. 
H. T, Carey, p, t & gm; Betty Krueger, 
s; P. Krueger, sm, am. 
Diesel Burner Mfg. Co., Moosup, Conn. 
W. H. Speer, p; T. L. Zimmerman, Jr., t. 
Diesel Oil Burner Corp. of New York, 105- 
20 New York Blvd., Jamaica 5, N. Y. 
Dillon Steam Boiler Works, Inc., D. M., 
Crocker St., Fitchburgh, Mass. 
A. E. Hess, p; A. J. Parker, vp; B. G. 
Anderson, s; E. K. Haen, t. 
Dixon Boiler Works, 1625 Naud St., Los An- 
geles, Calif. 
Dixon Mfg. Co., 808 Ingleside Ave., Balti- 
more 28, Md. 
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Dodge Div., Chrysler Corp., 21500 Mound 
Rd., Detroit 31, Mich. 
W. C. Newbery, p; L. J. Purdy, vp & 
gm-trucks; W, L. Kessinger, am. 
Doerr Electric Corp., 510 N. 4th Ave., 
Cedarburg, Wisc. 
LA. Doerr; p; EE. J. Doerr, ‘vp; <A. 
Juedes, s; E. Doerr, t; J. H. Park, sm, 
am; H. Ellis, ce. 
Dole Valve Co., 1933 Carroll Ave., Chicago 
12, Ill. 
J. F. Lund, sm; S. G, Phillips, am. 


Domestic Mfg. Co., 201 Westlake, N., Seattle 
9, Wash. 


Dominion Chemical Co., Inc., 11 W. 42nd 
St., New York, N. Y. 
Dongan Electric Mfg. Co., 2987 Franklin 
St., Detroit 7, Mich. 
L. J. Hicks, p. 
Donnelly Products Co., Inc., 29 Mills St., 
Malden 48, Mass. 
M. R. Crowe, p & t: M. A. Crowe, vp; 
M. E. Lynch, s; F, Marshall, gm; J. A. 
Roche, sm; A. Wentzel, ce; J. E. Rendle, 
am. 
Dornback Furnace & Fdry. Co., 724 E. 103d 
St., Cleveland 8, O. 
Dortsch Stove Works, Inc., Franklin, Tenn. 
Dow Chemical Co., The, Midland, Mich. 
Dr. L. I. Doan, p; D. Williams, vp & 
director of sales; C. A. Campbell, s; C. 
A. Gerstacker, t; M. J. Hooker, am. 
Dowagiac Steel Furnace Co., Beeson St., 
Dowagiac, Mich. 
G. D. Woodhouse, p; L. W. Silverthorn, 
vp; A. W. Wick, s, t & am; F. N. Parker, 
sm; M. C. Fletcher, ce. 
Doyle Vacuum Cleaner Co., 225 Stevens St., 
S.W., Grand Rapids 2, Mich. 
Draco Furnace Co., Inc., Morris Field, 
Charlotte, N. C. 
Dravo Corp., Machinery Div., Fifth & Lib- 
erty Ave., Pittsburgh 22, Pa, 
J. K. Beidler, vp & gm; D. R. Berg, sm; 
F. S. McClintock, ce; R. E. Hoierman, 


am. 
Drexel Mfg. Co., 1223 Federal, Philadel- 
phia, Pa. 
Drico Industrial Corp., 559 W. 35th St., 
New York 1, N, Y. 
Ducane Heating Corp., Park Ave., Lincoln 
Park, N.. J. 
Drying Systems, Inc., 1800 Foster Ave., Chi- 
cago 40, Ill. 
Dualtron Co., 322 Perry Hwy., Pittsburgh 
29, Pa. 
Duff, David & Son, 640 Pleasant St., New 
Bedford, Mass. 
Dunham Co., C. A., 400 W. Madison, Chi- 
cago, Ill. 
H. S. Marshall, p; W. Browning, vp; D. 
M. Fairbairn, s; F. E. Schmidt, t; N. F. 
Sorgenfrei, sm; E. Powell, ce; J. O'Neil, 
am. 
Dunkirk Radiator Corp., 85 Middle Rd., 
Dunkirk, N. Y. 
L. N. Murray, p & t; M. C. Reed, vp, 
sm & am; R. E. Reed, s; W. B. Slater, 
ce. 
Duo-Therm Div., Motor Wheel Corp., 111 
W. Mount Hope, Lansing, Mich. 
M. F. Cotes, p; K. Egeler, vp-sales; D. F. 
Jones, ce. 
Duro Dyne Corp., 300 Third Ave., New 
Hyde Park, N. Y. 

Dutton Boiler Div., Hapman-Dutton Co., 
623 Gibson St., Kalamazoo 6, Mich. 
Dwyer Mfg. Co., F. W., Michigan City, Ind. 
F. W. Dwyer, p; J. G. Dwyer, vp; P. W. 

Dwyer, s. 


Eagan Co., Inc., Walter H., 2336-38 Fair- 
mount Ave., Philadelphia 30, Pa. 
Eagle-Picher Co., The, American Bldg., 

Cincinnati 1, O. 
T. S. Shore, p; W. R. Dice, vp & comp- 
troller; R. Serviss, s; C. A. Geist, t; 
G. J. Christner, gm; W. D. Myers, Jr., 
sm-ind’l insulation; D, A. Schmalzl, sm- 
home insulation; W. R. Hughes, ce; E. L. 
Gouedy, am. 
East Coast Co., 141 Milk St., Boston 9, 
Mass. 
Eastern Boiler Co., 436 R Capitol Ave., 
Hartford, Conn. 
A. R. Godbout, p; M. M. Moriarty, vp; 
R. W. Prentice, sm. 


Eastern Products Co., Morganville, N, J, 
L. A. Schultz, owner. 
Eastern Steel Tank Corp., Foot 40 Ra, 
Flushing, N. Y. 
R. D. Brown, p & gm; H. A. Franz, yp, 
t, & sm. 
Eastern Tool Co. of Springfield, Mass., 29 
Worthington St., Springfield 3, Mass. 


Eaton Mfg. Co., 739 E, 140th St., Cleveland. 


Eaton Metal Products Corp., 1301 Willis 
Ave., Omaha, Nebr. 
Eckhart Mfg. Co., Inc., 931 Lehigh Ave. 
Union, N. J. 
Arnold Eckhart, Sr., p; W. E. Eckhart. 
vp & s; A. Eckhart, Jr., sm. 
Eclipse Fuel Eng. Co., 1100 Buchanan St., 
Rockford, Ill. 
A. C. Perks, p; J. H. Sands, vp; D. Adel- 
man, s; K. A. Scharbau, t; A. D. Wilcox, 
vp & sm; D. A. Campbell, ce; J. M 
Quick, am. 
Econ-o-mizer Heating Service Co., Inc., 90 
Broad St., New York 4, N. Y. 
H. A. Smith, p; A. Schlueter, vp; J. H. 
Hoeveler, Jr., Ss. 
Econo Products Co., Inc., East Haddam, 
Conn. 
A. C. Davis, p; J. F. Glump, vp, sm, am; 
J.D. Wilson, s, t& gm; J. S. L. Wharton, 
III, ce. 
Economo Products Co., 17 State St., New 
Yvork'4, N.Y. 
Economic Steel Rack Co., 25 Garvey St., 
Everett, Mass. 
M. R. Godine and L. M. Beckwith, part- 
ners; F. R. Creelman, sm; W., A. Coyle, 
am. 
Economy Lubricating Co., 
Charlestown, Mass. 
T. M. Atkinson, p. 
Economy Pumps, Inc., Div. of C. H. 
Wheeler Mfg. Co., 19th & Lehigh Ave., 
Philadelphia, Pa. 
L. G. L. Thomas, p; E. E. Baker, vp; 
E. Drinkuth, s; L. V. Thomas, t; B.S. 
Tucker, sm; J. M. Gallacher, am. 
Eddington Metal Specialty Co., Eddington, 
Bucks Co., Pa. 
Stanley Czarnecki and Walter V. Czar- 
necki, Jr., partners. 
Edge Moor Iron Works, Inc., Edge Moor 
25, Del. 
Eds-Will Eng., 2816 N. Washteman, Chi- 
cago 47, Ill. 
Edward Valves, Inc., 1200 W. 145th St., E. 
Chicago, Ind. 
Eddy Stoker Corp., 4711 W. North Ave., 
Chicago 39, Il. 
EhCo Heating Specialties, Box 6206, In- 
dianapolis 24, Ind. 
Ejay Baseboard Mfg. Co., 124 Boyd St., 
Winsted, Conn. 
Electric Furnace-Man, Inc., 4th & Furnace 
Sts., Emmaus, Pa. 
F,. Kalmback, Jr., p; M. Lindroth, vp: 
H. J. McCauley, t; W. Herzer, gm; R. B. 
Sechrist, sm & am; F. L. Hilder, ce. 
Electric Hose & Rubber, 12th Lure Sts. 
Wilmington, Del. ’ 
Electric Motor Development Co., Wickliffe, 
O 


6 Temple, 


Electric Motors Service, 6133 Market St.. 
Philadelphia 39, Pa. 

Electric Pipe Line, Inc., 158 Webster Ave. 
Jersey City, N. J. 

W. J. Trabilecy, p & ce; D. Blackmore, 
vp, gm & am; E. J. Maypai, s & t. 
Electrical Components Co., 600 S. 11th St., 

Newark 3, N. J. us 
Electro Machines, Inc., Cedarburg, WIs¢ 
Electro-air Cleaner Co., 1285 Reedsdale St., 

Pittsburgh 33, Pa. 

P. W. Aitkenhead, gm; R. C. Aitkenhead, 
sm; E. L. Baysek, general superintendent 
Electro-Therm, Inc., 931 Selim Rd., Silver 
Spring, Md. 
Electro-Watt, Inc., Aurora at Mercer, Seat 
tle 1, Wash. 
Electro-Watt Industries, Inc., 3501 Port 
land Rd., Salem, Ore. ep 
Electrol Burner Mfg. Co., Inc., 22 Union 
Ave., Rutherford, N. J. 
R. F. Andler, p. is 
Elleon Co., 30 Church St., New York |, 
- e LB 
C. T, Stansfield, p; W. L. Giles, VP: * ™ 
Darress, s; S. T. Pearson, t. 
Ellison Draft Gauge Co., 548 W. Montot 
St., Chicago 6, Tl]. 
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Elmira Steel Co., Chemical Div., 185 Mon- 
tague St., Brooklyn 2, N. Y. 
Emerson Electric Mfg. Co., The, 8100 
Florissant Ave., St, Louis 21, Mo. 
W. R. Persons, p; R. E. Petering, vp &t; 
E. L. O’Neill, vp & gsm; A. C. Dickson, 
ce: C. A. Swanlund, am. 
Empire Chemical Products Co., 10 Long- 
worth St., Newark, N. J. 
F. M. Sevison, p. 
Engel Sheet Metal Equipment, Inc., 3001 
N. Union Blvd., St. Louis, Mo. 
Engineer Co., 75 West St., New York 6, 
Enico Products, 16573 Littlefield Ave., De 
troit 35, Mich. 
Enterprise Engine & Machinery Co., 18th & 
Florida Sts., San Francisco 10, Calif. 
W. E. Butts, p; W. Clausen, vp; W. E. 
Clayton, Jr., s; R. C. Menzel, t; J. H. 
Sheusner, gm; F. R. Belville, sm; C. A. 
Lauderback, ce; C. Woods, am. 
Enterprise Heat & Power Co., 1401 W. 
North Ave., Chicago 22, Ill, 
Equi-Dyne, Inc., 5729 W. Ohio St., Chicago, 
Ill. 
Cc. J. Schmitt, p; A. P. Lump, ce. 
Erie City Iron Works, 1422 East Ave., Erie, 


a. 
F. G. Brinig, p & gm; T. O. Schrader, vp 
& sm; E, Selden, s & t; J. M. Guy, ce; 
E. J. Sullivan, am. 
Erie Meter Systems, Inc., 1602 Wagner Ave., 
Erie 6, Pa. 

Esso Standard Oil Co., 15 W. 51st St., New 
York 19, N. Y. 

Estate-Heatrola Div., Noma Electric Corp. 
of New York, Hamilton, O. 


Ernst Water Column & Gauge Co., Livings- 
ton, N. J. 
Evans Corp., The George, Moline, Ill. 
R. Evans, p; C. R. Evans, vp; F. Myers, 
sm & am. 
Evans Products, Plymouth, Mich. 
Evis Mfg. Co., 40 Boardman PI., San Fran- 
cisco, Calif. 
Everhot All-Copper, Inc., 41 Albion St., Bos- 
ton 18, Mass. 
Ever-Tite Coupling Co., Inc., 254 W. Mth 
St., New York 19, N. Y. 
Ewbank Co., The, 500 Pennsylvania Ave., 
Matamoras, Pa. 
M. E, Ewbank, owner. 
Ex Cel Co., 105 Beeson St., Dowagiac, Mich. 
H. C. Torrey, sm. 
Excell Heating & Air Conditioning Co., 
3715 W. Belmont Ave., Chicago 18, Ill. 
Excelsior Steel Furnace Co., The, 118 S. 
Clinton St., Chicago 6, Ill. 
A. B. Glessner, p; H. W. Mitchell, vp; 
J. S. McDonald, s; H. C. Glessner, t; 
R, C. Carlson, ass’t t; C. Kolar, Plant 
gm; J. S. McDonald, sm & am; C. Holub, 
ass't plant mgr. 


oo 


Faber Eng. Co., Amber & Westmoreland 
Sts., Philadelphia, Pa. 

Fageol Heat Machine Co., 5725 Mt. Elliot 
_ Ave., Detroit 11, Mich. 

Fairbanks Morse & Co., 600 S. Michigan 
; Ave., Chicago 5, Ill. 

Fairchester Oil Co., Inc., 84 S. Water St., 
_ Port Chester, N. Y. 

Fairfield Oil Heating Co., Inc., 612 Steam- 
boat Rd., Greenwich, Conn, 

C. T. Robinson, p & gm; H. C. Dreher, 
vp; I. M. Mahon, s; A. P. Mazza, t; J. 
Smeriglio, sm. 

ar Eqpt. Co., 13th St., New Brighton, 

a. 

Falsington Mfg. Co., Falsington, Pa. 

Falz Mfg., 1930 St. Anthony Ave., St. Paul 4, 
: Minn. 

Fano-Flame Oil Burner Co., 3323 Olive St., 
; Huntington Park, Calif. 

Fargo Foundry Co., Inc., 92 N. P. Ave., 
7 Fargo, N. D. 

Farquhar Furnace Co., The, 230 Owens 
_Ave., Wilmington, O. 
C. L. Sapp, p: E. J. Hiatt, vp; V. G. 
Marconett, s: B. M. Hiatt, t; H. F. Far- 
quhar, ce. 


Farrar & Trefts, Inc., 20 Milburn St., Buf- 
. falo 12, N. Y. 
ray Mfg. Co., 804 E. Cass St., Joliet, Ill. 
G: J. Walsh, p; M. Greenberg, vp; A. E. 
reenberg, s; A. F. Schupp, t & gm; 


N. W. Mueller, sm & am; M. F. Denick, 
ce. 
Fasco Industries, Inc., 255 N. Union St., 
Rochester 2, N, Y. 
Faultless Oil Burner Co., 113-29 Farmers 
Ave., St. Albans 2, N. Y. 
Fedders-Quigan Corp., 57 Tonawanda St., 
Buffalo, N. Y. 
Federal Boiler Co., Inc., Granite & Wests 
Sts., Midland Park, N. J. 
Federal Engineers, Inc., 29 Massasoit Ave., 
Barrington, R. I. 
Federal Oil Burner Co., Inc., 3620 Walnut 
St., Philadelphia, Pa. 
W. A. P. Henninger, p; A. A. Abrahams, 
vp &t; A. M. O’Brien, s. 
Felter Co., John, 1309 Ashland, Houston, 
Tex. 
Fertilene Corp. of America, 251 Central 
Park W., New York, N. Y. 
Field Control Div., H. D, Conkey & Co., 
Mendota, Ill. 
Filtrex Co., 122 E. 42nd St., New York 22, 


Fire Proven Products, 25th St., & Sherwood 
Ave., Baltimre 18, Md. 
Fireline Co., 1800 N. Kingsbury St., Chi- 
cago 14, Ill. 
W. A. Schaefer, p; I. S. Pieters, vp & sm; 
T. J. Barry, am. 
Firewel Co., Inc., The, 3685 Broadway, Buf- 
falo 25, N. Y. 
D. S. Nesbit, p; C. Meidenbauer, vp & t; 
L. G. Parmalee, sm. 
Fisher Eng. Co., 258 35th St., N.E., Wash- 


ington, D. C. 
Fisher Tank Co., 3rd & Booth Sts., Ches- 
ter, Pa. 


Fitzgibbons Boiler Co., Inc., 101 Park Ave., 
New York, N. Y. 
P. K. Addams, p; M. F. May, vp & gen- 
eral sm; G, E. Olsen, vp, New York s, 
sales; J. R. Collette, vp, field sales; A. J. 
Raymo, works manager; G. Nelligan, ass’t 
sm; J. Gadzuk, ce; W. O. Spiess, am. 
Flame Master Co., Inc., 3118 Milwaukee 
Ave., Chicago, Ill. 
Robert Walshin, p, t & ce; F. Ribnek, vp 
& s; J. Goeller, sm; Rose Walshin, am. 
Fleck Co., Haddon Ave. & Line St., Cam- 
den, N. J. 
Flexible Coupling Mfg. Co., 8145 S. Dobson 
Ave., Chicago 19, IIl. 
B. B. Stern, p; A. Stern, vp; J. Reed, 
gm; V. Shank, ce. 
Flexible Tubing Corp., New Whitfield St., 
Guilford, Conn. 
Floral City Heater Co., 402 S. Monroe St., 
Monroe, Mich. 
M. Rosen, p & t; V. B. Morton, vp; L. J. 
Bauer, s & gm; H. N. Dix, sm, ce & am. 
Florence Stove Co., 205 School St., Gardner, 
Mass. 


Fluid Heat Div., Anchor Post Products, 
Inc., 6500 Eastern Ave., Baltimore 24, 
Md. 

Fluid Systems, Inc., 1881 Dixwell Ave., New 
Haven, Conn. 

Ford, Henry, 3511 N. 13th St., Philadelphia 
40, Pa. 

Ford Div., Ford Motor Co., Box 658, Dear- 
born, Mich. 

Forest Cities Fdrys. Co., 2500 W. 27th St., 
Cleveland 13, O. 

Fostoria Pressed Steel Corp., Magnetic 
Pump Div., Fostoria, Ohio, 

R. J. Carter, p; E. L. Bates, vp; E. W. 
Kuhn, sm & am; R. H. Carter, ce. 

Fox, Inc., Chris, 19 Bowhill Ave., Trenton 
10, N. J. 

Fram Corp., 55 Pawtucket Ave., Providence 
16. BR; I. 

Fram Corp., Providence 16, R. I. 

T. H. Belling, p; J. E. Bigwood, vp & t: 
D. E. Glover, s; A. F. Pettet, vp & gm; 
H. E. Robinson, vp-sales; W S. James, 
vp-engineering; L. F. Barnes, am. 

France Refractories Co., J. H., 1905 France 
Rd., Snow Shoe, Pa. 

W. A. France, p; J. C. Bates, vp; Mrs. 
M. G. Bates, s; W. M. Tarman, ass’t t; 
G. Doherty, Headquarters-gm; J. F. 
Myers, sm; J. L. Quick, ce; N. C. Wiggin, 
am. 

Friez Instrument Div., Bendix Aviation 
Corp., 1400 Taylor Ave., Baltimore 4, 
Md. 

L. D. Kiley, gm; J. W. Hammond, sm; 
L. E. Wood, ce; E. M. Talbot, mgr., in- 
dustrial sales. 


RIIYER'S GUIDE & INDUSTRY DIRECTORY 








Fridgidaire Div., General Motors Corp., 300 
Taylor St., Dayton, O. 
M. M. Roberts, gm; L. W. Smith, Com 
mercial sm; J. L. Gibson, ce; I. Wil- 
liams, Commercial-am. 
Front Rank Mfg. Co., 7600 Vulcan St., St. 
Louis 11, Mo. 
R. W. Mellow, p; G. E. Mellow, vp: B. 
Uthoff, ce. 
Fruehauf Trailer Co., 10940 Harper Ave., 
Detroit 32, Mich. 
Fuel Econ-O-Mizer Co., 1 Washington Ave., 
Providence, R. I. 
I, M. Bither, p, t, gm, sm, am; E, P. 
Bither, vp & s. 
Fuel Reduction Corp., 220 N. Ada St., Chi- 
cago 7, IIl. 
Fuel Watchman, Inc., 37 Wall St., New York 
& N: S. 
Fulton Boiler Works, Inc., Box 228, Fulton, 


Fulton Sylphon Div., Robertshaw-Fulton 
Controls Co., Knoxville, Tenn. 
Furblo Co., Hermansville, Mich. 
Future Products Co., 3625 N. Mississippi 
Ave., Portland 12, Ore. 
C. A. Rollins, p. 


_— 


GMC Truck & Coach Div., General Motors 
Corp., 660 S. Blvd., Pontiac 11, Mich. 
Gabriel Boiler & Fabricator Co., 1428 N.W. 
14th, Portland, Ore. 
C. K. Gabriel, p & gm; W. W. Gabriel, s; 
W. E. Gabriel, t. 

Gary Carolina Co., Arlington St., Rocky 
Mount, N. C. 

Gary Steel Products Co., 4400 W. 9th Ave., 
Gary, Ind. 

Gasoilair Eqpt. Co., 137 Thompson St., New 
Haven 6, Conn. 

Gasoline & Oil Eqpt. Co., 224 Bassett St., 
New Haven 11, Conn. 

Gates Rubber Co., 999 S. Broadway, Den- 
ver 17, Colo. 

C. C. Gates, p; L. L. Carroll, sm. 

Gem Clay Forming Co., Sebring, O. 

Gem Giant Oil Burner Co., Inc., Box 186, 
Westmoreland, N. Y. 

Gem Industrial Fuel Oil Burners, Frank- 
fort, Ky. 

Gemlen Chemical Co., 4 Midland Ave., E. 
Paterson, N. J. 

General Automatic Products Corp., 2300 
Sinclair Lane, Baltimore 13, Md. 

General Blower Co., 8606 Ferris Ave., Mor- 
ton Grove, Ill. 

W. W. Meyer, p & ce; W. W. Meyer, IJr., 
vp; R. P. Scott, s, gm, sm & am; W. 
Brinkman, t. 

General Controls Co., 801 Allen Ave., Glen- 
dale 1, Calif. 

General Controls Co., 801 Allen Ave., Glen- 
dale 1, Calif. 

W. A. Ray, p & ce; D. Ray, vp: E. 
Harmer, s; I. H. Nye, t; A. W. Ray, gm; 
J. F. Ray, sm; H. B. Safford, am. 

General Electric Co., 5 Lawrence St., 
Bloomfield, N. J. 

General Electric Co., Apparatus Sales Div., 
1 River Rd., Schenectady 8, N. Y. 

General Electric Co., Appliance Control 
Dept., Wall St., Morrison, Il. 

R. J. Cordiner, p; W. C. Wichman, vp; 
F. H. Holt, gm; W. G. Bagwell, sm; 
G. J. Sheahan, am. 

General Electric Co., Specialty Transform- 
er Dept., 1635 Broadway, Ft. Wayne, 
Ind. 

General Filters, Inc., 43800 Grand River 
Ave., Novi, Mich. 

A. D. Redner, p & gm; R. G. Gregory, 
vp; industrial sm & ce; Mrs. Grace Red- 
ner, s, t, & am; R. A. Redner, vp. 

General Fittings Co., 123 Georgia Ave., 
Providence 5, R. I. 

General Heating Products Co., 1205 Hamil- 
ton St., Philadelphia 23, Pa. 

General Machine Co., Inc., Fourth & Fur- 
nace Sts., Emmaus, Pa. 

General Oil Heating Corp., 322-326 55th St., 
W. New York 2, N. J. 

General Power Plant Corp., 10 St, Paul's 
Pl., Ossining, N. Y. 

General Products Co., Box 661, Fredericks- 
burg, Va. 

H. S. McKann, p; F. Enge, Jr., s: R. C. 
Brillhart, sm. 
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General Refractories Co., 1520 Locust St., 
Philadelphia, Pa. 
L, Y. Greene, p; D. M. Thorpe, vp; M. G. 
Myrelius, s & t; R. E. Longacre, sm; 
A. C. Shape, ce; F. d’Olier, Jr., am. 
General Thriftmaster Products, 1205 Hamil- 
ton St., Philadelphia, Pa. 
General Utilities Corp., 1520 N. Broad St., 
Philadelphia 21, Pa. 
Gerett Co., M. A., 724 Winnebago, Milwau- 
kee 5, Wisc. 
A. Maage, Jr., p; Mrs. D. Maage, s; H. 
H. Piper, vp, t, sm & am; W. Wandrey, 
ce. 
Gerstein & Cooper, Inc., 1 W. Third St., 
S. Boston 27, Mass. 
S. Cooper, p & gm; S. Ingegiveri, vp; 
A. R, DiCicco, s; F. A. Mancuso, t, sm, 
ce & am. 
Gerwin Industries, Inc., 212-214 Spring St., 
Michigan City, Ind. 
A. L. Yeager, p; C. J. Baldwin, vp; D. A. 
Hyer, s; H. G. Brenner, t; L. C. Cotts, sm. 
Gibraltar Corp. of America, Inc., 223 N. 
Ninth St., Brooklyn 11, N. Y. 


Gilbert & Barker Mfg. Co., Cold Spring 
Ave., W. Springfield, Mass. 
I. C. Jacobs, p; T. C. O’Donnell, vp; 
E. A. Sundburg, vp & t; W. S. Hendry, s; 
J. A. MacDonnell, vp-sales; H. J. Lanyon, 
oil heating sm; E, D. Rapisarda, ce; R. B. 
White, am. 
Gillen Co., J. L., 12202 Wormer Ave., De- 
troit 39, Mich. 
H. R. Coon, p; G. C. Scheel, vp & gm; 
M. Hahn,s &t. 


Glasby Mfg. Co., Inc., J. P., 1 Montgomery 
St., Belleview 9, N, J. 

Glasfloss Div., The, Tilo Roofing Co., Inc., 
155 E. 44th St., New York 17, N. Y. 
Glo-Heat Co., 914 Rising Sun Ave., Philadel- 

phia 40, Pa. 


Globe Controls Co., 81 Warren St., Newark, 
N. J. 
Gold Seal Tank Co., Inc., 27 Lowell St., Fall 
River, Mass. 
I. Golden, p & sm; M. Golden, vp, s & t; 
I. Murphy, gm; D. Motta, ce; E. Mor- 
timer, am. 
Golden Flame Mfg. Co., 320-322 Line St., 
Camden 3, N. J. 
Gold Star Oil Burner Mfg. Co., Inc., 146 
Warburton Ave., Yonkers, N. Y. 
F. Sposito, p & sm; J. Sposito, vp; R. M. 
Sposito, s & t. 
Goodrich Oil Burner Mfg. Corp., 106 Whal- 
ley Ave., New Haven, Conn, 
C. O. DeLong, p; R. V. Yohe, vp, sales; 
R. D. Hager, vp, mfg.; E. Stevens, s; 
J. G. Thompson, t; L. Tidball, plant 
manager; H. E, Van Petten, am. 
Goodall Rubber Co., Whitehead Rd., Tren- 
ton 4, N. J. 
Goodyear Tire & Rubber Co., The, 1144 E. 
Market St., Akron, O. 
E. J. Thomas, p; R. S. Wilson, vp; A. E. 
Firestone, s; K, C, Zonzius, am. 
Gorman-Rupp Co., The, 305 Bowman St., 
Mansfield, O. 
J. C. Gorman, chairman of board; H. E. 
Rupp, p; W. Rupp, vp; C. Rupp, s; J. 
Gorman, t; F. Werner, office manager; 
G. Schuchmann, asst sm; D. Kaessen, ce; 
G. Hiett, am. 
Gorton Heating Corp., 546 South Ave., E., 
Cranford, N. J. 
H. A. Feil, p & t; M. F. Klinefelter, s. 
Gould Oil Burner Co., 107 Terrace, Boston, 
Mass. 
Gould Pumps, Inc., Fall St., Seneca Falls, 
NX 


Grainger, W. W., Inc., 118 S. Oakley Blvd., 
Chicago 12, Ill. 
Gramm Trailer Corp., Delphos, O, 
L. Strick, p & gm; W. A. Thomas, vp; 
E. Buxton, s; G. J. Sliter, t; R. L. Town- 
send, sm; G. P. Miller, ce. 
Granberg Corp., 1308 67th St., Oakland 8, 
Calif. 
A. J. Granberg, p; R. C. Anderson, vp, 
sales; K. M. Brown, s & t. 
Grand Island Furnace & Supply Co., Box 
508, Grand Island, Nebr. 
Grant Mfg. Corp., 825 Communipaw Ave., 
Jersey City, N. J. 
Grant Wilson, Inc., 141 W. Jackson Blvd., 
Chicago 4, Ill. 
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Graver Tank & Mfg. Co., Inc., E. Chicago, 
Ind. 
E. N. Gosselin, p; J. E. Swanson, execu- 
tive vp; R. F. Dunn, s &t; S. E. Allen, 
asst gm; W. M. Broxham, vp, sales; L. W. 
Bieker, plant eng.; H. L. Babcock, ce; 
R. F. Millett, am. 
Gray & Dudley Co., 2300 Clifton Rd., Nash- 
ville, Tenn. 
Gray Metal Products, Inc., 30 Carlton St., 
Rochester 3, N. Y. 
Green Colonial Furnace Co., 322 S. W. 3d 
St., Des Moines 7, Ia. 
Green Colonial Furnace Co., 322 S.W. 3d 
St., Des Moines 7, la. 
W. C. Percival, p & gm; L. F. Oline, 
vp & sm; S. A. Percival, Jr.,s & t; R. E. 
Dawson, ce; R. M. Goodman, am. 
Green Fire Brick Co., A. P., Mexico, Mo. 
Green & Hodgson, Inc., 31 Commercial St., 
Providence 5, R. I. 
G. W. Hodgson, p; B. B. Hodgson, t. 
Greene Mfg. Co., A., 3409 N. Hutchinson 
St., Philadelphia 40, Pa. 
A. L. Greene, owner. 
Greenlee Tool Co., 2136 Twelfth St., Rock- 
ford, Ill. 
A. H. Eggers, p & gm; L. H. Geddes, 
executive vp & t; C. G. Wood, s; R. J. 
Samuelson, vp, sales; R. Herrstrum, ce; 
R. E. Brightup, am. 
Greenwood Eng. Co., Inc., 1023 Ridgley St., 
Baltimore 30, Md. 
Grinnell Co., Inc., 260 W. Exchange, Provi- 
dence 1, K. I. 
Gross Aire Mfg. Co., 9416 W. Milton Ave., 
St. Louis 14, Mo. 
H. E, Grossenbacher, p; R. H. Grossen- 
bacher, s & t. 
Guardian Products Corp., 1215 E. Second 
St., Michigan City, Ind. 
H. L. Forgash, p; B. H. Kaplan, vp & t; 
E. B. Krueger, ce. 
Gustin-Bacon Mfg, Co., Tenth & Central 
Cennial Bldg., Kansas City 6, Mo. 


H, & H. Tube Mfg. Co., 245 N. Forman Ave., 
Detroit 17, Mich. 
Hago Products, 1281 Springfield Ave., Ir- 
vington 11, N. J. 
H. J. Harsch, prop. 
Hahn, Arthur Co., 211 Walnut Ave., Hart- 
ford, Conn. 
Hall Eqpt. Inc., 10 Dunbarton Rd., Quincy 
70, Mass, 
W. S. Hall, p. 
Hall-Neal Furnace Co., 1322 N. Capitol Ave., 
Indianapolis 7, Ind. 
F, S. Boone, p; T. Williams, sm; C. 
Bodell, ce. 
Hallmor, Inc., McMurray Rd., Bridgeville, 
Pa. 
Hammell Oil Burning Eqpt. Co., 20 Stevens 
St., Providence, R. I. 
Hamilton Rubber Mfg. Corp., Box 361, 
Trenton 3, N. J. 
A. M. Kahn, p; W. Weintraub, s; O. E. 
Martens, t; L. J. Howell, gm; E. W. 
South, sm; W. W. Wade, ce; R. D. 
Maurer, am. 
Hammond Iron Works, 630 Fifth Ave., New 
York 20, N, Y. 
R. Y. Kopf, p & t; R. E, Kramer, vp, sm 
& am; M. W. Kaltenback, s. 
Handelan Washed Air Co., 4006 Washburn 
Ave., S., Minneapolis 10, Minn, 
Handi Eqpt. Co., 908 Tenth St., Racine, 
Wisc. 
Hano Co., Inc., Phillip, 85 Sargeant St., 
Holyoke, Mass. 
Hannay & Son, Inc., Clifford B., Westero, 
N. Y 


Hansen Tool & Die Co., 1531 S. First St., 
Milwaukee 4, Wisc. 
Hanson-Gates Mfg. Ce., Inc., 8 Prescott St., 
Reading, Mass. 
Hapmann-Dutton Co., 630 Gibson St., Kala- 
mazoo, Mich. 
Harbinson & Co., Inc., J. K., 70 W. Chip- 
pewa St., Buffalo 2, N. Y. 
Harbison-Walker Refractories Co., 1800 
Farmers Bank Bldg., Pittsburgh 22, Pa. 
E. A. Garber, p & gm; E. T. Hile, vp; 
G, F. Cronmiller, s; L. E. Mock, t; C. A. 
Brashares, sm; R. R. Miller, am. 
Hardinge Oil Burner & Mfg. Co., 1770 Ber- 
teau Ave., Chicago 13, Ill. 





Harlon & Hollingsworth Tank Corp., 295 
S. 15th St., Philadelphia, Pa. 


Harner Boiler Corp., 331 Sutter Aye. 
Brooklyn 12, N. Y. ; 
H. Seidner, p. 


Harsch & Co., H., 230 Tuscan Rd., Maple- 
Wood, N. J. 
Mrs, H. Mueller, owner. 


Hart & Cooley Mfg. Co., 500 E. 8th St., 
Holland, Mich. 
Hart Heat Div., Avery Farm Machinery 
Co., Foot of Junction St., Peoria 2, til. 
E, K. Smith, L, F. Smith, W. I. Overend, 
partners. 
Harvey, Chester T., 130 Cheyenne Trail, 
Portsmouth, Va. 
Harvey, Inc., Sid, 100 E. Mineola Ave., Val- 
ley Stream, N. Y. 
S. Harvey, p; L. Harvey, vp &s; J. R. 
Ziminski, vp & gm; L, Lewis, t; L. Algar, 
sm; G. Bernard, ce; H. Ruehl, am. 
Harvey-Whipple, Inc., 2155 Columbus Ave., 
Springfield, Mass. 
Hasko Utilities Co., 879 Tenth Ave., New 
York 19, N. Y. 
J. Kohart, gm; C. C. Kohart, sm; A, §, 
Kohart, ce; R. A. Kohart, am. 
Hastings Air Conditioning Co., Inc., 108 S, 
Colorado Ave., Hastings, Nebr. 
Hastings Instrument Co., Inc., Hampton, 
Va. 
C. E, Hastings, p & ce; Mary C. Hastings, 
vp & am; J. M. Benson, vp; R. T. Doyle, 
s & sm; H. A. Samet, t & gm. 
Hauck Mfg. Co., 124-136 Tenth St., Brook- 
lyn 15, N. Y. 
M. E. C. Gerdes, p; T. C. Petty, vp; C. 
W. Hanlon, s; D. S. Clark, sm; G, J. 
Jonas, am. 
Hayden Heater Co., Inc., Goldsborough St., 
Easton, Md. 
S. J. Hayden, p & gm; D. P. Corrigan, vp: 
D. Brenner, s; J. K. Munhall, sm; H. H. 
Rice, ce. 
Haydon Products Corp., 3815—9th Ave., 
New York, N. Y. 
H., Dannemann, p. 
Hays Corp., The, Box 299, Michigan City, 
Ind. 
P. T. Sprague, p; P. A. Sprague, vp; 0. 
Ziegler, s & t; W. Riggs, sm; A. 
Soller, ce; P. B. LeBoeuf, am. 
Hayward Mfg, Co., 505 Court St., Brooklyn 
31. N.Y. 
Hayward Oil Burner Corp., 86 Kirkland St., 
Cambridge 38, Mass. 
R. W. Campbell, p, gm, sm, ce & am; 
R. E. Skladzien, vp; O. Leonard, s; Mrs. 
J. L. Gifford, t. 
Healy-Ruff Co., 2255 University Ave., St. 
Paul 14, Minn. 
Heat, Inc., 460 W. Larned St., Detroit 26, 
Mich. 
Heat Controller, Inc., 316 Elm St., Manitou 
Beach, Mich. 
J. A. Knight, p & t; J. W. Wertenbeger, 
vp &s; P. Wingert, gm. 
Heat Timer, Inc., 657 Broadway, New York 
12) N.Y. 

E. J. Zeitlin, p; L. Leighton, ce; A. 
Abraben, am. E 
Heatcraft Co., 419 W. Main St., Louisville 

2, Ky. 
Heating Eqpt. Mfg. Co., 600 Indiana St., 
San Francisco, Calif. 
Heating Specialties, Inc., Baltimore 29, Md. 
Heatlox Furnaces, Inc., 1725 Jefferson St., 
Tacoma, Wash. 
Heet-Master Products Co., 2251 Kirk Ave. 
Baltimore 18, Md. ; 
Heil Co., The, 3000 W. Montana St., Mil- 
waukee 1, Wisc. : 
J. F. Heil, Sr., p; A. F. Meyer, G. W: 
Kuhlman, W. E. Curran, L. W. Conrad, 
J. G. Eimermann, J. D. Barclay, R. © 
MacDonald, A, E. Magee, vp’s; T. 4 
Burgess, dir. of tank sales; J. F. Heil, 
Jr., sm, tank div.; G. E. Hochstein, sm, 
heating, cooling div.; G. Rea, ce, tank 
div.; R. King, ce, heating, cooling div.: 
D. E. Fricker, am. 1 

Helman Chimney Sales Co., J, H., Nationa 
Bank Bldg., Fredericksburg, Va. 

Henry Furnace Co., The, Medina, 0. 
C. A. Olsen, p; E. P. Hays, vp; J. Crom 
bie, vp & sm; F. E. Johnson, vp; A. * 
Damm, t; J. S. Garber, am. St 

Henwood Associates, Roy M., 149 Cedar 5" 

New York 6, N. Y. 
Henszey Co., Watertown, Wisc. 
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Herco Oil Burner Corp., 














131-5 Locust St., 
Lancaster, Pa. 

J. H. Stauffer, p; P. M. Metzger, vp; 
Cc. R. Herr, s & t; H. B. Rohrer, gm. 
Hercules Chemical Co., Inc., 332 Canal St., 

New York 13, N. Y. 

Hershey Motorstokor, Inc., Manheim, Pa. 
J. F. Dickie, p & t; J. D. Wentz, vp & 
gm; W. Webster, s; A. T. Bertolette, sm. 

Hershner Mfg. Co., 1024 S. Edgar St., York, 


Pa. 
H. R. Hershner, owner. 

Hess Co., 1855 S. 54th Ave., Chiesgo 50, Ill. 
B. M. Hess, np: Cc. WW. Hess, vp &s; R. B. 
Carr, vp & gm; C. W. Henderson, t; A, L. 
Anderson, sm; R, A. Hess, ce. 

Hewitt-Robins, Inc., 666 Glenbrook Rd., 

Stamford, Conn. 
T. Robins, Jr., p; B. T. Moffatt, exec vp; 
A. Goodyear, vp; R. A. Nilsen, vp; H. 
van Thaden, vp; E. B. Gardner, vp & t; 
H, Schaefer, s; F. Griffith, sm; E. Lebo, 


am. 
Hidy Co., Elmo D., 6919 Montgomery Rd., 
Cincinnati 36, O. 
Elmo D. Hidy, owner. 
Hillier’s Oil Heating Co., Lodi, Wisc. 
Hodge Boiler Works, 99-111 Summer St., E 
Boston 28, Mass. 

Hoff Mfg., Johnson Rd., Bethany, Conn. 
C G Hof, p & t: F. A. Hoff, vp; C. 
Tallberg, s; E. Surprise, gm; A. Godbout, 
sm; I, Clark, ce; H. Johnson, am. 

Hoffberger Co., Monument & Forrest Sts., 

Baltimore 2, Md. 
Hoffman Specialty Mfg. Corp., 1700 W. 10th 
St., Indianapolis, Ind. 
N. D. Skinner, p; R. J. McCracken, vp; 
W. W. Dillon, sm; A. O. Roche, Jr., ce. 
Holan Co., J. H., 4100 W. 150th St., Cleve- 
land 11, O. 
J. H. Holan, p; I, L. Young, vp; W. J. 
Boehmert, t; V. H. Warner, sm; H. J. 
Roche, ce. 
Hold-Tite Valve Mfg. Co., 852 Rogers Ave., 
Brooklyn 26, N. Y. 

Holland Furnace Co., Holland, Mich. 

Holly Mfg. Co., 875 S. Arryoa Pkwy, Pasa- 

dena, Calif. 

Holsclaw Bros., Inc., 

Evansville, Ind. 
C. H. Holsclaw, p; W. F. Miller, ass’t 
s & sm. 

Home Furnace Co., 280 E. Sixth St., Hol- 

land, Mich. 

Home Furnace & Fdry. Co., Coldwater, 

Mich. 
HomEase Products Div., Bogue Elec. Mfg. 
Co., 52 Iowa Ave., Paterson, N. J. 
E. P. Schinman, p; J. Herbst, vp; A. L. 
Schinman, s & t; H. Kafafian, gm; W. 
Guttenburg, ce; N. Hudson, am. 

Homestead Valve Mfg. Co., Box 348, Coraop- 

olis, Pa. 

Hoover Co., The, Kingston-Colney Div., 68 

Brook Ave., N. Plainfield, N. J. 


408 N. Willow Rd., 


Hopkins Voleanic Specialties, Inc., 1094 N. 
Union Ave., Alliance, O. 
Hoskinson Free Heater, Inc., 248-47 Ja- 


maica Ave. Bellerose, NN: ¥. 
S. W. Hennessy, Jr., p; F. Hoskinson, sm. 
Hotsteam Heater Co., 6927 Quincy Ave., 
Cleveland, O. 
Howell Eng. Corp., Box 111, Oregon, Ill. 
bas 4 Corp., 1250 W. 76th St., Cleveland 2, 


R. S. Geddes, p; D. H. Gearheart, D. E. 
Lawson, R. E. Wilcox, vps; C. A. ‘Albers, 
8; W. A. Giddens, t. 

Huss Oil Burner Accessories Corp., Dela- 
van Ave. & Beach St., E. Port Chester, 
Conn. 

Hydraline Products Div., 
Corp., 18538 Mack Ave., 
Mich. 

— Co., 1319 Utica Ave., Brooklyn 

Hyle Oil Burner Co., 
Catonsville, Md. 

Hy-Lo Burner Co., Inc 
dington, Pa. 

m., V. Czarnecki, Jr., p; C. B. Wells, vp. 

yzer & Lewellen, Southampton, Pa. 
John L, Lewellen, owner. 


Borg-Warner 
Detroit 36, 


Frederick & Dutton, 


Bristol Pike, Ed- 


lilinois Tron & Bolt Co., 
ee Chicago 5, Ill. 
K. Child, p; J. Test, vp; 


914 S. Michigan 
Pp. W. 





Rauschert, s; J. M. McClintock, gm & 
am; J. M. Mullaney, sm; J. Rath, ce. 
Illinois Testing Laboratories, 420 N, LaSalle 

St., Chicago 10, Il. 
Imperial Brass Mfg. Co., 
St., Chicago 7, Ill. 

F. C. Shafer, p; W. C. Musham, vp; F. G. 
Harris, s; F. C. Shafer, t; C. H, Benson, 
sm; G. E. Franck, director of engineer- 
ing; M. L. Warder, am; E. F, Todd, sales 
promotion manager. 
Ingersoll Conditioned Air Div., 
Warner Corp., 760 E. Vine St., 
mazoo, Mich. 

Ingersoll Steel Div., Borg-Warner Corp., 
310 S. Michigan Ave., Chicago 4, Ill. 
Ingersoll-Rand Co., 11 Broadway, New 

York 4, N. Y. 
D. R. Lowry, p; R. H. Johnson, vp; L. 
Hopton, s; R. L. Carpenter, t; H. G. 
Conkey, sm; A. W. Loomis, am, 
Independent Register Co., 3747 E. 93d St., 
Cleveland 5, O. 
Inland Steel Products Co., 
waukee 1, Wisc. 
Industrial Supply, Inc., 7 Broad St., Hudson 
Falls, N. Y. 
R. S. Haviland, p, t, sm & am; M. G. 
Haviland, vp; F. W. McGinley, s; R. Neff, 
gm & ce. 
Instrument Laboratory, Inc., 
Ave., W., Seattle, Wash. 
Insulating Castable Corp., 130 W. Pleasant 
St., River Rouge 18, Mich. 
James R. Crosby, p & sm; Joseph Mc- 
Micken, vp; E. N. Wash, s, t, & gm; J. R. 
Crosby, sm; E. West, ce. 
Insulating Refractories Co., 
Rafael, Calif. 
B. Maschal, gm; G. W. Maisac, sm; C. B. 
Graham, ce. 
Insulation & Refractories Co., 12 W. Main 
St., Williamson, N. Y. 
C. H. Miller, gm & sm. 
International Boiler Works Co., The, 20 
Birch St., East Stroudsburg, Pa. 
J. B. Kingsley, p; M. Hebard, Jr., as- 
sistant to president; S. B. Strausser, s; 
H. S. Evans, t; C. C. Boushell, sm; G. 
Stabenow, ce. 
International Heater Co., 101 Park Ave., 
Utica 2, N. Y. 
H,. F. Randolph, p; M. Wheeler, vp; D. 
G. Hoffman, s & t; J. J. Hildebidle, sm; 
W. L. Riehl, ce. 
International Metal Hose Co., Div. of Ga- 
briel Co., 1523 E. 45th St., Cleveland 3, 
oO. 
International Oil Burner Co., 3800 Park 
Ave., St. Louis 10, Mo. 

S. J. Heiman, p & gm; T. L. Brown, vp 
& sm; G. Larsen, t: J. L. Heiman, ce. 
International Register Co., 2620 W. Wash- 

ington Blvd., Chicago 12, Ill. 
A. M. Kinney, p; E. J. Bohnen, vp; H. 
Woodward, s; J. C. Griffin, t; H. H. 
Rosenheim, sm; D. Stolle, ce; R. W. 
Mueller, am. 
International Sales Co., 2045 Evans Ave., 
San Francisco 24, Calif. 
Iron City Chemical Co., Glycalator Div., 
Valencia, Pa. 
Iron Fireman Mfg. Co., 3170 W. 106th St., 
Cleveland 11, O. 
W. F. Strong, p; F. S. Hecox, vp & t; 
C. C. Craft, s; C. T. Burg; vp, Iron Fire- 
man sales; E. C. Webb, vp, selectemp 
sales; D. Wright, ce; D. Wylie, am, 
Iron-Hide Sales Co., Dock St., Matawan, 


1200 W. Harrison 


Borg- 
Kala- 


Box 393, Mil- 


934 Elliott 


Box 322, San 


Island Tank & Equipment Co., Montauk 
Hwy., Bayport, N. Y. 


J. H. Windels, owner. 


saul 


Jackson Co., Byron, Box 2017, Terminal 

Annex, Los Angeles, Calif. 

E. S. Dulin, p; R. Harcus, vp, gm; W. 
H. Wiese, s & t; L. C. Kimball, sm; C. 
Blom, ce; R. Barrett, am. 

Jackson & Church Co., 407 S. Hamilton St., 

Pag og Mich. 

Stuart, p; L. S. Redford, vp; Miss E. 
erry t:; H. Beck, gm; F. C. Adams, 
sm; A. Drouillard, ce. 

Jacuzzi Bros., Inc., 5327 Jacuzzi Ave., Rich- 
mond, Calif. 
Jaden Mfg. Co., Inc., 

Hastings, Nebr. 


1601 W. Second St., 
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Jan-Air, Inc., Richmond, III. 


Janitrol Heating & Air Conditioning Div., 
Surface Combustion Corp., 400 Dublin 
Ave., Columbus 16, O. 

F. H. Adams, p; C. B. Phillips, vp; A. J. 
Buckenmyer, s & t; R. A. Bell, gm; H. C. 
Gurney, sm; J. I. Trimble, ce; E. N. 
Hilliard, am. 


Jefferson Electric Co., 910 S. 25th Ave., 
Bellwood, Ill. 
E. J. Bennan, p; V. E. Lee, s; W. S. 
Minter, t; J. J. Brogan, sm; W. Ander- 
son, ce; J. J. Archibald, am. 


Jenkins Eng. Co., 518 Virginia St., Seattle 1, 
Wash. 


Jettronaire, Inc., 1100 E. Warrington.Ave., 
Pittsburgh 10, Pa. 
J. W. Proie, Sr., p, gm & sm; J. W. 
Proie, Jr., s &t. 


Johns-Manville, Inc., 22 E. 40th St., New 
York 16, N. Y. 


Johnson Corp., The, 805 Wood St., 
Rivers, Mich. 
R. O. Monroe, p & gm; J. W. Hieronymus, 
vp & ce; C. L. Reed, s & t; R. W. Got- 
schall, sm & am. 

Johnson Co., S. T., 940 Arlington Ave., Oak- 

land, Calif. 
D. E. Johnson, p; L. Jacobs, vp; H. V. 
Flynn, s; E. E. Jensen, gm; R. P. Johns- 
ton, sm; A. Dimick, ce. 

Johnson Heater Corp., 1 Winnisimmet St., 

Chelsea, Mass. 
K. S. Johnson, Sr., p; K. S. Johnson, Jr., 
gm. 

Johnson Service Co., 507 E. Michigan St., 

Milwaukee, Wisc. 

Johnston Bros., Inc., Ferrysburg, Mich. 
J, F. Johnston, p; J. H. Johnston, vp & 
t; J. F. Johnston, Jr., vp; M. E. Johns- 
ton, s; R. J. Berwald, sm. 

Jordon Eng. Co., Hartford, Wisc. 

Jungers Stove & Range Co., Grafton, Wisc. 


Three 


K-G Mfg. Corp., Box 67, Center Valley, Pa. 
Kalamazoo Furnace & Appliance Mfg. Co., 
100 Rochester, Kalamazoo, Mich. 

C. C. Whitcomb, p; S. C. Salter, ce. 
Kalmide Chemicals, Inc., 17 E. 42nd St., 
New York 17, N. Y. 
Kam Water Heater Mfg. Co., Inc., 239 Ala- 
bama Ave., Brooklyn, N. Y. 
J. Layton, p & s; B. Kamen, vp; D. Wein- 
berger, t; S. Trebatch, gm; E. Seltzer, 
sm; O. Newmayer, ce; J. Layton, am. 
Karr Range Co., Seventh & Harrison St., 
Belleville, Ill. 
Karyall Body, Inc., 8221 Clinton Rd., Cleve- 
land 9, O. 
Kauffman Air Conditioning Corp., 4505 
Oliver St., St. Louis 8, Mo. 
Kaustine Furnace & Tank Corp., Perry, 
N.Y. 
J. B. Mollnow, Sr., p; J. B. Mollnow, 
JF: .8 
Keeler Co., E., 238 West St., Williamsport, 
Pa. 
H. R. Sloatman, p & sm; O. W. Kopp, vp: 
R. S. Krebs, s & t; G. W. Crawford, gen- 
eral works manager; J. W. Wallin, ce; 
R. E. Foresman, am. 
Keeney Mfg. Co., 1170 Main St., 
ton, Conn. 
W. A. Keeney, p; B. M. Hanna, s & t: 
J. D. Hanna, gm; W. S. Morrissey, sm & 
am. 
Keith Furnace Co., 2601 Dean St., Des 
Moines, Ia. 
Keil’s, 1000 E. 12th St., Wilmington, Del. 
Kemix Laboratories, West Springfield, Pa. 
G. A. Frantz, vp, gm & am; B. C. Tuni- 
son, s & t. 
Kenite Laboratory, 23 Samson Ave., Madi- 
son, N. J. 
Kennard Corp., 
Louis 17, Mo. 
S. M. Kennard, ITI, p; W. B. Jones, Jr., 
vp, s & gm; F. G. Bietsch, t; B. M. Mc- 
Dougall, sm & am; F. W. McKenna, ce. 
Kennedy Tank & Mfg. Co., Inc., &33 S. 
Summer Ave., Indianapolis 27, Ind. 
Kent Co., Inc., The, 348 Canal St., Rome, 
N. X. 
Kerner Chemical Co., Inc., 570 Peninsula 
Blvd., Cedarhurst, N. Y. 
B. Kerner, p. 


Newing- 
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Kewanee-Ross Corp., 101 Franklin St., Ke- 
wanee, Ill. , 
W. B. Russell, p: E. M. Palmer, vp; E. F. 


Wickham, s & t: C. E. Bronson, vp, 
product eng.; C. K. Ferguson, am. 
Key Co., Box 494, E. St. Louis, Ill. 
B. S. Gross, p; G. A. Miller, vp; P. W. 
Smith, s. 
King Boiler & Furnace Co., Shade Gap, Pa. 
King Chemical Co., 31 New Haven R., R. 
St., Mt. Vernon, N. Y. 
J. Rosenman, p; P. Fack, s; M. Schwartz, 
sm; W. H. Lawrence, ce. 
King Eng. Co., Box 440, Ann Arbor, Mich. 
Kingsley Mfg. Co., Inc., 420 Howard Ave., 
New Haven, Conn. 
D. J. Kaufman, p. 
Kinsley Burner & Machine Co., 55 Sims 
Ave., Providence, R. I. 
I S. Low, p &t; T. F. Low, vp, gm; 
G. Riley, ce; J. Macks, am. 
Kisco Boiler & Eng. Co., 2414 DeKalb St., 
St. Louis 4, Mo. 
W. L. Kisling, Sr., p; A. B. Schlesinger, 
vp & sm; C. Erber, am. 
Klaff & Sons, 443 E. 100 St., Brooklyn 36, 
Kleen-Heet, Inc., 1823 Carro!l Ave., Sub- 
sidiary of Automatic Burner Corp., Chi- 
cago 12, Ill. 
Kleer-Kleen Mfg. Co., 
Hayward, Calif. 
Cc. A. Curtis, p; J. W. Buttery, vp & t; 
R. W. Rutherford, s; A. H. Banks, sm; 
E. E. Sanders, ce. 
Kleer Products Co., Box 36, St. Johns Sta., 
Brooklyn, N. Y. 
J. J. Levine, p; N. Abrams, vp. 
Kleenwit Chemical Co., Corner Golden & 
Mystic Ave., Medford, Mass. 
Klemm Automotive Products Co., 1718 N. 
Damen Ave., Chicago 47, Ill. 
E. R. Klemm, Jr., p, t & ce; P. E. Klemm, 
vp & s: P. J. Steffen, am. 
Klippel Valves, Inc., 1075 
Hamilton, O. 
Klug & Sons, F. H., 
Joseph, Mich. 
F. Klug, p; N. Klug, vp; E. C. Klug, s &t. 
Knox Stove Works, Inc., Box 1031, 2016 
Ailor Ave., Knoxville 7, Tenn. 
Kohler Co., Kohler, Wisc. 
H. V. Kohler, p; O. A. Kross, exec. vp; 
C, J. Kohler, 8; A. A. Braun, t; A. G. 
Zibell, sm; E. J. Biever, ce; R. C. Angel- 
beck, am. 
Kolb Refractories Co., Meadow & Jackson 
Sts., Philadelphia 48, Pa. 
Kol-Master Corp., First & Madison, Ore- 
gon, Ill. 
R. E. Bressler, p, t & gm; A. FE. Bressler, 
vp; J. C. Reed, s. 
Kopp Nozzle Products, 36 Newark Way, 
Maplewood, N. J. 
Kor Corp., Div. of Oxi Corp., 600 W. 9th 
Ave., Gary, Ind. 
G. F. Walters, p; M. L. Walter, vp; C. H. 
Wolters, s; C. Ehlers, am. 
Koven & Bros., Inc., L. O., 154 Ogden Ave., 
Jersey City 7, N. J. 
Ko-Z-Aire, Products, Inc., 401 Coolbaugh 
St., Red Oak, Ia. 
C. W. Burton, p; J. Case, vp, J. Gross, s; 
J. Titus, t; T. E. Carson, eastern sm; 
R. T. Demarest, western sm; D. Wooden, 
ce; T. May, am. 
Kraissl Co., The, 229 Williams Ave., Hack- 
ensack, N. J. 
F. Kraissl, Jr., p & ce; H. J. Norostrand, 
vp; R. C. Michel, s; Alice L. Kraissl, t; 
L. E. Mills, vp. 
Kramer Trenton Co., 
Trenton, N. J. 
Kraus, Charles E., Mfg. Co., 1225 8 St., 
Louisville 2, Ky. 
Kresky Mfg. Co., Inc., Second & ‘‘H”’ Sts., 
Petaluma, Calif. 
C. A. Miller, p; E. Patterson, s; C. 
Holmes, gm; H. J. Ferris, sm & am; 
B. C. Watts, Jr., ce. 
Kresno-Stamm Co., Inc., 115 W. Palisades 
Blvd., Palisades Park, N. J. 
Krieg, Victor J., Inc., 611 Broadway, New 
Zzore 12 N.Y. 
V. J. Krieg, p. 
Kritzer Radiant Coils, Inc., 2901 Lawrence 
Ave., Chicago 25, IIl. 
Krueger-Sentry Gauge Co., Inc., 1056 W. 
Mason St., Sta. A., Green Bay, Wisc. 
W. S. Krueger, p; A. F. Krueger, vp; 


140 Orchard Ave., 


Lincoln Ave., 


609 Water St., St. 
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P. J. Hendrickson, s & t; J. F. Wilhelm, 
gm. 
Kunkle Valve Co., 119-121 S. Clinton St., 
Fort Wayne 2, Ind. 
L. Fox, partner & gm; E. C. Pequignot, 
vp & asst. mgr.; W. L. Sexton, sm & am. 


stiles 


L-O-F Glass Fibers Co., 1810 Madison Ave., 
Toledo 2, O. 
R. H. Barnard, p; J. M. Johns, vp & gen. 
sm; W. B. Hullhorst, ce; W. L. Whit- 
comb, am. 
Laclede-Christy Products Co., 812 Arcade 
Bidg., St. Louis 1, Mo. 

Laco Oil Burner Co., Inc., Griswold, Ia. 
C. T. Cocklin, p & ce; R. L. Cocklin, vp, s, 
t, gm, sm & am. 

Lake Chemical Co., 3052 W. Carroll St., 

Chicago 12, Ill. 
Lammert & Mann Co., 215 N. Wood St., 
Chicago 12, Ill. 

Lamson Oil Corp., 335 Allen Ave., Provi- 
dence 5, R. I. 

Lancaster Heat Transfer Co., Inc., 123 De- 

Kalb Ave., Brooklyn 1, N. Y. 

Landow Bros., 145 Quinnipiac St., Walling- 

ford, Conn. 

LaSalle Oil Burner Co., Inc., 3615 Stone 

Way, Seattle 3, Wash. 
H. J. Cutler, p & gm; W. D. Howard, sm. 

Lattner Mfg. Co., Cedar Rapids, Ia. 

Lau Blower Co., 2007 Home Ave., Dayton, O. 
H. W. Faulkender, p; T. I. Bird, vp; 
R. L. Perkins, s; C. Hubbard, t: W. 
Morrisey, sm; W. H. Wentling, ce; B. 
Epstein, am. 

Lawler Automatic Controls, Inc., 453 N. 

MacQuesten Pkwy, Mt. Vernon, N. Y. 
J. R. Lawler, p; James R. Lawler, vp; 
R. C. Smith, Sr., s, t &sm; A. J. Meyers, 
ce. 

Lawson Mfg. Co., 300 N. Lexington Ave., 

Pittsburgh 8, Pa. 

Leahy Mfg. Co., 1804 E. 8th St., Los An- 
geles 21, Calif. 

Lee Corp., 1001 Tatnall St., 

Del. 

Leeson Air Conditioning Corp., 

Meyers Rd., Detroit 27, Mich. 
T. F,. Leeson, p; H. B. Livermore, vp; 
P. D. Leeson, s; O. Lobb, sm. 

Leffel & Co., The James, 426 East St., 

Springfield, O. 

Leggitt Co., S. H., 302 E. Michigan Ave., 

Marshall, Mich. 

S. H. Leggitt, p; P. L. Phillips, vp & am; 
M. E. Leggitt, s & t. 

Lepick Heater Co., 1742 Fourth Ave., S. 

Seattle 4, Wash. 

Leisur-Maid Mfg. Corp., 338 Wealthy St., 

S.W., Grand Rapids 3, Mich. 

Lennox Furnace Co., 200 S. 12th Ave., Mar- 

shalltown, Ia. 

J. W. Norris, p; ©:.C.. Booth, s & t: 
L. Larson, gm; B. Cook, sm; R. Merrill, 
am. 

Lexington Corp., 10 Milk St., Boston, Mass. 
M. S. Lurio, p; A. T, Schultz, vp; L. J. 
Comeau, Jr., clerk; D. A. Robinson, t. 

Lewis & Co., Inc., Joseph E., 1307 Carroll 

St., Baltimore 30, Md. 

W. W. Saunders, p; J. R. McDonald, vp 
& gm; H. M. Spates, s, t & ce. 

Libert Machine Co., 324 N. Roosevelt, 

Green Bay, Wisc. 

Lientz & Co., B. P., 210 W. Eighth St., Box 

2275, Kansas City 42, Mo. 

Lifetime Mfg. Co., Pemberville, O. 

Lima Register Co., The, 651 N. Baxter St., 

Lima, O. 

H. R. Pataky, sm & am. 

Lincoln Brass Works, Inc., 2051 12th St., 

Detroit 16, Mich. 

Lincoln Furnace Co., Hawthorne, N. J. 

Lincoln Furnace Co., Inc., 230 Goffle Rd., 

Hawthorne, N. J. 

L. J. Studnicky, sm. 

Linden Metal Specialty Co., 217 Van Buren 

St., Anoka, Minn. 

Lindmere Tube Co., 1500 E. 219th St., Cleve- 

land 17, O. 

Lindy Heaters, Inc., 2370 Hoffman, Bronx, 


Wilmington, 


14631 


O. Lindy, p, gm, sm & am; L. R. Moray, 
vp & ce; S. Silberstein, s; A. Weiland, t. 
Lipman Refrig. Div., Yates-American Ma- 
chine Co., Beloit, Wisc. 





Liquidepth Indicators, Inc., 43-22 Tenth St. 
Long Island City 1, N. Y. 
D. Bierman, chairman; A. Bierman, p: 
N. M. Milair, vp & s; J. A. Jawett, vp & 
ce. 
Liquidometer Corp., 41-03 36th St., Long Is- 
land City 1, N. Y. 
C. A. DeGiers, p; H. C. Cullinan, vp & 
sm; W. Brodil, s; H. Kurowski, t; A. 
Wickesser, ce; G. Nistal, am. 
Liquilawn, Inc., 11 W. 42d St., New York 
36, N.Y. 
J. Coopersmith, p; J. Rechter, vp; G. 
Terk, vp; D. Wolynski, vp: A. Terk, s: 
A. Shvetz, t; J. M. Bess, sm. 
Liquidvision Gauge & Control Corp., Box 
51, Oceanside, L. I., N. Y. 
J. J. Cosgrove, p; M. S. Cosgrove, vp: 
W. F. Cosgrove, s; C. Hansen, gm; C. E. 
Moriarty, sm. 
Little Burner Co., Inc., H. C., Woodland & 
Dubis, San Rafael, Calif. 
H. C. Little, p; Mrs. F. Varner, vp; J. L. 
Martinelli, s; L. L. Little, t; A. D. Suther- 
land, sm & am; W. A. Conrad, ce. 
Livingston, Inc., Marshall, Mich. 
Lockformer Co., The, 4615 W. Roosevelt 
Rd., Chicago 50, Ill. 
Loline Steel Boiler Co., 228 S. Penn St., 
Allentown, Pa. 
Lonergan Mfg. Co., 704 N. Clark St., Albion, 
Mich. 
Long Mfg. Co., Inc., Tarboro, N. C. 
Lookout Boiler & Mfg. Co., Manufacturers’ 
Rd. & Compress St., Chattanooga 1, 
Tenn. 
H. H. Peek, Jr., p; J. M. Haley, vp: 
B. W. Hawks, sm. 
Lord Mfg. Co., 1635 W. 12th St., Erie, Pa, 
Louthan Mfg. Co., The, E. Liverpool, O. 
H. T. Marks, p; C. W. Gerster, vp; G. S. 
Beck, asst. s & t; F. A. Layne, sm; S. 
Kupchinsky, supt. 
Louvra Mfg. & Sales Co., 
Ave., Union, N. J. 
M. E. Cawthorne, p; B. C. Rochelle, s; 
C. C. Cawthorne, am. 
Lovejoy Flexible Coupling Co., 
Lake St., Chicago 44, IIl. 
M. W. Dangel, p & t; W. B. Briggs, vp; 
C. F. Hennesy, vp; C. B. Briggs, vp; 
G. E. Dickens, s; M. W. Briggs, sm; R. M. 
Vermier, ce; F, M. Allen, am. 
Loxaire Corp., 1725 Jefferson Ave., Tacoma, 
Wash. 
Lundt, Inc., Ernest, Little Falls, N. J. 
Luty Furnace Mfg. Co., 8747 Lyndon Ave., 
Detroit 21, Mich. 
Lynch Co., Inc., The, 6000 N.E. Union Ave., 
Portland 11, Ore. 
Lynn Products Co., 17 Willow St., Lynn, 
Mass. 
E. K. Priest, p; E. C. Leach, vp; R. H. 
Illingworth, t; W. G. Chapman, sm. 


1019 Jeanette 


4812 W. 


MP Research Corp., 2 McKee St., Floral 
Fearn, N.Y. 
P. A. Parente & Louis Mancueo, owners. 
Macleon Co., Bogen St., Cincinnati 22, O. 
MacLeod & Henry Co., Inc., 357 First St., 
Troy, N.Y. 

McCabe-Powers Auto Body Co., 5900 N. 
Broadway, St. Louis 15, Mo. 

McCorkle Co., D. H., Sixth & Bancroft 
Way, Berkeley, Calif. 

McDonald Mfg. Co., A. Y., 12th & Pine Sts., 
Dubuque, Ia. 

D. L. McDonald, p; J. M. McDonald, Jr., 

vp & t; A. Y. McDonald, s; R. L. Hassel- 

quist, gm; M. B. MacNeille, sm; A. 0. 

Payne, ce. 

McDonnell & Miller, Inc., 3500 N. Spauld- 
ing Ave., Chicago 18, Ill. 

E. N. McDonnell, p; J. Beach, s; J. Solon, 

t; N. W. Swanson, sm; L. Kmeicik, ce: 

G. LeRoi, am. 

McGillis Service Eng., 1554 Main St., Brock- 
ton, Mass. : 

McGraw Electric Co., Loneran Mfg. Div. 
704 Clark St., Albion, Mich. 

S. J. Lonergan, p; S, J. Lonergan, Jr. 

vp; D. W. Russler, s & t; J. R. Lonergan, 

sm; A. E. Kline, ce; R. McIntosh, 2m. 
McKee Air Conditioning Co., 3861 Fremont 
Ave., N. Minneapolis 12, Minn. 
McLarty Systems, 2600 Dickman Rd., Bat 
tle Creek, Mich. 
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McQuay, Inc., 1601 Broadway St., N.E., 
Minneapolis, Minn. 

McPherson Furnace & Eqpt. Co., 401 8th 
Ave., N., Seattle, Wash. 

H. J. Cutler, p & gm; W. D. Howard, sm. 

McRay Products of Calif., 6808 Melrose 
Ave., Los Angeles 38, Calif. 

Mack Motor Trucks Corp., 350 Fifth Ave., 
New York 1, N, Y. 

Madden Corp., The, 1543 Morse Ave., Chi- 
cago 26, Ill. 

Madden Brass Products Co., 948 Oliver Ave., 
Box 444, Aurora, Ill. 

M. B. Madden, p; J. Brinda, gm; R. H. 

Lacart, ce. 

Madsen Service, 3549 Nicollet Ave., Minne- 
apolis 8, Minn. 

A. Madsen, owner; R. E, Carlson, gm; 

M. H. Ingualdson, sm. 

Magic Chef, Inc., 1641 S. Kingshighway 
Blvd., St. Louis 10, Mo. 

Magnaflow Pump Corp., 7 Elm St., West- 
field, N. J. 

Magnetrol, Inc., 2110 S. Marshall Blvd., 
Chicago 23, Ill. 

F. H. Schaub, p; R. F. Schaub, vp & t; 
C. H. Anderson, s; L. E. Stybr, sm & am; 
B. L. Binford, ce. 

Magnex Corp., 90-28 Van Wyck Express- 
way, Jamaica 18, N, Y. 

Maid-O-Mist, Inc., 3217 N. Pulaski Rd., Chi- 
eago 41, Ill. 

O. V. Woolley, p; H. J. Carr, vp; J. A. 
Madden, sm. 

Majestic Co., Inc., The, 245 Erie St., Hunt- 

ington, Ind. 

K. F. Triggs, p; D. A. Purviance, vp & 
gm; R. D. Hall, vp & sm; R. T. Lininger, 
s: O. K. Zeigler, t; C. A. Morgan, ce. 

Major Oil Burner Co., 2123 N. Broad St., 

Philadelphia 22, Pa. 
Makomb Steel. Products Co., Div. of Globe 
American Corp., Macomb, Iil. 
Malleable Iron Fittings Co., Branford, 
Conn. 
Malleable Steel Range Mfg. Corp., Cherry 
St., South Bend 21, Ind. 
Malloy Machine Corp., 3435 N. Western 
Ave., Chicago, Ill. 
Mammoth Furnace Co., The, 509 Vandalia 
St., St. Paul 4, Minn. 
R. J. Scheu, p: W. A. Matheson, Jr., vp: 
D. Rupp, vp; H. J. Collins, s. 
Manning & Lewis Eng. Co., 28-42 Ogden St., 
Newark 4, N. J. 
H. A. Lewis, p; W. Veit, s; H. G. Gamble, 
sm & am; J. DeLorenzo, ce. 
Manville Boiler Co., Ine., Hackettstown, 
1 A 
B. Mandelburg, p; H. L. Mandelburg, vp; 
R. Mandelburg, s & t; A. Frank, sm; S. 
Smith, ce. 
Marathon Electric Mfg. Corp., Cherry & 
Randolph Sts., Wausau, Wisc. 
J. J. Wall, p; R. V. Jones, vp & sm; 
R. Geisel, am. 
Marco Industries, Inc., 786 Terrace Blvd., 
Depew, N. Y. 
Mar-Coil Heater Co., 200 Paterson Plank 
Rd., Union City, N. J. 
N. Marcus, p; G. Marcus, s; A. Marcus, 
gm; M. Marcus, sm. 
ee Metal Products Corp., Marietta, 
a. 
J. Hancock, p; P. Commaker, asst. s & t: 
J.C. Campbell, gm; P. Miller, ce. 
Marine Electrolysis Eliminator Co., 617 
Dearborn St., Seattle, Wash. 
Marlo Coil Co., 6135 Manchester Ave., St. 
Louis 10, Mo. 

Marlow Pumps, Box 566, Ridgewood, N. J. 
E. J. Gossett, p; A. S. Marlow, vp & gm: 
C. E. Pullum, t; A. F. Woods, sm; A. C. 
Stratton, ce; G. U. Miller, am. 

Marnis Oil Co., Inc., 255 Exterior St., New 

York 5, N. Y. 
Marquart Mfg. Co., 1241 High St., Oakland, 
Calif. 
Marsh Corp., Jas. P:, 
Skokie, Il. 
Martin Fan & Blower Co., 4634 W. 21st Pl., 
Chicago 50, II. 
W. J. Martin, p & gm; J. G. Legner. vp: 
V. Martin, s & t. 
Martin Tube Benders, W. H., Box 692, 
Owensboro, Ky. 
Marvel Eng. Co., 625 W. Jackson Blvd., 
Chicago 6, Ill. 


3501 Howard St., 


BUYER'S GUIDE & INDUSTRY DIRECTORY 


Mason Machine Co., Inc., 817 E, King St., 
York, Pa. 

Master Appliance Mfg. Co., 532 4th St., 
Racine, Wisc. 

Master Automatic Oil Burner Co., Iowa & 
Division Sts., Kansas City 3, Kan. 


Master-Craft Supply Co., Haverstraw, N. Y. 
H. Goldberg, p; A. Bigot, sm & am. 
Master Equipment Corp., Box 55, Dayton 
1,’ © 


Maxon Permix Burner Co., 210 E. 18th St., 
Muncie, Ind. 
H. R. Maxon, Jr., p & gm; L. F. Crouse, 
vp, sales; H. M, Hayes, s & t; C. W. 
Rothhaar, sm; R. H. Yeo, ce; R. L. 
Manor, am. 
May Fuel Oil Corp., 1500 Russell St., Balti- 
more 30, Md. 


Mayflower Air Conditioners, Inc., Duluth 

Ave. & E. Seventh St., St. Paul 6, Minn. 

C. O, Butler, p; E. J. Davidson, vp, t & 

gm; C. H. Seidl, s; L. J. Payin, sm & 
am; J. M. Wilson, ce. 


Mayne Products Co., 324 Harries Bldg., 
Dayton 2, O. 
Mead Cornell & Co., Box 2683, 16912 Lake- 
wood Hgts. Blvd., Cleveland 7, O. 
Mears-Kane-Ofeldt, Inc., Div. of S. T. John- 
son Co., Church Rd., Bridgeport, Pa. 
D. E. Johnson, p; R. P. Johnston, vp; 
W. C. Strange, s; L. Jacobs, t. 
Measurements Methods Co., 845 Chicago 
Ave., Evanston, Ill. 

Mechanical Products Co., 1723 First Ave., 
S., Seattle 4, Wash. 

Mechanical Steel Tubing Corp., 3815 9th 
Ave., New York 34, N. Y. 

H. Dannemann, p: F. Rankin, s & t; W. 

McDermott, gm; S. Wiener, ce. 
Mel-Gauge Co., The, Box 126, Sta. A, New 

Haven, Conn. 

J. Mele, p. 

Mercoid Corp., 4201 W. Belmont Ave., Chi- 
cago 41, Ill. 

H. Courteol, p & gm; J. W. Owens, vp & 

sm; J. F. Chambliss, s: T. Crawford, t; 

I, E. McCabe, ce; V. S. Krale, am. 
Mercury Supply Co., 410 Fairview, Elm- 

hurst, Ill. 
Meilicke Systems, Inc., 3458 N. Clark St., 
Chicago 13, Ill. 

C. A. Meilicke, p. 

Meriam Instrument Co., 10920 Madison Ave., 
Cleveland 2, O. 
J. B. Meriam, Jr., p & gm; A. A. Hejduk, 
vp; A. G, Harden, t; L. E. Rogers, sm & 
am: J. Zrimac, ce. 
Merit Oil Heating Corp., 526 N. High St., 
Mt. Vernon, N. Y. 
Messer Co., Ine., The, 629 Central Ave., 
Newark 7, N. J. 

G. H. Messer, p; H. C. Messer, s & t. 
Metal Hose & Tubing Co., Dover, N. J. 
Metalizing Co. of America, 3520 W. Carroll 

Ave., Chicago 24, Ill. 
Metalmaster Corp., 66 Elm St., Newark, 
N. J. 

E. M. Peters, p; S. I, Peters, s; C. I. 

Bacheller, ce. 

Metro Oil Burner Mfg. Co., Ine., Glendale 
Village, Easthampton, Mass. 

R. Muszynski, p; V. Muszynski, asst. t; 

T. Muszynski, t. 

Metromatic Oil Burner Co., 21 Henderson 
St., Everett 49, Mass. 

S. Santoro, p; F. D’Angelo, vp & t: B. W. 

Cosentino, s. 

Mettler Co., Inc., The, 4366 Worth St., Los 
Angeles 63, Calif. 

Mexico Refractories Co., Love & Cole Sts., 
Mexico, Mo. 

Meyer Furnace Co., The, 1300 S. Washing- 
ton, Peoria 2, Ill. 

F. L. Meyer, p & gm: R. M. Wallis, vp: 

G. E, Meyer, s & t: W. A. Cook, sm & 

am: J. J. Boland, ce. 

Michigan Burner Co., 18392 Fitzpatrick 
Ave., Detroit 28, Mich. 

Michigan Tank & Heater Corp., 14247 Tire- 
man Ave., Dearborn. Mich. 

J. J. Cheviron, p: C. Wagner. vp: L. F. 

Hess, s, t & gm: E. J. Vallier, sm & 

am: H. C. Baity, ce. 

Midco Register Corp., 1059 Grand Ave., St. 
Paul 5, Minn. 

Middleton & Meads Co., Inc., 11 E. Lee St., 
Baltimore 2, Md. 

Miller Co., The, 99 Center St., Meriden, 
Conn. 








Miller-Harris Instrument Co., 601 E. Ogden, 
Milwaukee, Wisc. 
J. L. Harris, p, t, gm, sm, ce & am; 
R. H. Evans, s. 
Miller Product Co., 3046 Cedar Rd., Hwy. 
127, Lansing, Mich. 
W. W. Miller, gm; B. T. Beaumont, sm. 
Milwaukee Electric Tool Corp., 5316 W. 
State St., Milwaukee 7, Wisc. 


Milwaukee Valve Co., The, 2375 S. Burrell 
St., Milwaukee 7, Wisc. 
R. W. Johnson, p; R. H. Ludwig, vp & 
gm; A. Stollenwerk, s; A. Albert, t; W. 
Ellingboe, sm; J. J. Lucas, ce; H. Welch, 
am. 
Minit Spray Corp., Merchandise Mart 
Plaza, Chicago 54, Ill. 
Minneapolis-Honeywell Regulator Co., 2753 
Fourth Ave. S., Minneapolis 8, Minn. 
P. B. Wishart, p; A. M. Wilson, vp; C. C. 
Buckland, s; B. Wood, t; T. McDonald, 
sm; G. E. Seidel, ce; H. D. BisselJ, am. 


Mission Appliance Corp., 12611 S. Green- 
shaw, Hawthorne, Calif. 
Missouri Boiler & Sheet Iron Works, 23rd 
& Papin Sts., St. Louis 3, Mo. 
W. A. Talkacz, p; H. C. Gill, vp, t & ce; 
F. C. Stuckman, s & sm; H. J. Rose, gm; 
P. F. Maruska, am. 
Mitchell Mfg. Co., 2525 N. Clybourn Ave., 
Chicago, Il. 
Modern Die & Machine Co., 166 Pleasant 
St., Boston 25, Mass. 
B. Shivek, p; H. Vershbow, t; D. Versh- 
bow, gm. 
Modine Mfg. Co., 1500 DeKoven Ave., Ra- 
cine, Wise. 
Cc. T. Perkins, p; A. F. Thompson, vp; 
E. G. Rutherford, s & t; O. Desmond, 
sm; M. J. Druse, am; W. R. McMahon, 
ce. 
Monarch Mfg. Works, Inc., 2501 E. Ontario 
St., Philadelphia 34, Pa. 
T. W. Murphy, p; E. B. Frame, gm. 
Monarch Range Co., 715 N. Spring St., 
Beaver Dam, Wisc. 
Monogram Products Co., Inc., 731 N. 35th 
St., Philadelphia 4, Pa. 
R. C. Eisentrager, p & t; H. P. Paist, vp, 
sm & am: R. Haydock, s & ce. 
Monsanto Chemical Co., Merchandising 
Div., 800 N. 12th Blvd., St. Louis 1, Mo. 
R. A. Gardner, sm; E. L. Weil, ass’t. 
sm; E. H. Sieber, am. 
Montag, Inc., 2011 N. Columbia Blvd., 
Portland 17, Ore. 
R. T. Montag, Sr., p; R. T. Montag, Jr., 
vp & gm; H. A. Montag, s & t; A. W. 
Stremich, sm & am; W. A. Deahl, ce. 
Moore Business Forms, 900 Buffalo Ave., 
Niagara Falls, N. Y. 
Moore & Kling, Inc., 51 Melcher St., Bos- 
ton 10, Mass. 
E. M. Kling, p, t & gm; H. P. Kling, vp; 
Cc. D. Tuckerman, vp; R. E. Phillips, s. 
Morris Couplings & Clamp Co., 46 Duncan 
Ave., Elwood City, Pa. 
Morheat Corp., 700 E. Kalamazoo St., 
Lansing 12, Mich. 
A. F. Renz, p & gm; R. A. Renz, vp: 
L. Field, s; M. Blumenthal, t; W. Mc- 
Kinstry, sm; C. T. Kern, ce. 
Morrison Bros. Co., 24th & Elm Sts., Du- 
buque, Ia. 
W. N. Glab, p: A. J. Kasel, vp: W. N. 
Ziepprecht, s & ce; J. D. Glab, t & gm; 
W. W. Dauner, sm & am. 
Morrison Products, Ine., 16816 Waterloo 
Rd., Cleveland, O. 
Morrison Steel Products, Inc., 601 Amherst 
St., Buffalo 7, N. Y. 
S. Morrison, p; M. J. Kohnstamm, vp; C. 
O. Rainey, s & t: I. Morrison, gm: W. E. 
Duffy, sm; D. Grant, ce; C. A. Stahlka, 
am. 
Morse-Smith-Morse Co., The, 165 Dexter 
Ave., Watertown 72, Mass. 
W. L. Belknap, III, p; V. S. Anderson, s; 
W. A. Haist, Jr., t: R. P. Johnston, sm. 
Mortemp Div., Mechanical Products Mfg. 
Co., 1727 First Ave., S., Seattle 4, Wash. 
C. E. Schinman, owner; D., E. Schinman, 
manager. 
Motorola, Inc., 4545 W. Augusta Ave., Chi- 
cago, Ill. 
Motor Wheel Corp., Lansing 3, Mich. 
Mt. Hawley Mfg. Co., Mt. Hawley Airport, 
Peoria 4, Ill. 
W. A. Hale, p & ce: R. E. Sullivan, sm. 
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Mueller Uo., 512 w. Cerro Cordo, Decatur, 
Ill. 

Mueller Climatrol, Div. of Worthington 
Corp., 2005 W. Oklahoma Ave., Milwau- 
kee 15, Wisc. 

H. P. Mueller, p & t: H. P. Mueller, Jr., 
vp; E. Ovshak, s; F. J, Nunlist, vp, sales; 
O. Ress, ce; J. Reock, am. 

Mueller Steam Specialty Co., Ine., 40-20 
22d St., Long Island City 1, N. Y. 
Muench Laboratories, Inc., 4555 Delmar 

Blivd., St. Louis 8, Mo. 

Mulkey Co., J. F., Box 216, Bedford, De- 
troit 10, Mich. 

Multiplex Mfg. Co., Berwick, Pa. 

Mund Boilers, Inc., 1600 N. Indiana St., 
Los Angeles 63, Calif. 

C. J. Mund, p; H. B. Brown, s, sm & am; 
J. Riggins, ce. 


“‘Na-churs”’ Plant Food Co., 421 Monroe St., 
Marion, O. 
H. A. Petrich, p; T. Martin, gm; J. D. 
House, Jr., am. 
Nash Eng. Co., 307 Wilson Ave., S. Nor- 
walk, Conn. 
National Airoil Burner Co., Inc., 1278 E. 
Sedgeley Ave., Philadelphia 34, Pa. 
E. P. Bailey, p; J. F. Straitz, vp; W. A. 
Horko, s & sm; A. C. Schnitzler, t. 
National Aluminate Corp., 6216 W. 66th PIl., 
Chicago 38, Il. 
National Boiler Protector Co., 928 Reibold 
Bldg., Dayton 2, O. 
National Fuel Conservation Co., Inec., 257 
Battle Ave., White Plains, N. Y. 
E. R. Fiske, p; W. F. Haviland, vp & 
gm; M.A, Crozier, s & t. 
National Grille & Register Co., 3167 E. 80th 
St., Cleveland 4, O. 
National Heater Co., Inc., 2182 Cleora Ave., 
St. Paul 4, Minn. 
National Home Eqpt. Co., 50 Church St., 
New York 7, N. Y. 
National Modulation Co., 2720 N. Hwy. 61, 
St. Paul 9, Minn. 
C. H. Peters, gm. 
National Oil Corp., 3d & Maury Sts., Rich- 
mond, Va. 
National Oil Burner Co., Inc., 614 Bergen 
St., Brooklyn 17, N. Y. 
E. Wolf, p. 
National Radiator Co., The, 221 Central 
Ave., Johnstown, Pa. 
T. B. Fock, p; L. N. Hunter, vp; C. M. 
Baumgardner, vp; L. L, Hotsenpiller, vp; 
R. W. Bolsinger, s; C. J, Philage, am. 
National Steam Pump Co., 701 W. Johnson, 
Upper Sandusky, O. 
National Steel Construction Co., 301 Water 
St., Logansport, Ind. 
D. Eisinga, Sr., p (Seattle office); W. R. 
Smith, Jr., vp & sm; F. N. Killien, s 
(Seattle office); L, V. Johnson, controller; 
D. Eisinga, Jr., plant manager. 
National Steel Construction Co., 500 Myrtle 
St., Seattle 8, Wash. 
National Super Service Co., 1946 N. 13th St., 
Toledo 2, O. 
National Visa-Clean Co., Inc., 5201 Roland 
Ave., Baltimore 10, Md. 
T. A. Smith, p & sm, 
Neptune Meter Co., 19 W. 50th St., New 
York 20, N. Y. 
D. E. Broggi, p: W. Smith, vp; R. W. 
Ballantine, s & am; A. A, Hanson, t; 
J. J. Carroll, sm. 
Nesbitt, Inc., John J., State Rd. & Rhawn 
St., Philadelphia 36. Pa. 
Nesco, Inc., 201 N. Michigan Ave., Chicago, 
Til. 
New-Aire Blower Co., Inc., 25425 John R. 
St., Royal Oak, Mich. 
E. Newville, p; J. Newville, s. 
Newark Controls Co., 15 Ward St., Bloom- 
field, N. J. 
C. S. Neben, p; B. A. Hicks, vp & ce: 
E. Neben, s; F. B. Hickstein, t. 
New England Carbide Tool Co., Inc., 60 
Brookline St., Cambridge, Mass. 
New York Air Valve Corp., 1850 Atlantic 
Ave., Brooklyn 33, N. Y. 
New York Blower Co., 3155 Shields Ave., 
Chicago 16, Ill. 
New Yorker Steel Boiler, Ine., Bethlehem 
Pike, Colmar, Pa. 
Mrs. E. S. Hillman, p & t: H. Hillman, 
vp, s &sm; R. Amey, gm. 
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Niagara Furnace Div., Forest City Foun- 
dries Co., 2500 W. 27th St., Cleveland 
13, O. 
W. J. Strangward, p; W. P. Strangward, 
vp: D. M. Marshman, s; W. C. Kremser, 
t & am; C. F. Seelbach, gm; I. E. Seith, 
sm; R. H. Leisenheimer, ce. 
Niagara Machine & Tool Works, 637-697 
Northland Ave., Buffalo 11, N. Y. 
F. E. Munschauer, Sr., p & gm; G. E. 
Munschauer, vp & t; F. E. Munschauer, 
Jr., vp & works mgr.; E. D. Heinz, s; 
F. A. Reed, sm; L, S. Platous, ce; H. E. 
Carson, am. 
Niles Steel Tank Co., 713 Wayne St., Niles, 
Mich. 
A. E. Wood, p: J. W. Wood, vp, t, gm & 
ce: L. R. Wood, s, sm & am. 
Noble Fuel Oil Burner Co., 1326 N. Ash- 
land, Chicago 22, Ill, 
Nock Fire Brick Co., The, 1221-1243 E. 55th 
St., Cleveland 3, O. 
Nola Oil Burner Co., 3608 Howard Ave., 
Box 1404, New Orleans 5, La. 
Norman Chemical Co., 1700 Roblyn Ave., St. 
Paul, Minn. 
J. J. Kelly, p & t; N. C. Nemo, vp; Mary 
Laychan, s; J. V. Kelly, am. 
Norman Products Co., 1150 Chesapeake 
Ave., Columbus 8, O. 
Norse Boiler Co., Inc., Stelton Rd., New 
Market, N. J. 
P. L. Olesen, p; A. D. Boone, vp; R. J. 
Olesen, s: F. D. Pillett, t; H. Jensen, gm. 
North American Mfg. Co., 4455 E. 71st St., 
Cleveland 5, O. 
N. H. Davies, p & sm; E, Fox, t; Z. D. 
Bassett, s; R. Neville, gm; O. Lutherer, 
ce; J. Mull, am. 
Northern Controlled Heat Co., Inc., 555-7 
Factory Sq., Watertown, N. Y. 
Northern Fuel Control, 4200 Cedar Ave., S., 
Minneapolis, Minn. 
S. P. Gillies, p; E, P. Gillies, vp & t; 
C. M. Bitterlich, ce. 
Northern N. J. Oil Co., 369 Riverside Ave., 
Newark, N. J. 
Northwest Fdry. & Furnace Co., 2345 S.E. 
Gladstone St., Portland 2, Ore, 
D. W. Stokes, p; W. R. Pindell, vp, gm 
& am; A. J. Christoperson, s & t; R. R. 
Atkinson, sm: H. Anders, ce. 
Northwest Heating, Inc., 1944 N. Lombard, 
Portland, Ore. 
Northwest Metal Products, Inc., 55 Spokane 
St., Seattle 4, Wash. 
J. F. Parker, p & gm; A. F. Parker, vp; 
S. F. Parker, s; V. R. Forgey, sm; P. P. 
Metz, ce. 
Northwest Mfg. Co., Mitchell, S. D. 
L, ‘G. Stransky, p; F.. A. Tinan,; vp: M.. J. 
Gilmore, s; L. G. Peterson, sm. 
Norwalk Air Conditioning Corp., The, 138 
Water St., S. Norwalk, Conn. 
H. C. Dreher, p & gm; L. D. Downs, vp, 
sm & am; M. Dreher, s & t. 
Norwalk Tank Co., 10 N. Water St., S. 
Norwalk, Conn. 
Novelty Steam Boiler Works, Inc., Clare & 
Kloman Sts., Baltimore 30, Md. 
A. W. Mund, p; D. H. Sherwood, vp; 
H. C. Meacham, ass’t t; R. H. Meacham, 
gm; R. B. Meacham, sm. 
Nu-Way Corp., The, 2416 Fourth Ave., Rock 
Island, Ill. 
W. F. Klockau, p: O. K. Gipple, vp; 
M. L. Griffiths, s; J. E. Rettke, ass’t t; 
A. E. Olsen, sm. 


witli 


OPW Corp., 2735 Colerain Ave., Cincin- 
nati 25, O. 
G. B. Richards, p; E. W. Darenkamp, t; 
R. W. Gronauer, sm: W. D. Boone, ce. 
Oakland Fdry. Co., Florida & ‘‘A’’ Sts., 
Belleville, Ill. 
O’Brien Steam Specialty Co., Ine., 205 
Harrison St., Syracuse 2, N. Y. 
O’Halloran Industries, 12305 Turner Ave., 
Detroit 4, Mich: 
E. O’Halloran, p & gm; F. Moore, s; C. 
LaValley, sm. 
Ohio Brass Co., 380 N. Main St., Mansfield, 
O 


G. L. Draffan, p: J. M. Strickler, vp; 
E. H. Brown, s; W. J. Springer, t; R. A. 
Black, gm; L. J. Ott, sm; J. T. Lusignan, 
ce; R. A. LeFevre, am. 
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Ohio Electric Mfg. Co., 5400 Dunham Rd. 
Maple Hts., O. 
C. Bland, p & gm; H. Richards, vp & t: 
I. Ribicoff, s; J. Patz, ce. 
Ohio Valley Hardware & Roofing Co., 300 
Fourth Ave., Evansville 2, Ind. 
Omaha Stove Repair Works, Ine., 1206 
Douglas St., Omaha, Nebr. 
C. J. Peter, p; Mrs. A. M. Peter, s & t: 
W. J. McSorley, gm; J. L. Morley, sm: 
E. M. Schiltz, am. 
Oneida Heater Co., Inec., 109 N. Warner St., 
Oneida, N. Y. 
Oil Electric Co., 1930 University Ave., St. 
Paul 4, Minn. 
C. E. Johnson, owner. 
Oil Eqpt. Laboratories, Ine., 600 Pear! St., 
Elizabeth 4, N. J. 
Oil Eqpt. Mfg. Co., Inc., 3100 Vermont Ave., 
Louisville 11, Ky. 
Oil Eqpt. Mfg. Corp., 169 Derby Ave., New 
Haven, Conn. 
S. J. Horton, p & sm; A, J. Alderman, s, 
t & sm; R. Duckwall, gm; P. Cohen, ce. 
Oil Heating Economy Corp., 1214 Benning- 
ton St., E. Boston, Mass. 
E. B. Glendenning, p; C. A. Cook, Jr., 
s; C. B. Soper, sm; S. C. Paterson, ce. 
Olsen Co., Arthur A., Canfield, O. 
A. A. Olson, p; H. A. Tolerton, vp; E. A. 
Runge, s & t. 
Olsen Mfg. Co., The, C. A., Elyria, O. 
C. A. Olsen, p; E, P, Hayes, vp & sm; 
E. R. Downe, vp & ce; A. J. Damm, t; 
J. S. Garber, am. 
Ontario Iron Works, Inec., 522 Maple Ave., 
Pulaski, N. Y. 
O. B. Olmstead, p; A. E. Olmstead, sm. 
Oran Co., 2222 S. Third St., Columbus 7, O. 
H. W. Kelly, p & gm; W. L. Van Ness, 
vp; G. B. Marshall, s & t; J. E. Ledger, 
sm & am; A. H, Andries, ce, 
Oregon Woodcraft Co., Box 74, 2925 S.E. 
Allen Ave., Beaverton, Ore. 
Oronite Chemical Co., 38 Sansome St., San 
Francisco 4, Calif. 
Orr & Sembower, Inc., Morgantown Rd., 
Reading, Pa. 
F. H. Klein, p & gm; W. K, Davis, s &t;: 
W. B. Firman, sm; E. A. Burt, ce; S. D. 
Distelhorst, am. 
Oswald Refractories Co., Inc., 117 N. Mera- 
mec Ave., St. Louis 5, Mo. 
H, Oswald, p & t; H. Hempe, vp; H. 
Simpson, s. 
Oster Laboratories, Oak Ridge Rd., Ellen- 
ville, N. Y. 
E. Oster, p; R. Indich, vp & t; L, Indich, 
s; G. Lucks, gm & ce; G. E. Lucks, sm & 
am. 
Otto Boiler Co., 1905 Clearlake Ave., Spring- 
field, Ill. 
Overhead Heaters, Inc., 1612 Book Bldg., 
Detroit 26, Mich. 
T. E. Trese, p & gm; L. J. Perron, vp. 
Owens-Corning Fiberglas Corp., Wayne 
Bldg., Toledo 1, O. 
OXI Corp., Box 485, 600 W. 9th Ave., Gary, 
Ind. 
OX’O-Gas Co., 120 E. 30th St., New York 
16, N. Y. 
IK. Eghan, p. 


_ 


Packard Electric Div., General Motors, 
Warren, O. 

Pacific Automatic Heating Co., 1658 20th 
Ave., Seattle, Wash. ; 

Pacific Oil Co., Durfee Theater Bidg., Fall 
River, Mass. 

Pacific Steel Boiler Div., U. S. Radiator 
Corp., 439 Penobscot Bldg., Detroit 31, 
Mich. ( 

Pacific Transducer Corp., 11921 W. Pico 
Blvd., Los Angeles 64, Calif. 

Packless Metal Hose, Inc., 31 Winthrop 
Ave., New Rochelle, N. Y. 

H. W. Cole, p & t; R. H. Pettee, vp, * 
sm & am; E. C, Barton, ce. : 

Paragon Electric Co., 1611 12th St., Two 
Rivers, Wisc. 

E. V. Platt, p; G. J. Platt, vp & gm; J. 
R, Kenny, t; R. W. Eldred, sm; J. Ever- 
ard, ce: B. Bedahn, am. 

Paragon Oil Burner Corp., Box 749, Mineola, 

ig 


a. a Schwartz, p; R.. B. Schwartz, vp: 
B. D. Schwartz, s & t; C. W. Whitney, 
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gm & sm; O. Rosenblum, ce; J. Mc- 
Cartney, am. 

Park Oil Burner, New York Ave. & Abse- 
con Blvd., Atlantic City, N. J. 

D. Park, owner. 


Pparke-Hill Chemical Corp., 57S. Sixth Ave., 
Mt. Vernon, N. Y. 


Parker Boiler Mfg. Co., Inc., Sid E., 2035 
E. 37th St., Los Angeles 11, Calif. 


Parker-Kalon Corp., 200 Varick St., New 
York 14, N. Y. 

Parks-Cramer Co., Newport St., Fitchburg, 
Mass. 

Pate Co., The, Walnut & Moore Sts., Darby, 
Pa. 

W. M. Pate, p, gm, ce; L. D. DeWald, s; 

A. B. Pate, t; H. A. Sailer, sm; R. Jaku- 

boski, am. 

Patco Mfg. Co., 231 N. Bread St., Philadel- 
phia 6, Pa. 

Patterson-Kelly Co., Inc., 628 Warren St., 
E. Stroudsburg, Pa. 

F. L. Patterson, Jr., p; A. B. Grotz, vp; 

O. J. Pedersen, s; C. H. Lilius, t; W. 

Wilson, am. 

Patten Co., J. V., Sycamore, IIl. 

D. C. Patten, p & ce; J. H. Patten, vp; 
R, G. Schlighen, s & t; C. A, Pearce, gm; 
A. R. Garman, sm. 

Peabody Eng. Corp., 580 Fifth Ave., New 
York 36, N. Y. 

Peck, Stow & Wilcox Co., The, Southington, 
Conn, 

M. J. Lacey, p; F. L. Ashworth, vp & 
sm; E. F. Cummings, s; S. S. Flug, t. 

Pecora Paint Co., Inc., 4th & Venango Sts., 
Philadelphia 40, Pa. 

W. B. Bullock, p; L. Bowen, Jr., vp & am; 
W. H. Dilks, Jr., s; H. M. Garton, t & gm; 
M. Gleason, sm; W. Strobel, ce. 

Peerless Electric Co., 1401 W. Market St., 
Warren, O. 

R. Kroehle, p & t; S. Powers, gm; W. 
Curtis, sm; C. Young, ce. 

Peerless Furnace & Fdry., Inc., 1853 Lud- 
low Ave., Indianapolis, Ind. 

F. M. Mutz, p; H. W. Mutz, vp & t; 
J. R. Barrow, s; O. U. Mutz, sm; G. E. 
Ray, ce; G. Diener, am. 

Peerless Heater Co., Div. of The Eastern 
Fdry. Co., Spring & Shaeffer Sts., 
Boyertown, Pa. 

I, J. Scheckter, p & gm; R. G. Pinkerton, 
vp, sm & am; G. P. Bechtel, s & t; 
H. B. Aldrich, ce. 

Peerless Pump Div., Food Machinery & 
Chemical Corp., 301 West Ave., Los 
Angeles 31, Calif. 

Peerless Trailer & Truck Service, Inc., 549 
N. E. Third Ave., Portland 14, Ore, 

H. B. Van Raden, p. sm & gm; K. D. 
Thomas, vp; C. E. Knepper, s & t; S. F. 
Klinne, ce. 

Penn Boiler & Burner Mfg. Corp., Fruitville 
Rd., Lancaster, Pa. 

A. Morrison, Jr., p & gm; J. Stoll, vp &t; 
W. Frew, s; R. W. Payton, sm; C. M. 
Lane, sm; A. Ruth, ce; Howard York, am. 

Penn Brass & Copper Co., W. 20th & Pow- 
ell Ave., Erie, Pa. 

Penn Controls, Inc., Goshen, Ind. 

R. S. Penn, p & gm; E. B. Marie, vp; 
J. M. Reid, s; R. Penn, t; R. H. Lus- 
combe, sm; W. Few, ce; C. Morgan, am. 

Penn Transformer Corp., Bellefonte, Pa. 

Pennsylvania Furnace & Iron Co., 316 Pine 
St., Warren, Pa. 

H. A. Crary, p; C. J. Crary, vp; R. L. 
Blodgett, s, t & sm; C. S. Anderson, ce. 

Pentwater Machinery Co., 2300 Dwenger, 
Fort Wayne 4, Ind. 

Perfection Industries, Inc., 7609 Platt Ave., 
Cleveland 4, O. 

D. S. Smith, p; J. H. Rasmussen, vp; 
C. H. Foulds, vp: W. H. Haag, vp: M. E. 
Case, s & t; A. B. MacLaren, sm; W. M. 
oy: ce; J. H. Purdum, am. 

— Corp., 500 W. Oklahoma, Milwaukee, 

ise, 

I. G. Bohrman, p; V. R. Tate vp &s; E. H. 
Panthofer, vp; H. J. Schroeder, t; M. R. 
— sm; J. Deubel, ce; T. A. Ramey, 


Peterson Co., B. A., 300 W. Railroad, Do- 
wagiac, Mich. 
- A. Peterson, Sr., p; B. A. Peterson, 

— vp; G. L. Neff, t. 

etro, 3170 W. 106th St., Cleveland 11, O. 
- F. Strong, p; F. S. Hecox, vp & t; 





C. C. Craft, s; J. R. Crews, sm; D. Wright, 
ce; D. Wylie, am. 

Petro Oil Burner Mfg. Co., 23 Commercial 

St., Malden, Mass. 
Philadelphia Valve Co., Aramingo Ave. & 
E. Tioga St., Philadelphia 34, Pa. 

J. A. Jensen, p & gm; J. H, Jensen, vp, 
sm & am; G. B. Frick, vp; C. E. Frick, 
Jr., Ss; J .R. McCoy, t; R. B. Ziegler, ce. 


Piatt-Products Corp., 1149 S. Pennsylvania 
Ave., Lansing 4, Mich. 
Plant Marvel Labs., 622 W. 119th St., Chi- 
cago 28, Ill. 
Plastic Appliance Co., 5311 Westminster 
Ave., Philadelphia 31, Pa. 
T. C. Smith, owner; N. A. Deputy, sm; 
W. Bannister, ce. 
Plibrico Firebrick Co., 1800 Kingsbury St., 
Chicago 14, Ill. 
Pilgrim Oil Burner Co., 471-5 Windsor St., 
Hartford, Conn. 
Piqua Machine & Mfg. Co., Ine., 441 Col- 
lege St., Piqua, O. 
Porcupine Boiler, Kemp Ave., North Adams, 
Mass. 
Portmar Boiler Co., Inc., 193 Seventh St., 
Brooklyn 15, N. Y. 
G. Gibbons, p & gm; G. Robins, t & sm; 
S. Savarese, ce; M. Fain, am. 
Power Epqt. Co., 6000 Paseo, Kansas City, 
Mo. 
J. Power, p, gm, am. 
Power Reels, Inc., 204 W. Utica St., Buf- 
falo 22, N. Y. 
Prat-Daniel Corp., 2 Meadow St., S. Nor- 
walk, Conn. 
L. C. Whiton, p; C. H. Pinches, vp & t; 
M. T. Quigg, s; R. S. Sharon, mgr; E, P. 
Pearsall, am. 
Preferred Utilities Mfg. Co., 1860 Broad- 
way, New York 23, N. Y. 
J. S. Kaplan, vp. 

Premier Co., 755 Woodlawn, St. Paul, Minn. 
N. H. McRae, p; E. V. Coulter, vp; G. 
Bowman, sm. 

Premier Furnace Co., Dowagiac, Mich. 

R. M. Judd, p & gm; B. F. Lagerborg, 
vp & sm. 

Prentiss Wabers Products Co., 2600 Second 

St., N. Wisconsin Rapids, Wisc. 

Presbrey Refractories Corp., 600 Somerset 

Ave., Taunton, Mass. 
Preway, Inc., 1430 2nd St., N., Wisconsin 
Rapids, Wisc. 
J. O. Ellis, p & gm; L. L. Shaw, vp; 
A. E. Bark, s & t; H. T. Anderson, sm; 
K. Jenson, ce; R. C. Schmidt, am. 
Price Fireplace Heater & Tank Div., Price 
National Corp., 5 Austin St., Buffalo, 
NWN: X; 
Primor Products, Inc., 2011 W. Beecher 
Rd., Adrian, Mich. 
G. F. Price, p & gm; S. H. Morse, vp; 
T. H. Smoot, vp & sm; J. H. Parsons, 
s &t; R. M. Herbert, ce. 
Progress Manufacturing Co., Inc., Arthur, 
Ill. 
A. Martin, p: E. Fitzjarrald, vp & gm; 
C. Beals, s; C. A. Martin, t; O. F. Beals, 
sm; C. R. McDonald, ce; C. E. Argan- 
bright, am. 
Proportioneers, Inc., 345 Harris Ave., Provi- 
dence 1, R. I. 
R. P. Lowe, p: R. H. Glenville, vp; 
C. G. Haire, s; C. V. Raymond, t; I. O. 
Minor, ce; D. H. Meader, ce. 
Pullman Vacuum Cleaner Corp., 33 Allerton 
St., Boston 19, Mass. 
S. Berns, p; R. Berns, vp; P. W. Holte, 
ce. 
Purolator Products, Inc., 970 New Bruns- 
wick Ave., Rahway, N. J. 
R. R. Layte, p; C. D. Kelly, vp, sales; 
H. Thogode, s & t; J. D. Abeles. exec. 
vp & gm; M. J. Stoltz, sm; H. Otto, ce; 
D. C. Huber, am. 
Pyramid Plastics, Inc., 554 W. Polk St., 
Chicago 7, Ill. 
Pyrene Mfg. Co., 560 Belmont Ave., New- 
ark 3 N.Y. 


anne 


Quaker City Iron Works, Inc., Aramingo 
Ave. & Tioga St., Philadelphia 34, Pa. 

Quaker Mfg. Co., 223 W. Erie St., Chicago 
10, Ill. 

Quaker Rubber Corp., Div. of H. K. Porter 
Co., Inc., of Pittsburgh, Tacony & 
Comly Sts., Philadelphia 24, Pa. 


BUYER'S GUIDE & INDUSTRY DIRECTORY 











T. M. Evans, p; G. A. Dauphinais, vp; 
J. C. Leslie, t; F, A. Rehorst, s; J. R. 
Alexander, sm; C. H. Foulkrod, ce; W. H. 
Parksinson, am. 

Queen Stove Works, Inc., 505 Front St., 
Albert Lea, Minn. 


Quickdraft Co., Div. of Herring-Hall-Mar- 
vin Safe Co., 1150 S. Erie Blvd., Hamil- 
ton, O. 

W. F. Mosman, p; R. F. Dunfey, vp; 
V. A. Mosman, s; G. L. Schlegel, t; A. P. 
Russell, sm & am. 

Quick Furnace Co., 215 Court, Des Moines, 
Ta. 

Quiet Automatic Burner Corp., 33-35 Bloom- 
field Ave., Newark 4, N. J. 

J. G. Kaveny, p & ce; E. Hill, s; J. 
Cudowe, am. 

Quiet Heet Mfg. Co., 46 Oliver St., Newark 
SS HS. 

J. D. Small, p: B. Sachs, vp; P. Komroff, 
vp eng & ce; R. Herzog, s; J. Longin, t; 
M. B. Beline, sm. 

Quincy Stove Mfg. Co., 825 S. Front St., 
Quincy, Ill. 

H. J. Wilde, p & gm; F. M. Lange, s &t; 
H. D. Tow, sm & am; H. E. Ginther, ce. 


R.C.S. Tool Sales Co., 200 Maen Ave., Jo- 
liet, Ill. 
Rackliffe Oil Co., 114 Franklin Sq., New 
Britain, Conn. 
Radex Corp., 2076 Elston Ave., Chicago 14, 
Il. 
Radiant-Aire Corp., Arthur St., Michigan 
City, Ind. 
Radiant Baseboard Panels, Inc., 900 Main 
St., New Britain, Conn. 
Radiant-Ray Radiation, Inc., P. O. Box 64, 
Newington, Conn. 
W. R. Becher, p & am; D. W. Erickson, 
vp &sm; F. W. Becher, s & t. 
Radiant Utilities Corp., 8817 18th Ave., 
Brooklyn 14, N. Y. 
A. A, Marcus, p, gm, t & am; J. S. Gold- 
berg, vp &s; G. Hollander, ce. 
Radiation Furnace Corp., 230 Bond, Benton 
Harbor, Mich. 
S. Volk, p, t, & ce; Jane Volk, vp; R. 
Volk, s, sm & am. 
Radiator Specialty Co., 535 Fillmore St., 
Chicago 24, Ill. 
Radiator Specialty Co., 1700 Dowd Rd., 
Charlotte 1, N. C. 
I. D. Blumenthal, p; H. Blumenthal, vp; 
C. Kologisky, ce; G. Einhart, am. 
Radio Corp. of America, Eng. Products Div., 
Camden 2, N. J. 
T. A. Smith, vp; C. M. Lewis, sm, com- 
munications; M. C. Batsel, ce; J. P. 
Taylor, am. 
Rajah Co., The, 35 Verona Ave., Newark 4, 
N. J. 
F. P. Meehan, p; Miss S. Cyarkowski, vp; 
Mrs. C. A. Kendall, s & t; W. J. Kelly, 


gm. 
Ralph Mfg. Co., Walworth, O. 
Ramset Div., Olin Mathieson Chemical 
Corp., 12117 Berea Rd., Cleveland 11, O. 
J. E. Williams, gm; C. Tryon, sm; C. J. 
DeCaro, ce; R. C, Coder, am. 
Ramtite Corp., Div. S. Obermayer Co., 2563 
W. 18th St., Chicago, Il. 
Randall Graphite Bearings, Inc., 1000 S. 
3reenlawn Ave., Lima, O. 
Raparound Div., Pilgrim Industries, 15 
Boylston Pl., Brookline 46, Mass. 
Ray Oil Burner Co., 1301 San Jose Ave., 
San Francisco 12, Calif. 
R. P. Paoli, chairman of board; R. C. 
Westover, Jr., p; J. J. Rudden, vp & t; 
R. A. Rothe, vp & export mgr; R. B. 
Plass, ce; J. C. Draper, sm; S. Freber, 
am. 
Rayfield-Staffco Burner Co., 2066 S. Canal- 
port, Chicago 8, Ill. 
F. Ravnsbeck, p & ce; S. E. Koplar, vp: 
N. Ravnsbeck, s; E. A, Freudiger, t. 
Reading Brass Co., 37 W. Carlton Rd., Hill 


dale, Mich. 

Reading Tube Corp., 350 5th Ave., New 
York i. N.Y. 

Ready-Crete Co., 1936 S, Allis, Milwaukee, 
Wisc. 


Rector Well Eqpt. Co., Inc., 2215 Commerce 
St., Houston 2, Tex. 
L. L. Rector, p: W. F. Knode, vp; R. V. 
Evridge, s & t; C. L. Cron, Div. sm. 
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Red Triangle Heater Co., Wausau, Wisc. 
Red Wing Oil Burner Co., 12 Forest St., 
Medford, Mass. 
I. H. Yarin, p & t: W. Oliver, vp; D. Hill, 
s; P. Urnetta, gm; A. Lewis, sm & am; 
G. Wilson, ce. 
Redmond Co., Inc., Owosso, Mich. 
J. W. Tweedy, p & gm; C. Nolan, s; 
J. O. Dvorak, t; H. B. Wilgus, gen sm 
& am: J. Howes, dir of eng. 
Reeves Steel & Mfg. Co., 137 Iron Ave, 
Dover, O. 
A. J. Krantz, p, gm & t: S. J. Reeves, 
vp & s: D. W. Frease, vp: J. B. Shea, 
vp; R. G. Harrison, sm; H. A. Sherer, 
ce; A. R. Vance, am. 
Reflectal Corp. sub. of Borg-Warner Corp., 
310 S. Michigan Ave., Chicago 4, III. 
R. B. Crean, p; R. G. Nordstrom, gm; 
R. F. Ballou, sm; J. R. Frank, sm. 
Refractory & Insulation Corp., 120 Wall St., 
New York 5, N. Y. 
N. N. Clark, p; F. Christenson, vp; F. T. 
Christenson, s; H. C, Ruben, t; R. T. 
Hegeman, sm & am: A. Arwine, ce. 
Refractory Specialty Co., 2200 Washington 
Ave., Philadelphia 46, Pa. 
Refrig. Appliances, Inc., 923 W. Lake St., 
Chicago 7, Ill. 
Refrig. Economies Co., Inc., 1231 Tuscara 
was St., E., Canton 2, O. 
Rega Mfg. Co., 99 Mt. Hope Ave., Roches 
ter 20, N. Y. 
H. F. Warzyniak, p: W. Navik, ce. 
Reif-Rexoil, Inc., 37 Carroll St., Buffalo 3, 
N. Y. 
C. A. Reif, p; M. N. Brown, vp. 
Reliance Automatic Lighting Co., 1927 
Mead St., Racine, Wisc. 
D. F. Flegel, gm. 
Reliance Products Corp., 309 N. E. Davis 
St., Portland 14, Ore. 
Reliance Tubular Products Co., 9112 St. 
Clair Ave., Cleveland 8, O. 
Remco, Inc., Monumental Ave. & B.&.O. 
R. R., Lansdowne, Baltimore 27, Md. 
M. E. Michel, p & t: J. V. Michel, vp; 
P. G. Tolson, s; B. B. Macintire, gm, ce. 
Remington Corp., Auburn, N. Y. 
H, C. Caube, p; I. A. Mitchell, gen sm; 
J. H. Seott, am. 
Remington Arms Co., Barnum Ave., Bridge- 
port, Conn. 
Remington Rand Inc., 315 Fourth Ave., New 
York 10, N. Y. 
J. H. Rand, p; J. A. W. Simson, s; G, W. 
Banks, t; H. W. Widdoes, vp, gen sm; 
S. H. Ensinger, vp & am, 
Rempe Co., 340 N. Sacramento Blvd., Chi- 
cago 12, Il. 
Rennenburg & Sons Co., Edward, 2639 Bos- 
ton St., Baltimore 24, Md. 
Reo Motors, Inec., 1331 S. Washington, Lan- 
sing, Mich. 
Republic Flow Meters Co., 2240 W. Diver- 
sey Pkwy., Chicago 47, IIl. 
Republic & General Heating Products, 7426 
State Rd., Philadelphia 36, Pa. 
W. H. Bunten, p & gm; P. H. Bunten, 
vp &sm; W.S. Wisneisri, s; F. Cornelius, 
ce; A. Buer, am. 
Republic Products Co., 7420 State Rd., Phil 
adelphia 36, Pa. 
Research Products Corp., 1015 E. Washing- 
ton Ave., Madison 10, Wisc. 
R. E. Onstad, p; H. Elwell, vp; A. W. 
Brown, vp; M. J. Shoemaker, s: Miss B. 
Weisman, t; J. Selvaag, ce; J. G. Schutz. 
—*, Corp., P. O. Box 136, Flushing, 


Reveor, 251 Edwards, Carpentersville, N. Y. 
J. F. Kochevar, J. H. Reichweir, partners. 
Revere Copper & Brass, Inc., 230 Park Ave., 
New York 17, N. Y. 
C. A. Macfie, p; R. P. Winberg, vp & gen 
sm; J. S. Fidler, s; A. E. McCormick, t; 
W. T. Bertier, ce; N. A. Schuele, am. 
Rex Clay Products Co., The, 14414 Dexter 
Blvd., Detroit 6, Mich. 
ee Inc., 37-45 Carroll St., Buffalo 
4. 2 


Rex Roto Corp., 14400 Dexter Blvd., Detroit 
6, Mich. 
Rheem Mfg. Co., 7600 S. Kedzie Ave., Chi- 
cago 29, IIl. 
R. S. Rheem, p: D. L. Rheem, vp; G. M. 
Greenwood, s & t: W. S. Rheem, gm: 
V. J. Heinis, sm; L. W. Evans, ce: B. FE. 
Soby, am. 
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Khode Island Fittings Co., 355 Dexter St., 
Providence, R. I. 
Richmond Eng. Co., Inc., 7th & Hospital 
Sts., Richmond, Va. 
E. W. Farley, Jr., p & gm; E. S. Farley, 
vp, sm & am; S. J. Sterritt, s & t; J. S. 
Lough, ce. 
Richmond Radiator Co., 16 Pearl St., Me- 
tuchen, N. J. 
J. J. Hall, p; M. H. Temple, vp & t: 
A. Dillard, s; H. L. Bond, sm; E. 
Reichert, am. 
Richmond Radiator Co., New Castle, Del. 
Ridge Tool Co., The, 400 Clark St., Elyria, 
O. 
Cc. H. Ingwer, Sr., p; C. H. Ingwer, Jr., 
vp: R. Murbach, s; H. A. Strucher, t; 
W. L. Parcell, sm; H. Weibal, eng; Carr 
Liggett Adv. Agency, am. 
Riley Stoker Co., 9 Neponset St., Worces- 
ter, Mass. 
Rittling Corp., The, Rittling Bldg., Buffalo 
i a ee 
Cc. P. Rittling, p; J. B. Rittling, vp, gm 
&t: R. W. Rittling, s; G. MceCartny, sm; 
R. J. Carter, ce. 
Roberts Co., S. R., Box 1, Marshall, Mich. 
Roberts-Gordon Appliance Corp., 44 Central 
Ave., Buffalo 6, N. Y. 
Robertshaw-Fulton Controls Co., Fulton 
Sylphon Div., Box 400, Knoxville, Tenn. 
Robot Auto Heat Corp., Newfield St., Mid- 
dletown 2, Conn. 
G. Guite, p; W. Christians, vp; A. C. 
Jensen, s & gm: E. O. Leonard, t; H. 
Thompson, sm; N. E. Solomon, office 
manager. 
Rochester Mfg. Co., Inc., 100 Rockwood St., 
Rochester 10, N. Y. 
W. Mulcahy, p & t; C. L. Hastings, vp: 
W. W. Hastings, s; A. H. Ottman, gm; 
D. McEwen, sm; A, E. Fribance, ce: W. 
Chase, am. 
Rock Island Register Co., 2435 Fifth Ave.. 
Rock Island, Ill. 
Rockford Brass Works, 700 S. Main, Rock- 
ford, Ill. 
D. R. Owen, p; M. J. Honl, vp; H. Town- 
send, s & t. 
Rockwell Mfg. Co., 400 N. Lexington Ave., 
Pittsburgh. Pa. 
W. F. Rockwell, p; L. A. Dixon, Sr., vp; 
I. C. Rowe, s; M. J. Carl, t; P. A. Mankin, 
gm; G. T. Bowman, sm; H, J. Evans, ce; 
W. F. Weimer, am. 
Rockwell Co., W. S., 200 Elliot St., Fair- 
field, Conn, 
Rome-Turney Radiator Co., Canal St., 
Rome, N. Y. 
Roneci Machine Co., 2 Atlantic Blvd., Cen- 
tredale 11, R. I. 
Roper Corp., George D., 222 Blackhawk 
Park Ave., Rockford, IIl. 
S. H. Hobson, p; F. R. Dickerson, vp & 
gm: J. FP, Curtin. s; C. R.. Oehier, t; 
J. M. Hoskinson, sm; J. A. Albright, ce; 
R. F. Corrigan, am. 
Rossoe Mfg. Co., 413 Fairview Ave. North, 
Seattle 9, Wash, 
O. C. Rossoe, p; W. G. Warrington, vp 
& gm; R. Johnson, s; A. Cooperstein. t. 
Round Oak Co., Inc. of Ind., 105 Spaulding 
St., Dowagiac, Mich. 
F. M. Mutz, p: H. W. Mutz, vp &t; J. W. 
Barrow, s; C. H. Mosher, gm; O. U. 
Mutz, sm. 
Russell Co., F. F., 1100 Chestnut Ave., 
Cleveland 1, O. 
Russo, Inc., Thomas D., 75 Bradeen St., 
Boston 31, Mass. 
Rybolt Heater Co, The, Miller St., Ashland, 
op 
T. M. Rybolt, p; C. E. Rybolt, Jr., vp: 
H. M. Rybolt, s; C. J. Stewart, t, gm & 
sm; W. R. Stiles, ce; J. P. Gapstur, am. 


_ a 


S-K Co., Inc., Admiral Wilson Blvd., Cam- 
den. N. J. 
S.0.S. Products Co., Inc., 282 Nassau Ave., 
Brooklyn 22, N. Y. 
Safety Blue Flame Oil Burner Mfg. Co., 
957 Main St., Stockton, Mass. 
Safety Products Co., 975 Main St., Brock- 
ton, Mass. 
Saginaw Salt Products Co., 3000 Carrollton 
Rd., Saginaw, Mich. 
A. E. Schaefer, p & gm; I. R. Doran, t; 
FE. E. Schaefer, s. 
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St. Louis Furnace Mfg. Co., 2700 N. 25th 
St., St. Louis, Mo. 
Salina Metal Products Co., Box 367, 9th & 
Bishop, Salina, Kan. 
C. M. Hoffman, p. 
Salisbury Tank & Steel Co., 68 Water St., 
Newburyport, Mass. 
Sall Mountain Co., Rockdale Lane, Hamil- 
ton, Ohio. 
Sam-Bee Oil Burner Co., 510 E. Victoria St., 
S. Bend 14, Ind. 
Sampsel Time Control, Inc., 600 N. Strong 
Ave., Spring Valley, Ill. 
Sandberg Mfg. Co., 3850 N. W. Yeon Ave., 
Portland 10, Ore. 
BH. J. Sandberg; p & t: C.-C. 
& gm: D, Andrus, s. 
Sanders Chemical Co., 2205-09 N. American 
St., Philadelphia, Pa. 
Sarco Co., Inc., 350 Fifth Ave., New York 1, 
N. Y. 
H. L. Simmons, p & t; R. W. Cumming, 
vp; A. Milnes, vp; M. Mohr, s;: M. J. 
Marion, am. 
Schaefer Brush Mfg. Co., Inec., 117 W. 
Walker St., Milwaukee 4, Wisc. 
O. L. Schaefer, p, sm & am: D. E. 
Schaefer, vp; E. H. Schaefer, s, t & gm; 
J. W. Schaefer, ce. 
Schaible Co., 1086 Summer St., Cincinnati, 
Oo 


Smith, vp 


Schaub Eng. Co., Inc., Fred H., 2110 S. 
Marshall Blvd., Chicago 23, II. 
F’.. H. Schaub, p & t; R. F. Schaub, vp & 
s; C. H. Anderson, gm; E. S. Nelson, sm; 
B, Binford, ce; B. Ranney, am. 
Schecter Bros. Co., Corner Hancock & Hunt- 
ington Sts., Philadelphia 22, Pa. 
Schemenauer Mfg. Co., Holland, O. 
Scheu Products Co., Upland, Calif. 
W. L. Scheu, p; J. W. Walsh, sm. 
Schill Mfg. Co., 302 Mansfield St., Crestline, 
iC. 
Schlitt & Son, Inc., Joseph A., 147-149 
Clarke Ave., Jersey City 4, N. J. 
E. F. Schlitt, p, t & gm; J. A. Schiitt, 
vp; G. E. Schlitt, s. 
Schirmer Div., The Wayne Pump Co., 1719 
E. 39th St., Cleveland 14, O. 
W. P. Schirmer, gm; L. W. Childs, sm; 
C. G. Kukla, ce; R. A. Knaus, ass’t gm. 
Schnacke, Inc., 1101 N. Governor St., Evans- 
ville, Ind. 
Schoenberger Co., The W. J., 8810 Harvard 
Ave., Cleveland 5, O. 
Schurs Oil Burner Co., 8500 Zamore Ave., 
Los Angeles 1, Calif. 
Schwab Safe Co., E. Main St., Lafayette, 
Ind. 
Scientific Boiler Water Conditioning Co., 
1541 Lenape Rd., Linden, N. J. 
H. Parker, proprietor. 
Scott-Newcomb, Inc., 41 Berry Oaks, St. 
Louis 19, Mo. 
Scovill Mfg. Co., 99 Mill St., Waterbury 20, 
Conn. 
L. P. Sperry, p; W. M. Goss, vp; H. Mer- 
riman, s; M. L. Sperry 2nd, t & ce; A. P. 
Hickcox, gm; P. E. Fenton, vp & sm: 
G. K. Thornton, am; S. M. Main, divi- 
sion sm. 
Seully Signal Co., 174 Green St., Melrose 
76, Mass. 
F. P. Scully, Sr., p; E. Kleber, t: C. A. 
Goddard, sm & am, 
S-Del Co., The, Lincoln Hgwy., Berwyn, Pa. 
Seeger-Williams, Inc., 4 Norman St., Bridge 
port 5, Conn. 

T. W. Becker, p; E. Welch, vp: F. Becker, 
s; T. Becker, t; T. W. Becker, Jr., sm. 
Seidelhuber Iron & Brass Works, Inc., 3693 
Durvarmsh Ave., Seattle 4, Wash. 
Selectrol Eng. Co., 2030 McDonald Ave., 

Brooklyn 23, N. Y. 
B, L. Galumbeck, owner. 
Sellers Eng., 4874-76 N. Clark St., Chicago. 


Servel, Inc., 119 N. Morton Ave., Evansville 
20, Ind. 
D. C. Menzies, p; W. J. Hoeing, sm; H. R. 
Nielsen, manager, airconditioning div. 
J. H. Jennings, ce, airconditioning div.: 
R. M. Stevens, am. 
Shadyside Fdry., Box 507, Martin’s Ferry, 
Oo 


C. M, Johnson, owner. 
Shana Mfg. Co., Inc., 188 W. Randolph St. 
Chicago i, Ill. ' 
H. G. Shaffer, p & sm; H. Natt, s &' 
M.S. Simon, ce; J. Kalom, am. 
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Shand & Jurs Co., 2630 8th St., Berkeley 10, 
Calif. 
Sharpsville Steel Fabricators, Inc., Sixth & 
Main Sts., Sharpsville, Pa. 
Sheffield Bronze Paint Corp., 17814 Water- 
loo Rd., Cleveland 19, O. 
Ss. Gross, p; H. Mintz, vp; W. T. Turner, 


iB 

Shell Chemical Corp., 50 W. 50th St., New 
York, N.. ¥. 

Shenago Refractories, Div. of Shenago 
China Co., Box 120, New Castle, Pa. 

G. B. Zahniser, p; W. S. Emley, vp; C. J. 

Newman, t; C. Hunt, am. 

Shepard Heater Co., Inc., 951 Sycamore St., 
Terre Haute, Ind. 

Sherb, Inc., Warren J., 342 Madison Ave., 
New York 17, N. Y. 

Sieard Mfg. Co., 2921 Stevens Ave., Minne- 
apolis 8, Minn. 

Siebring Mfg. Co., Box 527, George, Ia. 

Siegler Corp., The, Wilson Ave., Centralia, 
Ill. 

J. G. Brooks, p; N. E. Grandt, vp & gm; 

G. Hubley, s; N. P. Crawford, t; W. G. 

Ullman, sm; A. Krausz, ce; R. F, Bobow- 

ski, am. 

Siemon Mfg. Co., 1203 Main St., Grandview, 
Mo. 

Cc. D. Jones, p; M. J. Murray, vp & sm; 
J. Douglas, s & t; B. P. Lunkwicz, ce. 
Sigwald Eng. Co., 2937 Fourth Ave., S., 

Minneapolis 8, Minn. 

Silent Automatic Products, Timken Silent 
Automatic Div., Timken-Detroit Axle 
Co., 209 E. Washington St., Jackson, 
Mich. 

Silent-Flame Mfg. Co., Inc., 80725 Zerega 
Ave., New York 71, N. Y. 

Silent Glow Oil Burner Corp., 850 Windsor 
St., Hartford 6, Conn, 

R. M. Sherman, p; D. R. Sherman, vp; 

R. W. Secor, vp; V. Whitney, s; R. G. 

Johnson, t; A. R. Birkins, sm. 

Silent Sioux Corp., 208-212 W. College Ave., 
Orange City, Ia. 

Silver Heat Oil Burner Co., 1010S. 60th St., 
W. Philadelphia 43, Pa. 

Simplex Heater Control Co., 879 Laurel St., 
St. Paul 4, Minn. 

E. L. Reinhardt, p. 

Simplex Mfg. Co., 198-206 N. Main St., Fond 
du Lac, Wisc. 

W. B. Stephenson, p; M. S. Lee, t & am; 
J. S. Lee, gm. 

Simplex Oil Heating Corp., 7901 Oxford 
Ave., Philadelphia 41, Pa. 

J. E. Finegan, p; J. F. Wade, vp, sm & 
ce; C. Finegan, s; E. W. Swiegart, t & 
gm; M. McDevitt, am. 

Skidmore Corp., P. O. Box 309, St. Joseph, 
Mich. 

V. F. Radde, p, gm & sm: Mrs. B. Skid- 
more, vp; K. Radde, s & t: M. M. Moore, 
ce, 

Skinner Chuck Co., Edgewood Ave., New 
Britain, Conn, 

—— Co., M. B., Sample St., South Bend, 

nd. 

Skinner Electrie Valve Div., 141 Belden 
Ave., Norwalk, Conn. 

Skinner Heating & Ventilating Co., Ine., 
Div. of St. Louis Blow Pipe & Heater, 
Inc., 1954 N. Ninth St., St. Louis 6, Mo. 

= Mfg. Co., 140 Summit St., Milford, 
Mich. 

R. W. Geisler, p & gm: M. A. Powers, 
vp & t; H. K. Bolton, s; C. Theobald, 
sm; G. J, Selby, ce. 

Slant-Fin Radiator Corp., 87-49 130th St., 
Richmond Hill, N. Y. 

M. Dubin, p & ce; I. Turinsky, vp: M. M. 
Brooks, s & gm; A. Weiss, t; A. Buschel, 
sm & am. 

‘Small Motors, Ine., 2076 Elston Ave., Chi- 
cago 14 Il. 

R. R. Cook, p, t & sm: E. S. Cook, s; 

B. F. Herbert, gm; E. Wagner, ce. 

Smith, A, O. Corp., 3533 N. 27th St., Mil- 
waukee 1, Wisc. 

L. B. Smith, p; J. R. Wallace, s; M. J. 
Vollmer, t; F. S. Cornell, gm; C. C. 
et Jr., sm; K. Flint, ce; K. Lofgren, 

Smith Co., H. B:, The, 57 Main St., West- 
field, Mass. 

S. K. Smith, p; G. W. Roraback, vp; J. E. 
Reed, s, sm & am: A. L. Lawrence, t; 
F. A. Ferguson, vp & gm. 
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Smith Co., J. B., 3327 ‘‘B’’ St., Philadelphia 
34, Pa. 

J. B. Smith, p; S. M, Kranser, s; N. F. 

Magdanz, gm; R. A. Clark, sm; J. G. 
Smith, ce. 


Smith Agricultural Chemical Co., 618 N. 
Champion Ave., Columbus, O. 

J. E. Powell, p; N. T. White, vp & sm; 
C. E. Veth, s; C. S. Schmelzer, t; E. F. 
Cline, ce; H. W. Lucks, am. 

Smith Equipment & Supply Co., 1615 N. 
Central Ave., Chicago 39, IIl. 

A. H. Smith, p, gm, ce & am: W. T. 
DuBrock, vp & t;: R. E. Q. Johnson, s; 
G. V. Transier, sm. 

Smith’s Heating, Inc., Park Ave., Kinston, 
N.C. 

Smith Twin Tubular Boiler Co., Inc., State 
Rd. & Cottman St., Philadelphia 35, Pa. 

C. E, Woolston, p & ce; H. G. Smith, s 
& t; F. V. Marsico, gm; W. R. Dome, 
sm. 

Snyder Co., The, Massillon, O. 

Sonoco Products Co., Hartsville, S. C. 

J. L. Coker, p:; C. W. Coker, vp: R. G. 
Coker, s & ce; R. A. Terry; t; C. H. 
Campbell, vp, sales: J. Reagan, am. 

Soreng Products Corp., 9555 Soreng Ave., 
Schiller Pk., IIl. 

L. Potze, p; J. P. Ruane, s; G. R. Calkins, 
vp; P. I. Bain, am. 

Sorenson-Vana Corp., 2306 North St., Oma- 
ha, Nebr. 

Souther Iron Co., E. E., 1952 Kienlen Ave., 
St. Louis 20, Mo. 

Southern Heater Co., 133 W. Palmer, Comp- 
ton, Calif. 

Southern Tank & Mfg. Co., 1501 Haynes 
Ave., Owensboro, Ky. 

W. E. Kennedy, p & am; W. E. Berry, 
s & gm. 

Span Brass Mfg. Co., Inc., 601 Wilmont St., 
Otsego, Mich. 

F. Burge, p & gm: H. Brewer, vp & ce; 
L. Burge, s & t; D. Hicks, sm & am. 
Spark Stove Co., Ine., 2619 E. 12th St., 

Oakland 1, Calif. 

Sparkler Mfg. Co., Mundelein, III. 

A. C. Kracklauer, p & gm; F. Passalaqua, 
vp, production; Violet W. Kracklauer, s; 
T. R. Downes, t; E. Kania, ce. 

Specialty Products Co., Ine., 3725 Monitor 
Ave., Minneapolis, Minn. 

H. A. Petsch, p & ce; W. R. Neper, vp; 
R. N. Swanson, s & sm. 

Specialty Sheet Metal Mfg. Co., 2425 W. 
14th St., Chicago, Ill. 

Harriet Schechter, p & t: A. N. Schech- 
ter, vp & am; H. L. Schechter, s, gm 
& ce. 

Specialty Transformer Dept., Gen. Electric 

Co., 1635 Broadway, Ft. Wayne, Ind. 
C. H. Rinne, gm: J. P. Coughlin, sm; 
C. W. Kronmiller, ce; C. D. Pease, am. 

Spencer Heater, Lycoming Div., 652 Oliver 
St., Williamsport, Pa. 

V. Emmanuel, p; S. B. Withington, vp; 
W. A. Moggensen, t; F. A. Biro, gm; 
E, I. Boardman, manager; R. R. Adams, 
ce; C. W. Shaffer, am. 

Spencer Thermostat Div., Metals & Controls 
Corp., 34 Forest St., Attleboro, Mass. 

Spi-Rol-Fin Corp., 133 Greenwood Ave., 
Pequannock, N. J. 

F. R. Attwood, p & gm; J. H. Jobes, vp 
& s: J. E. Fruend, t; N. Driscoll, ce; 
P. Orr, am. 

Sprague Electric Co., North Adams, Mass. 

Springfield Boiler Co., 1901 E. Capitol Ave., 
Springfield, Ill. 

Square D Co., 4041 N. Richards St., Mil- 
waukee 12, Wisc. 

Staffco Eng, Co., 6600 S. Austin Ave., Chi- 
cago 38, Il. 

Stahl Metal Products, Inc., 3490 W. 140th 
St., Cleveland 11, O. 

Cc. J. Stahl, p & gm; S. Kwolek, vp & sm; 
J. Hay, s &t; E. Marr, ce: J. Sorrell, am. 

Stainless Steel Products Co., 1000 Berry 
Ave., St. Paul 4, Minn. 

Standard Heating Eqpt. Co., 1406 E. Fourth 
St., Waterloo, Ia. 

J. E. Hacker, p & gm; K. Asa, vp, s & t; 
R. Brown, sm. 

Standard Railway Fuse Corp., Signal Flare 
Div., P. O,. Box 30, Needham Hgts. 94, 
Mass. 

Standard Register Co., The, 626 Albany St., 
Dayton 1, O. 

M. A. Spayd, p: K. P. Morse, vp & gm; 
L. J. Ertel, s & t; R. Zinn, vp, sales; 





J. Davidson, vp, eng & research; J. E. 
Romig, am. 
Standard Utilities Corp., 47 Stanton St., 
Newark 5, N. J. 
Staples & Pfeiffer, 528 Bryant St., San Fran- 
cisco 7, Calif. 
Stedco Products, 71 Lehigh St., Wilkes- 
Barre, Pa. 
L. F. Steadle, gm; Erna Steadle, am. 
Steel City Furnace Corp., Hoeveler & R. R. 
Sts., Springdale, Pa. 
Steel Tank & Sheet Metal Fabricators, Inc., 
1135 W. 36th St., Chicago 9, Ill. 
Steel Products, Inc., 105 Water St., W. 
Haven, Conn. 
Stefco Steel Co., Heating Eqpt. Div., P, O. 
Box 189, Michigan City, Ind. 
Stedt Hydraulic Crane Co., 15 Boylston PI., 
Brookline 46, Mass. 
H. C. Stedt, gm. 
Steinen Mfg. Co., Wm., 43 Bruen St., New- 
ark 5, N. J. 
W. Steinen, p; C. H. Jung, Jr., vp & t; 
R. Ginzler, s; J. Tankel, gm; R. Hundley, 
sm; C. Koch, ce; R. Reid, am. 
Sterling, Inc., 3738 N. Holton St., Milwau- 
kee, Wisc. 
P, A. West, p; J. B. Ballard, vp. 
Sterling Radiator Co., Inc., 260 N. Elm St., 
Westfield, Mass. 
Sterling Water Treatment Co., The, 1920 W. 
77th St., Cleveland 2, O. 
Stewart Oil Burner Co., 218 Franklin St., 
Hanover, Pa. 
Stewart-Hall Chmeical Corp., Mt. Vernon, 


L. D. Miller, p & gm; H. H. Hassell, t, 
sm & am. 
Stout & Sons, David, 7014 Manchester Blvd., 
St. Louis 17, Mo. 
Stow Mfg. Co., 708 Shear St., Binghamton, 
N. Y. 
C. F. Hotchkiss, p; J. P. Dickinson, vp 
& gm; J. T. Ivory, s; L. Saude, Jr., t; 
W. W. Rappman, sm; G. G. Ejisenbeis, ce. 
Strong, Carlisle & Hammond Co., 1392 W. 
3d St., Cleveland 13, O. 
R. C. Feldmann, p; E. Walchli, vp; R. C. 
Douglas, vp; C. A. Steigerwald, t; R. L. 
Clark, steam specialties sm; L, C. 
Schwartz, am. 
Struthers Wells Corp., Iron Works Div., 
Titusville, Pa. 
Stueck, Inc., W. Whitney, Old Saybrook, 
Conn. 
Sturtevant Div., Westinghouse Electric 
Corp., Boston, Mass. 
Stutzman Oil Burner Co., 27 Albert Ave., 
Aldan, Pa. 
A, A, Stutzman, p. 
Sudbury Laboratory, Dutton Rd., S. Sud- 
bury, Mass. 
Sunbeam Air Conditioner Div., American- 
Standard, Woodford Ave., Elyria, O. 
T. W. MeNeill, p: W. H. Baker, Jr., vp, 
sales; F. P. Weil, vp, mfg; R. J. Berk- 
shire, marketing manager; H. E. Rossell, 
sm; W. G. Senft, product manager; R. H. 
Shine, am. 
Sunbeam Oil Burner Mfg. Corp., 1455 
Blondell Ave., Bronx 61, N. Y. 
Sunderman Mfg. Co., 1426 B. Ave., Sioux 
Falls, S. D. 
H, L. Sunderman, p & gm. 
Sundstrand Eng. Co., 1325 Seventh St., 
Rockford, Il, 
Sundstrand Hydraulic Div., 2210 Harrison 
Ave., Rockford, Ill. 
B. F. Olsen, p; L. H. Schuette, vp; E. 
Landstrom, s; G. Landstrom, t; A. H. 
Swenson, gm; C. Lang, sm; F. Carlson, 
ce. 
Sun-Ray Burner Mfg. Corp., 139-24 Queens 
Blvd., Jamaica 35, N, Y. 
G. M. Marin, p; A. Metzger, gm; A. Luft, 
ce. 
Sunshine Chemical Co., Inc., John, 600 W. 
Lake St., Chicago 6, Ill. 
D. O. Sunshine, p; E. Sieber, vp; M. La- 
Vita, s & ce; E. F. Oppasser, t; J. Sun- 
shine, gm, sm & am. 
Super Lawn Corp., 355 Clinton Pl., New- 
ark 8, N. J. 
Super Oil Heater Co., 942 New Britain Ave., 
Hartford, Conn. 
Superior Combustion Industries, Inc., 1475 
Broadway, New York 18, N. Y. 
Superior Furnace & Mfg. Co., 322 Hamilton 
Ave., Plymouth, Mich. 


él 











Sure Heat Stove Co., Inc., Box 215, Plano, 
Tex. 
Surface Combustion Corp., 400 Dublin Ave., 
Columbus 16, O. 
Sussex Nozzle Co., 358 Sussex Ave., Mor- 
ristown, N. J. 
Swett Bros., Inc., Du-Pac Div., 78 Island 
Pond Rd., Springfield, Mass. 
R. F. Swett; p; J. F. Radebaugh, vp; 
V. R. Wills, s-clerk; R. K. Swett, t; V. S. 
Hurd, sm; C. S, Livingston, ce. 
Swirling Oil Burner Mfg. Corp., 22-09 37th 
Ave., Long Island City 6, N. Y. 
Synchronous Flame, Inc., Walworth, Wisc. 
Syncromatic Corp., 1141 10th St., Water- 
town 9, Wisc. 
R. C. Jaye, p & gm; H. M. Stillman, vp 
& sm; S. M. Schilling, s; J. F. Hirtz, t 
& ce; P. B. Kuckkahn, am. 
Synchronous Flame, Inc., 327S, LaSalle St., 
Chicago 4, III. 
Syntron Co., 271 Lexington, Homer City, 
Pa. 


_ 


Taco Heaters, Inc., 1160 Cranston St., 
Cranston 9, R, I. 
J. H. White, p, t & gm; P. G. Leddy, 
vp; R. Loeb, s; R. H. Chaffee, sm; R. T. 
Schoerner, ce; J. Balter, am. 
Tal Bender, Inc., 417 N, Walter, Milwau- 
kee, Wisc. 
EK. T. Tal, p & sm; E. Luprecht, vp & 
gm; C. L. Tal, 8 &t. 
Tankit Co., 174 Goldsmith Ave., Newark 8, 
N. J. 
A. Yurdin, p; Sylvia Yurdin, am. 
Taylor Instrument Co., 95 Ames St., Roches- 
ter i, N.Y. 
Techniflex Corp., 55 Jersey Ave., Port Jer- 
vis, N. Y. 
N. Gaboriault, p. 
Tecumseh Products Co., Tecumseh, Mich. 
Teesdale Co., The R. S., 1809 Amhurst St., 
N. E., Grand Rapids 3, Mich. 
R. S. Teesdale, owner. 

Terre Haute Boiler Works Co., 1140 Craw- 

ford St., Terre Haute, Ind. 

Thatcher Furnace Co., The, Centre St., 

Garwood, N. J. 
C, Sahler, p; R. Cook, vp, sales; W. Kihn, 
vp, production; F, Cowell, s; E. Foster, t; 
M. Beard, sm; H. Gibbard, ce. 

Therm Gas Generator Co., Inc., 2105 West- 

lake Ave., Seattle 1, Wash. 

Therma Products Co., Inc., 33 Bradston St., 

Boston 18, Mass. 
Thermal Research Products Co., Sparks, 
Md. 
R. E. West, p & ce; W. Bukowsky, mgr, 
production. 
Thermco Laboratories, Johnson Rd., Michi- 
gan City, Ind. 
R. D. Richardson, owner & ce; J, D. God- 
dard, gm. 

Thermo-Base Div., Gerwin Industries, 214 

Spring St., Michigan City, Ind. 

Thermobloe Div., Prat-Daniel Corp., 2 

Meadow St., S, Norwalk, Conn. 
Thermolok Mfg. Co., Inc., 541 Rogers Ave., 
Brooklyn 25, N. Y. 
T. Stiler, p. 

Thermo-Products, Inec., North Judson, Ind. 
J. S. Cunningham, p; C. W. Shank, vp; 
M. R. Cunningham, s & t; H. M. Pugh, ce. 

Thrush & Co., H. A., W. 8th St., at N. 

Jefferson St., Peru, Ind. 
H, A. Thrush, p; P. F. Thompson, exec. 
vp, t & gm; R. L. Thompson, s; G, H. 
Fox, sm; M. O. Thrush, ce; E, D. Noland, 
am. 


Tilden Tool Mfg. Co., 6657 N. Clark, Chi- 
cago 26, Ill. 

Timken Silent Automatic Div., Rockwell 
Spring & Axle Co., 209 E. Washington 
St., Jackson, Mich. 

T. A. Crawford, vp & gm; E. H. Haugen, 
ce; S. T. Ramey, am. 

Titus, Inc., Box 810, Waterloo, Ia. 

R. W. Titus, p & t; D. L. Titus, vp & s; 
J. L. Canady, gm & ass’t t; J. S. Smith, 
vp, sm & am. 

Titusville Iron Works Div., Struthers Wells 
Corp., S. Franklin St., Titusville, Pa. 

J, T. Dillon, p; D. P. Edwards, t; S. D. 
Johnson, gm; A. E. Jennings, sm; A. W. 
Burnite, ce. 


62 





Tjernlund Mfg. Co., The, 2140 Kasota Ave., 
St. Paul 14, Minn. 

E. J. Tjernlund, p. gm & ce; E. A. Olson, 
vp; R. L. Tjernlund, s & t, am & ce; 
R. O. Nelson, sm. 

Todd Shipyards Corp., Products Div., Co- 
lumbia & Halleck Sts., Brooklyn 31, 
1 Oe 

J, Haag, Jr., p; F. J. Smyth, vp; R. W. 
Bowes, gm: F. J. Steinrock, sm. 

Toledo Heater Co., 25 S. St. Clair St., To- 
ledo 4, O. 

Tool Industries, Inc., 15440 Telegraph Rd., 
Detroit 23, Mich. 

Toridheet Div., Cleveland Steel Products 
Corp., 16025 Brookpark Rd., Cleveland 
ps ae eo 

W. J. Smith, Sr., p & gm: R. J. Lucas, 
vp; N. F. Kaplan, s; A. G. Singler, t; 
Cc. H. Strack, marketing mgr; D. W. 
Rouse, ce; L. F. Dienst, am. 

Tork Clock Co., Ine., 1 Grove St., Mt. Ver- 
non, N, Y. 

Torrington Mfg. Co., 70 Franklin St., Tor- 
rington, Conn. 

A. Gagarin, p; D. B. Robinson, vp; H. C. 
Schick, s & t; R. M. Gordon, sm; C, A. 
Hathaway, ce; F. Hohmeister, am. 

Tower Mfg. Corp., 222 Summer St., Boston, 
Mass. 

Trageser Copper Works, Inc., 5000 Grand 
Ave., Maspeth 78, N. Y. 

Trailmobile, Inc., 31st and Robertson, Cin- 
cinnati 9, O. 

W. A. Burns, Jr., p; J..O;, Young, vp; 
L. B. Everhard, s; P. W. Heasley, t;: 
W. W. Hasenzahl, Jr., gm; H. Eyler, sm; 
J. J. Black, ce; R. S. Edwards, am. 

Trane Co., The, Second & Cameron Ave., 
LaCrosse, Wisc. 

Trent, Inc., 201-299 Leverington Ave., Phil- 
adelphia 27, Pa. 

Trenton Heating Mfg. Co., 2834 Fifth St., 
Trenton, Mich. 

Triad Products Corp., 5121 N. Clark St., 
Chicago 40, Il. 

Triangle Tank Div., Inc., 245 Russell St., 
Breoklyn 22, N. Y. 

Triangle Tube & Specialty Co., Lucaston, 
RFD 2, Berlin, N. J. 

Trico Baseboard Heating Corp., 222 Lake- 
side Ave., Pompton Lakes, N. J. 

D. Citro, p; Majory Citro, vp & sm; 
Frances Shiel, t. 

Trion, Inc., 1000 Island Ave., McKees Rocks, 
Pa. 

E. W. Meyers, p; G. Landgraf, vp & ce; 
N. Eichelsbacher, s & t; W. R. Murdock, 
sm; J. Shollar, am, 

Tri-Saw Corp., 2207 Hanley Industrial Ct., 
St. Louis 17, Mo. 

Tri-State Heating, Inc., 620 W. Main, De- 
troit Lakes, Minn. 

L. E. Anderson, p & gm: H. F, St. Marie, 
vp; O. A. Anderson, s & t; R. Husby, sm. 

Triplex Heating Specialty Co., 248 N. Grant 
St., Peru, Ind. 

W. FF. Petty; p: LR. Peters, vp; R.’S. 
Waite, s; C. E. Denny, t. 

Truckstell Co., Union Commerce Bldg., 
Cleveland, O. 

Tru-Heet Co., 532 Miller Ave., Trenton, N. J. 

Tubing Appliance Co., Inc., 10321 Anza Ave., 
Los Angeles 45, Calif. 

Tucker & Sons Mfg., 48th & Pacific Ave., 
Tacoma 8, Wash. 

Tur-Bin Corp., 301 E. Lafayette Ave., Bal- 
timore 2, Md. 

Turbo-Ray, Inc., 31 Winthrop Ave., New 
Rochelle, N, Y. 

Turb-O-Tube Furnace, Inc., 204 Rhode Is- 
land St., Buffalo 13, N. Y. 

Tuttle & Bailey, Corbin Ave., New Britain, 
Conn. 

S. Hart, p & gm; N. P. Cooley II, vp; 
H. B. Bassette, s & t; R, S. Rickabaugh, 
sm; R. D. Tutt, ce; L. B. Wilson, am. 

Tuthill Pump Co., 939 E. 95th St., Chicago 
19, Ill. 

H, T. Kessler, p, gm & t; N. G. Tuthill, 
vp & s; J. D. Young, field sm; R. Von 
Rotz, ce. 

Twin Control Burner Mfg. Co., 3240 Barker 
Ave., New York 67, N. Y. 

Typhoon Air Conditioning Co., Inc., 505 
Carroll St., Brooklyn 15, N. Y. 

J. F. Dailey, chairman of board; D. V. 
Petrone, p; M. E. Mooney, vp & sm; 





M. M. Kabili, s & ce; E. L, Garfield, t: 
P. T, Wotton, am. 


Ultra Metal Utilities Corp., 27-07 Astoria 
Blvd., Long Island City 2, N. Y. 
R. Schleeweiss, p, gm, sm & am; F. Gian- 
nattaseo, s, t & ce. 
Unifilter Co., 29845 W. 13-Mi. Rd., Farm- 
ington, Mich. 
A. D. Redner, gm; Mrs. G. Redner, sm: 
R. A. Redner, ce; R. P. Redner, design 
eng. 
Unimatic Corp., Rt. 22, Union, N. J. 
R. J. Bottoni, Sr., p; R. J. Bottoni, Jr., 
vp; R. E. Bottoni, s &t. 
Union Asbestos and Rubber Co., 322 S. 
Michigan Ave., Chicago 4, Ill, 
E. E. Hokin, p; J. H. Balch, vp; C. S. 
Stackpole, sm; G, A. Sykes, ce. 
Union Electric & Mfg. Co., 1057 Summit 
Ave., Jersey City, N. J. 
L. J. Newman, p; F. K. Coppell, vp; 
J. S. Lieb, s; H. Zaifert, t; C. Rapiport. 
gen sm; A. Kline, ce. 
Unique Art Mfg. Co., Inc., 200 Waverly Ave., 
Newark 8, N. J. 
U. S. Air Conditioning Corp., Como Ave., 
S. E., at 33d St., Minneapolis 14, Minn. 
D. E. Feinberg, p & gm; L. P. Hanson, 
vp & sm; A. J. Mallinckrodt, ce; M. A. 
Stuart, am. 
U. S. Igniter Corp., 2636 N. Hutchinson St., 
Philadelphia, Pa. 
F. Dollenberg, p; H. Spencer, s & t; E. 
Engel, sm; R. Rand, ce. 
U. S. Machine Div., Stewart-Warner Corp., 
320 No. C St., Lebanon, Ind. 
C. J, Winkler, Sr., vp; H. E. Winkler, 
gm; C. A. Potts, gen sm; H. F. Murphy, 
ce; N. J. Gill, am. 
U. S. Petroleum Co., 104 Lakeview Ave., 
Clifton, N, J. 
U. S. Radiator Corp., 439 Penobscot Bldg., 
Detroit 26, Mich. 
W. C. McCord, p; H. B. Steggall, senior 
vp; J. C. Haas, vp & s; J. R. Knox, vp, 
sales; A. A. Emrick, ce; K. E. Nay, am. 
U. S. Register Co., 344 E. Burnham St., 
Battle Creek, Mich. 
U.S. Rubber Co., 1230 Ave. of the Americas, 
New York 20, N. Y. 
United Stove Co., 800 Lowell St., Ypsilanti, 
Mich. 
Universal Air Filter Corp., 332 W. Michigan 
St., Duluth 2, Minn. 
Universal Brass Corp., 146 Midland Ave., 
Arlington, N. J. 
S. Block, p; L. Barnett, s & t. 
Universal Electric Co., 300 E. Main, Owosso, 
Mich. 
Universal Products Mfg. Corp., S. Indiana 
Ave., Auburn, Ind. 
H. C. McIntyre, p; J. H. McIntyre, vp: 
W. C. Schaab, vp & sm; W. K. Schaab, 
s &t; W. Smith, ce. 
Universal Valve Co., Box 444, Elizabeth 4, 
N. J. 
Utica Radiator Corp., 2201 Dwyer Ave., 
Utica, N. Y. 
W. C. Murray, p; E. J. Bair, vp, mfg: 
W. B. Westcott, Jr., vp, sales & s; J. F. 
Benson, t; H. N. Jones, gen sm; D, Dud- 
geon, Jr., ce; F. R. Brennan, am. 
Utica Structural Steel, Inc., Utica, N. ¥. 
C. Blim, p & gm; J. Saponaro, vp; P 
Scherdt, s; C. L. Merry, t; H. Thomas, 
ce. 
Utility Appliance Corp., 4851 S. Alameda 
St., Los Angeles 58, Calif. 
Utility Fan Corp., 911 E. 59th St., Los An- 
geles 1, Calif. 


sails 


V & E Products, Inc., Schuylkill Haven, P2. 
G. Valentine, p: L. L. Jacobs, vp, sm & 
am; J. H. Eubanks, t, gm & ce. 

Valley Forge Metals Co., 5th & Mitchell 

Sts., Lansdale, Pa. 
A. A. Lefquist, p; W. Baylie, vp; C- 4 
Boynton, s; E. L. Deacon, t. . 
Van-Packer Corp., 209 S. LaSalle St., Chh 
cago, Ill. a 
Vapor Heating Corp., 6420 W. Howard, Chi- 
cago 31, Ill. 
A. D. Bruce, p; G. F. Westwood, s; L- 
Gellick, sm; W. C. Keeran, ce. 
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Vapor Recovery Systems Co., 2820 N. Ala- 
meda St., Compton, Calif. 
Vapofier Corp., 250 W. Wacker Dr., Chicago 
4 Ill. 
Vectaire Mfg. Co., 251 Howard St., Melrose, 
Mass. 
R. V. Burwen, p: J. B. Burwen, s. 
Vent Fabrics, Inc., 640 Kedzie Ave., Chi- 
cago, Ill. 
Venturi Chimney Cap Co., 3641-R., Cleve 
land 9, O. 
Veritas Co., The, Broad St., Medford, Mass. 
Ver-Mar Metal Industries, Inc., 24236 Mound 
Rd., Centerline, Mich. 
E. G. Barnes, p & gm: T, Satwicz, vp; 
G. A. Barnes, s & t; C. H. Moran, sn. 
Victor Oil Burner Mfg. Co., 250 Pleasant 
St., Hartford, Conn. 
Victory Eng. Corp., Springfield Rd., Union, 
N. J 


J. J. Maseuch, p; R. S. Goodyear, vp & 
ce; Mrs, M. T. Hicks, ass’t s; W. G. Gow, 
t: B. J. Oppenheim, gm: B. O. Moxon, 
sm; J. Ruskin, am. 

Viking Air Conditioning Div., The National 
Radiator Co., 5601 Walworth Ave., 
Cleveland 2, O. 

M. I. Levy, vp & gm: F. Gibbons, sm; 
J. E. Harris, ce: G. O. Gould, am. 

Viking Mfg. Corp., 1747 Chester Ave., Cleve- 
land, O. 

H. S. Frasher, p; W. R. Frasher, vp &s; 
A. G. Moore, t. 

Viking Oil Co., 2482 W. Capitol Dr., Mil- 
waukee, Wisc. 

Viking Pump Co., 4th & McCann Sts., Ce- 
dar Falls, Ia, 

R. C. Wyth, p & gm; S. A. Peterson, vp 
& sm: W. C. Martin, s: G. F. Newman, 
t; W. E. Bakewell, ce; M. L. Calvert, am. 

Voleano Burner Corp., 3612 E. Tremont 
Ave., New York, N. Y. 

E. Camerino, p; W. J. Coyle, vp: June 
Coyle, s; J. Vigorito, ass’t vp. 

Volu-Trol Co., Hwy 61 & Kohmnan St., St. 
Paul 9, Minn. 

Vulcan Electric Co., 88 Holten St., Danvers, 
Mass. 

Vulean Radiator Co., 775 Capitol Ave., Hart- 
ford, Conn. 

J. H. Ehn, p; G. Bennett, vp; C. Berg- 
stead, s& t:; M, L. Lundgren, sm & am; 
J. Pierce, ce. 


— 


Walker Mfg. & Sales Corp., 1701-17 Penn 
St., St. Joseph, Mo. 
M. C. Land, p; L. Bartholomew, vp; R. L. 
Douglas, s; W. J. Barnes, t; A. H. Ziph, 
gm & sm. 
Walsh Refractories Corp., 101 Ferry St., 
St. Louis 7, Mo. 
Waltham Oil Burner Co., Inc., 1214 Ben- 
nington St., E. Boston, Mass. 
S. C. Paterson, p & t; C. A. Cook, Jr., gm. 
Walton Laboratories, Inc., 1186 Grove St., 
Irvington 11, N, J. 
W. Feldermann, p; J. B. Feldermann, vp; 
H. Kempel, t; J. R. Lewis, Ind. sm. 
Warner Lewis Co., Div. of Fram Corp., 817 
N. Lewis Pl., Tulsa, Okla. 
F, Lewis, p; J. N. Fitzgerald, vp; E. 
Terry, s; B. Owen, t; T. R. Bradley, 
sm & am; O. C. Redmon, ce. 
Warren Webster & Co., 95 Madison Ave., 
N. Y. 16. N. Y. 
W. Webster, Jr., p: E. R. Webster, s; 
W. M. Brown, t; H. F. Marshall, am. 
Warrick Co., C. F., 1964 W. Eleven Mile 
Rd., Berkley, Mich. 
C. F. Warrick, p & ce; W. H, Warrick, 
vp & sm & am; J. E. Fouser, s & t & gm. 
Washington Stove Works, 3402 Smith Ave., 
Everett, Wash. 
Wassell Organization, Inc., Sylvan Rd., 
_ Westport, Conn, 
G. W. Wassell, p; R. W. Watts, vp. 
Watchman Mfg, Co., The, 939 W. Beach St., 
Long Beach, N. Y 
Water Tube Boiler & Tank Co., 140 W. Root 
St., Chicago, Il, 
H. L. Madorin, p: B. S. Madorin, s; A. D. 
Sirk, t. 
Waterfllm Boilers, Inc., 154 Ogden Ave., 
Jersev City 7, N. J. 
G. H. Koven, p: K. A. Houser, sm & am. 





Waterman-Waterbury Co., The, 1121 Jack- 
son St., N. E., Minneapolis, Minn. 
D. E. Sedgwick, p & gm, S. A. Smith, vp 
and sm; R. L. Lonson vp-production; J. D. 
Holmgren, s & t; O. W. Griefnow, ce. 
Watts Regulator Co., Embankment Rad., 
Lawrence, Mass. 
Wayne Brass Co., Inc., 230 W. Main St., 
Ft. Wayne, Ind. 


Wayne Home Equipment Co., Inc., 801 Glas- 
gow Ave., Ft. Wayne 4, Ind. 

N. G. Berghoff, p & gm; J. A. Berghoff, 
vp; L. J. Baker, s; E. H. Berghoff, t; 
B. G. Duer, sm & am; C. V. Copeland, ce. 

Weatherall Engineers, Inc., 478 Smithfield 
Ave., Providence, R. I. 

P. W. Gunning, p; E. E, White, vp & t 
& am & gm; D, C. Calise, s; W. L. Cum- 
mings, sm; C. N. Sutton, ce. 

Weatherhead Co., The, 300 E. 131st St., 
Cleveland 8, O. 

Webb & Son Co., Elisha, 136 S. Front St., 
Philadelphia 6, Pa. 

Webb Machine & Tool Co., R. D. 1, Imperial, 
Pa. 

Webster Electric Co., 1900 Clark St., Ra- 
cine, Wisc. 

P. G. Crewe, p & t; D. J. Munroe, exec. vp 
& gm; B. T. Wiechers, vp, ind, sales & 
sm, ind. sales; F. A. Fischal, s; H. Stacey, 
sm, sound sales; J. C. McAlvay, ce; W. E. 
Dent, am. 

Webster Eng. Co., 115 So. Frisco St., P. O. 
Box 2168, Tulsa, Okla. 

Webster & Co., Warren, 17th & Federal! Sts., 
Camden 5, N, J. 

D. F. Bennett, vp, sales; T. L. Webster, 
s; W. M. Brown, t; C, J. Kern, ce, ap- 
plication; H. F. Marshall, am & sales 
promotion. 

Weil-McLain Co., Blaine St., Michigan City, 
Ind. 

E. R. Westphal, p: M. E. Mitchell, vp; 
G. E. McGrath, s & t; R. M. Stockwell, 
sm; N. E. Westphal, dir, res eng; C. A. 
Wolff, am. 

Wells Mfg. Co., 220 9th St., San Francisco 
3, Calif. 

G. F. Wells, p & gm; K. G, Wells, vp; O. 
Dibble, s; E. C. Fichtner, ce, elec. prod- 
ucts div; K. G. Wells, sm & am. 

Werco Products, 2011-13 S. Cicero Ave., Chi- 
cago 50, Ill. 

Werner Foundry & Mach, Co., P. O. Box 
267, Lansdale, Pa. 

Cc. A. Friedmann, p; H. J. Skidmore, vp 
& gm: L. L. Moyer, s. 

Wescott, Alexander, Inc., 42 Park Ave., 
Madison, N. J. 

West Coast Quiet Heet, Inc., 1530 N. E. 
Grand Ave., Portland, Ore. 

Westchester Home Egqpt. Co., Inc., 687 Mor- 
ris Ave., N. Y. 51, N. Y. 

H. Mesinger, p; F. J. Mesinger, vp & t; 
C. Mesinger, s: N. McCabe, gm. 

Western Blower Co., 1800 Airport Way, Se- 
attle 4, Wash. 

Western Stove Lining Works, W. Love St., 
Mexico, Mo. 

A. L. Elliott, owner; C, F. Smith, gm. 

Westinghouse Electric Corp., 306 4th Ave., 
Pittsburgh 30, Pa. 

Westinghouse Electric Corp., Industrial 
Heating Dept., 180 Mercer St., Mead- 
ville, Pa. 

W. Sprenger, works manager: L. H. Gil- 
lette, sm; J, W. Harrison, supervisor, 
engineer. 

Westinghouse Electric Corp., Sturtevant 
Div., 105 Readville St., Boston 36, Mass. 

Westinghouse Electric Corp., Small Motor 
Div., S. Metcalf St., Lima, O. 

Cc. C. Shutt, gm; F, E. Heikkila, sm. 

Weston Electrical Instrument Corp., 641 
Frelinghuysen Ave., Newark 15, N. J. 

Wheaton Brass Works, Springfield Rd., Un- 
ion, N. J. 

E. W. Wheaton, p: R. F, Wheaton, vp, 
s &t: F. S. Edwards, gm; W. J. Schultz, 
sm: H. C. Krone, ce. 

Wheelco Instr. Div., Barber-Colman Co., 
1300 Rock St., Rockford, IIl. 

White Fuel Corp., 900 E. 1st St., S. Boston, 
Mass. 

White Motor Co., 842 E. 79th St., Cleveland 
5, 4 

White-Rodgers Electric Co., 1209 Cass Ave., 
St. Louis 6, Mo. 

J. A. Rodgers, p: C. White, vp: L. 
Blough, vp, sales: J. Pahlmann, s & t: 
J. Newman. gm: R. A. Sherer, sm: C. 
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Garner, ce; E. Robinson, am. 
Whitlam Mfg. Co., J. C., Box 71, Wads- 
worth, O. 
Whitney Mfg. Co., W. A.,; 636 Race St., 
Rockford, Ill. 
Whitty Co., Inc., 86 Western Ave., Boston 
34, Mass. 
E. C. Taylor, p; E. Field, vp; E. S. Gro- 
jean, sm; C, R. Achstetter, ce. 
Wickes Boiler Co., 502 N. Water St., Sagi- 
naw, Mich. 
Wiegand Co., Edwin L., 7762 Thomas Blvd., 
Pittsburgh 8, Pa. 
E. N. Calhoun, p; B. A. Fleming, vp: 
J. Hennessey, t; C. F. Kreiser, sm; J. 
McOrly, ce; G. Sowash, am. 
Wilder Mfg. Co., Inc., Rt. 2, Box 880, Car- 
mel, Calif. 
C. L. Wilder, p; L. W. Wilder, s & ce; 
R. B, Smith, sm & am. 
Wilgus Mfg. Co., 1722 E. 16th St., Los An- 
geles 21, Calif. 


Will-Burt Co., Orrville, O. 


Williams Automatic, Inc., 29 Main St., 
White Plains, N. Y. 

Williams Bros. Boiler & Mfg. Co., 1057 10th 
Ave., S.E., Minneapolis, Minn. 

Williams Bros. & Miller, Inc., 619 W. Chi- 
cago Ave., East Chicago, Ind. 

W. L. Miller, p; D. W. Williams, vp; 
F. W. Williams, s; J. L, Miller, t; G. 
Williams, gm, sm & am; J. Retciness, ce. 

Williams & Davis Boiler & Welding Co., 
Ine., 2527 Canton St., Dallas, Tex. 

Williams Div., Eureka Williams Co., Divi- 
sion of Henney Motor Co., Inc., 1201 
E, Bell St., Bloomington, Il. 

H. J. Allemang, vp; C. G. Branch, Wil- 
liams Div. manager; C. R. Pierson, chief 
product engineer; T. H. Green, merchan- 
dising manager; C. M. MacFarland, direc- 
tor of research. 

Williams Valve Co., The D, T., Div. of the 
Schaible Co., 5801 Mariemont Ave., Cin- 
cinnati 27, O. 

M. F. Schaible, p; F. J. Nugent, vp; C. F. 
Schaible, s; R. C, Brookes, t; W. C. 
Goza, sm. 

Williamson Heater Co., The, 3500 Madison 
Rd., Cincinnati 9, O. 

W. L. McGrath, p; L. B. Murphy, vp: 
R. L. Herrman, s & t; G. Leytze, vp & 
sm; G. W. Denges, ce; C. T. Pfirrmann, 


am. 
Wilson & Co., Inc., 4200 S. Ashland Ave., 
Chicago 9, Ill. 
Wilson Stove & Mfg. Co., Inec., Box 187, 
Metropolis, Ill. 
Windmaster Corp., 43 Vine St., Columbus 
15, O. 
L, F. Cooper, p; J. J. Maxwell, vp; R. I. 
Wood, s & t; J. J. Maxwell, gm; D. 
Lynch, sm & am; R. W. Franks, ce. 
Windmaster Draft Control Co., Stop 26— 
Long Beach, Michigan City, Ind. 
Wing Mfg. Co., L. J., 66 Vreeland Mills Rd., 
Linden, N, J. 
H. S. Wheller, p & gm; C. H. Smith, vp 
&s; T. R. Peyrek, sm; A. T. Bahel, am. 
Winston Co., 33 Bradston St., Boston 18, 
Mass, 
I. M, Winston, p; S. Winston, vp; A. A. 
Winston, s. 
Winston Co., Inc., 359 Avon Ave., Newark 
8, N. J. 
Wisconsin Oil Burner Co., 2720 Emil St., 
Madison 5, Wisc. 
S. C. Olson, p; G. A, Westmont, vp, gm 
& am: J. C. Westmont, s & ce; D. G. 
Olson, t; W. A. Dengel, ass’t. s; S. R. 
Himsel, sm. 
Wise Furnace Co., The, S. 21st St., Newark, 
O 


Wishman Co., R. H., 204 W. Utica St., Buf- 
falo 9, N. Y. 
Wiss & Sons Co., J., 11-45 Littleton Ave., 
Newark 7, N. J. 
J. R. Wiss, p; R. R. Wiss, vp & t; N. F. 
Wiss, Jr., vp; B. E. Bostwick, sales and 
advertising, vp; J. B. Wiss, s; G. O. Cox, 
ass’'t sm: K. W. Wiss, ass’t sm; C. 
Thober, ce; P. J. Moran, Jr., am, 
Wolverine Tube, Division of Calumet & 
Hecla, Inec., 1850 Guardian Bldg., De- 
troit 26, Mich. 

D. W. Blend, gm; J. M. Dumser, sm; 
J. W. Andrews, ce: H. A, Harty, am. 
Wood Co., John, 100 Washington St., Con- 

shohocken, Pa. 
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Wood Mfg. Co., A. R. Luverne, Minn. 
Woodruff Thermo Products, Inc., 29-02 High 
t., Fair Lawn, N, J. 
Woolley Co., E. L. 60 Dunnell Lane, Paw- 
tucket, R. I. 
Worcester Taper Pin Co., 47 Lagrange St., 
Worcester, Mass. 
F. J. Barry, p; T. R. Mountain, s; P. 
Sibley, t & sm; A. T. Warman, gm 
Worthington Corp., Air Conditioning & Re- 
frigeration Div., Harrison, N. J. 
E. J. Sechwanhausser, p; M, M. Lawler, 
vp; R. E. Marshall, s; H. A. Bellows, t; 
E. R. Michel, gm; A. F. Ward, sm, pack- 
aged products; H. A. Feldbush, vp, engi- 
neering; P. O, Bancroft, am. 
Wright & Co., Norman S., 1932 S.W. Water 
Ave., Portland 1, Ore. 
Wright Chemical Corp., 627 W. Lake St., 
Chicago 6, Ill. 
V. L. Merle, p & t: H, J. Meacher, vp: 
J. S. Babush, vp; D. R. Walser, s. 
Wright-Austin Co., 3245 Wight St., Detroit, 
frigeration Div., Beloit, Wisc. 
Wysong & Miles Co., 625 Fulton St., 
boro, N. C. 


Greens- 


—_ 


“*X’’ Laboratories, Inc., 25 W. 45th St., New 
York 19, N. Y. 


XXth Century Heating & Ventilating Co., 
96 Ira Ave., Akron, O. 

J. Garver Kerch, p, gm & sm: R. K. Long, 

vp & ce; B. L, Kerch, s; H. L. Boyd, t. 


stills 


Yale & Towne Mfg. Co., 200 Henry St., 
Stamford, Conn. 
L. J. Pantas, gm; J. K. Sloan, pump sm: 
W. Waters, ce; J. D. Young, general sm; 
C. Lynge, Jr., am. 
Yates-American Machine Co., Lipman Re- 
frigeration Div., Betloit, Wisc. 
J. J. Gallagher, p: A. B. Loft, vp & s; 
R. Birdsell, vp; C. M. Stokes, t: C. K. 
Olson, general sales manager: R, T. Han- 
sen, sm, Lipman Div.; W. Eschenburgh, 
ce. 
York Corp., Roosevelt Ave., York, Pa. 
S. E. Lauer, p; J. K. Louden, vp & gm 
commercial div.; W, F. Lynne, s & t; 
D. C. Seitz, sm, commercial Div.; A. E. 
Diehl, ce, commercial div.; J. S. Garceau, 
am commercial div. 
York-Shipley, Inc., Residential Div., Jessop 
Place & P.R.R., York, Pa. 
S. H. Shipley, p & gm; L. H. Brenneman, 
vp; D. D. Barbor, s & t; S. G. Kearns, 


sm; G. Frank, sm; C. Neiman, ce; S. W, 
Gingerich, am, 
Yorktowne Machine Co., 538 S. Queen St., 
York, Pa. 
Young Radiator Co., 709 Marquette St, 
Racine, Wisc. 
F. M. Young, p & gm; J. J. Hilt, vp; } 
W. H. Schleck, s & t; W. G. Schlichting, | 
sm; W. V. Astrup, ce; A. E. Slaasted, am. | 
Young Regulator Co., 5209 Euclid Ave. | 
Cleveland 3, O. 
E. O. Young, owner. 
Yula Water Heaters, Inc., 166 W. 225th St., 
New York 63, N. Y. 
H. F. Yula, p; R. B. Zinser, vp & sm: 
R. Ferry, s; R. Yula, t; J. Phillips, ce. 


— 


ZYX, Ine., 50 Bridge St., Brooklyn 1, N. Y. 
Zambelli Boiler Works, 1710 N. Delaware 
Ave., Philadelphia 25, Pa. 
Zeh Co., Inc., 364 Highland Ave., Passaic, 
Mid, 
E. A. Zeh, p & ce; Martha E, Zeh, vp &t: 
E. W. Zeh, s, gm, sm & am. 
Zink Co., John, 4401 S. Peoria, Tulsa 5, 
Okla. 
Zonolite Co., 135 S 
Ill. 


. LaSalle St., Chicago 3, 


SPECIAL... SIX BOOKS VALUED AT S10 FOR 57 


INSTALLING THE 

DOMESTIC OILBURNER 

This is the first practical guide on oilburner 
installation. It contains the most significant 
articles from FUELOIL & OIL HEAT that cover 
all phases of installation step by step. It is 
814 by 11 inches and contains 64 pages. Illus- 
trated with numerous diagrams, charts and 
photos. $2. 


VAPORIZING BURNER SERVICE 


A compilation of articles from FUELOIL & 
O1L HEAT by a veteran service manager and 
an oilheating engineer. Gives important 
wrinkles and angles of servicing pot-type 
units. 32 pages, 814 x 11 in. Many dia- 
grams. ee ae $1. 


OILHEATING SNAGS 


This book gives the solutions to many of the 
Everyday Snags that annoy you in installation 
and service. We've been working on them 
for years. They are all simple and practical 
answers to the most common goat-getters on 
jobs. It’s an 814 x 11 inch book of 64 pages. 


. $2. 


SPECIFICATIONS BOOK 
OF OILBURNER AND FUELOIL 


This edition has been compiled to include all 
specifications and data from the last edition, 
as well as specifications on current and new 
models introduced since then. The book is 
sectionalized and indexed for quick easy ref- 
erence. Write for quantity prices, 512 x 8. 
220 pages. .. Fen uh $2. 


HEADING OFF TROUBLE 


This book contains articles about the most 
important precautions to take in installations 
and service and thereby cut down the num- 
ber of service calls. The selection is about 
those things which give the greatest amount 
of future trouble for service men. A highly 
practical compilation of pieces from FUEL- 
OIL & O1L HEAT. It’s a 64-page book 814 
x 11 inches. $2 


WALL FLAME ROTARY OILBURNERS 


A collection of four articles, opening with a 
discussion of both types of vertical rotary oil- 
burners followed by three on wall flame 
rotaries. Written by a laboratory manager 
and field engineer of Fluid Heat, they cover 
the principles of operation, types of burners, 
installation methods and procedures, fire-test- 
ing the installed burner and common service 
problems. It’s a book 8% x 11 inches with 
18 diagrams. S $1. 


6 for 5740 





PLEASE MAIL REMITTANCE WITH ORDER. PLEASE NO C.O.D. ORDERS. 


HEATING PUBLISHERS, INC. 
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